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Preface 

The  introduction  of  electricity  into  railway  working,  greatly  widens  the  scope  of 
electrical  engineering.  Heretofore  the  application  of  electricity  has  been  of  a  com- 
paratively limited  nature,  since  the  amount  of  power  that  may  be  usefully  applied 
for  lighting,  traction,  or  industrial  purposes  is  largely  limited  by,  and  commensurate 
with,  the  population  served.  In  the  case  of  railway  working  these  limitations  do  not 
exist.  There  are  practically  no  limitations  as  to  the  amount  of  power  or  the  distance 
to  which  it  may  be  transmitted,  other  than  those  imposed  by  competition  between 
steam  and  electric  traction. 

While  the  mechanical  fitness  of  an  electrical  system  has  been  proved  by  such 
installations  as  the  Baltimore  Tunnel,  the  New  York  New  Haven  and  Hartford  Eail- 
way,  thel^ew  York  Central,  the  North-Eastem,  the  Lancashire  and  Yorkshire,  and  the 
Central  London  Eailway,  the  commercial  limitations  imposed  by  its  relatively  greater 
first  cost  have  yet  to  be  demonstrated.  The  installations  under  construction,  like 
those  of  the  New  York  Central,  the  New  York  New  Haven  and  Hartford,  and 
the  Pennsylvania  Railways,  will  go  far  towards  demonstrating  the  extent  to  which 
electric  traction  may  compete  with  the  steam  locomotive. 

The  considerations  which  have  led  to  the  adoption  of  electric  traction  on  the  larger 
steam  railways  have  generally  been  peculiar  to  the  local  circumstances.  For  instance^ 
in  the  cases  of  the  Baltimore  Tunnel  and  the  New  York  Central  Eailway  the  first  con- 
sideration was  to  avoid  the  smoke  nuisance  in  tunnels.  With  regard  to  the  latter  railway, 
once  the  necessity  for  electric  traction  had  been  realised,  the  question  of  additional 
improvements  was  taken  into  consideration,  and  such  elaborate  alterations  to  sidings, 
stations,  and  terminal  arrangements  were  deemed  advisable  to  suit  the  more  rapid 
electrical  working,  that  the  cost  as  a  whole  was  several  times  that  necessarily  incident 
to  the  change  from  steam  to  electricity. 

The  electrical  installation  must  of  necessity,  to  compete  with  steam,  be  capable  of 
dealing  with  a  greater  maximum  demand  per  hour  in  passenger  accommodation,  since, 
with  its  power  station,  transforming  system,  and  train  equipment,  it  is  of  greater  cost 
than  the  steam  locomotive.  The  electrical  installation,  with  its  higher  speeds  and 
better  acceleration,  possesses  greater  mobility  than  a  steam  equipment,  and  the  train 
may  be  easily  split  up  into  self-contained  units  to  suit  the  varying  demands  of  the 
traflBc.  Except  in  the  case  of  exceedingly  dense  and  steady  traffic,  the  cost  of  working 
by  electricity  will,  apparently  for  a  long  time  to  come,  be  greater  than  that  of  working 
by  steam.  It  frequently  happens  in  railway  working  that  the  advantages  or  dis- 
advantages of  a  particular  kind  of  train  service  for  working  in  or  about  the  terminus 
of  a  great  railway  should  not  be  dealt  with  by  themselves,  but  rather  as  a  feature  of 
the  system  in  its  entirety.  Thus  it  often  occurs  that  the  commercial  limitations  of  a 
railway  are  determined  by  the  facilities  at  its  termini,  and  that  improved  facilities  may 
mean  an  increase  in  the  earning  capacity  of  the  line.  Frequently  the  operation  of 
main  line  trains  is  limited  by  the  necessities  of  local  traffic.  There  are  numerous 
cases  of  this  description  where  electricity  may  be  relied  upon  to  improve  the  condition 
of  a  system  as  a  whole,  although  the  local  commerciaJmdvantages,  taking  the  increased 
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cost  as  compared  with  the  increased  local  traffic,  are  not  at  first  apparent.  These 
distances  will  undoubtedly  extend  as  time  goes  on,  since,  with  the  great  improvements 
being  effected  in  steam-driven  generating  apparatus,  the  higher  pressures  at  which 
motors  may  be  safely  worked,  and  the  redistribution  of  population  incident  to  more 
rapid  transit,  the  conditions  now  deemed  favourable  for  electrical  working  on  short 
lines  will  become  common  on  lines  extending  over  considerable  distances. 

In  the  application  of  electricity  to  long  distance  lines,  it  is  to  be  steadily  borne  in 
mind  that  the  steam  locomotive  has  demonstrated  itself  to  be  the  most  efficient 
self-contained  machine,  considering  its  varying  functions,  that  the  engineer  has  yet 
devised,  and  that,  to  compete  wdth  this  machine,  every  appliance  entering  into  the 
electric  traction  installation  must  compare  from  every  point  of  view,  as  regards 
efficiency,  with  this  most  highly  developed  and  perfect  mechanism,  and  that  the 
electric  locomotive  installation  duplicates,  in  many  respects,  the  steam  locomotive 
installation. 

It  is  not  our  purpose  to  undertake  to  predict  the  form  that  the  ultimate  electric 
railway  installation  may  assume.  Standardisation  has  been  one  of  the  great  elements 
of  success  in  steam  railway  working,  and  the  future  grow^th  of  electric  traction  will  be 
slow  until  the  standardisation  phase  has  been  reached.  At  the  present  time  there  exists 
a  wide  difference  of  opinion  among  engineers  as  regards  the  commercial  advantages  of 
alternating  current  and  continuous  current  motors  for  traction.  In  our  judgment,  the 
limitation  of  the  alternating  current  motor  is  fixed,  in  its  relation  of  energy  output  to 
weight,  by  the  inherent  properties  of  single-phase  commutator  apparatus,  and  that  the 
limitation  of  the  continuous  current  motor  w^ill  be  determined  by  the  maximum  safe 
voltage  at  which  a  commutating  machine  can  be  worked.  While  the  development  of 
each  class  of  machine  has  advanced  beyond  the  point  that  could  reasonably  have  been 
foreseen,  and  while  in  our  judgment  it  is  impossible  at  the  present  time  to  predict 
where  the  limitations  will  be  reached,  we  are  satisfied  that  a  careful  comparison  of 
the  two  types  at  the  present  time  is  decidedly  to  the  advantage  of  the  high  tension 
continuous  current  motor.  The  primary  mechanical  advantage  of  electric  traction 
is  obtained  with  either  class  of  apparatus,  owing  to  the  fact  that  power  may  be 
distributed  over  the  train  and  applied  to  as  many  axles  as  may  be  necessary  to 
secure  the  best  mechanical  result. 

There  is  not  much  to  choose  between  the  methods  of  control  as  betw-een 
alternating  current  and  continuous  current,  and  in  the  main  the  points  to  be  proved 
in  the  working  of  the  two  systems  will  be  found  to  lie  in  the  maintenance  of  the 
motor  and  train  equipments.  The  terms  adopted  in  the  comparison  of  the  properties 
of  the  two  classes  of  machines  leave  much  to  be  desired.  In  the  maintenance  of  a 
train  equipment  a  serious  item  is  that  of  keeping  the  armature  central  in  the 
fields ;  hence  it  is  fundamental  that  motors  of  like  power  should,  when  compared,  have 
the  same  mechanical  characteristics  as  regards  weight  and  speed  of  rotor,  and 
mechanical  clearance.  Another  condition  we  w-ould  emphasise  is  that  for  the  same 
speed  the  motors  should  have  the  same  torque  per  ampere  intake,  and  the  same 
percentage  of  line  voltage  at  the  terminals.  We  are  tempted  to  emphasise  this  point, 
since  it  is  entirely  misleading  to  the  railway  engineer  to  compare  the  electrical  results 
without  making  mention  of  mechanical  and  other  differences  that  primarily  affect  the 
whole  question  of  operation  and  maintenance. 

With  the  gradual  extension  of  the  application  of  electricity  for  all  purposes  along 
the  different  railway  systems,   the  distance  to  which  electrical  working  becomes 
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profitable,  will  be  extended,  and  with  the  installation  of  such  power  systems  as  are 
now  becoming  common  in  Great  Britain,  it  would  appear  that  the  distance  may  be 
indefinitely  extended. 

The  advantages  of  electric  traction,  like  those  of  the  central  power  installation, 
increase  with  the  magnitude.  The  diversity  and  load  factors  increase  therewith,  as 
also  the  various  economies  incidental  to  an  improved  load  factor.  As  an  ultimate 
result,  freight  haulage  may  be  anticipated.  The  electrical  output  per  mile  of  track 
must  be  considerable  to  bring  the  cost  of  haulage  per  ton-mile  by  electricity  to  that 
now  common  by  steam. 

In  the  following  pages  we  have  endeavoured  to  place  in  an  accessible  form,  a  portion 
of  the  results  of  our  own  observations  and  experience  in  this  most  important  department 
of  engineering,  and  we  have  referred  to  and  quoted  from  the  work  of  other  writers  in 
instances  where  the  usefulness  of  the  book  is  thereby  increased.  We  fully  realise  that  the 
book  is  incomplete  in  many  respects,  but  having  regard  to  the  amount  of  time  already 
taken  in  its  preparation,  further  delay  in  its  publication  does  not  seem  warranted. 

The  authors  wish  to  take  this  opportunity  of  making  due  acknow^ledgment  of  the 
assistance  rendered  them  by  engineers,  technical  journals,  manufacturers,  and  others. 

In  the  former  class  should  be  mentioned  Messrs.  Evan  Parry,  W.  Casson,  F.  W. 
Carter,  Prof.  Ernest  Wilson,  F.  Punga,  A.  S.  Garfield,  T.  Stevens,  B.  Valatin. 
C.  W.  G.  Little,  P.  von  Kalnassy,  W.  C.  Gotshall,  W.  M.  Camp,  0.  Lasche,  G. 
Wiithrich,  and  A.  G.  Ellis. 

A  number  of  manufacturing  and  operating  companies  have  kindly  supplied  us 
with  valuable  data.  Amongst  others  may  be  mentioned  Messrs.  The  Oerlikon  Co., 
The  British  Thomson-Houston  Co.,  The  British  Westinghouse  Co.,  Ganz  &  Co.,  The 
Brush  Electrical  Engineering  Co.,  and  the  Interborough  Rapid  Transit  Co.  of 
New  York. 

Amongst  the  technical  periodicals  which  have  extended  us  courtesies  in  the 
supplying  of  data,  and  in  granting  permission  to  quote  from  their  columns,  we  would 
mention  The  Street  Railway  Journal,  The  Electrical  Review,  The  Electrician,  The 
Tramway  and  Railway  World,  The  Engineer,  Engineering,  The  Light  Railway  and 
Travuvay  Journal,  Elektrotechnische  Zeitschrift,  Zeitschrift  des  Vereines  Deutscher 
Ingenieure,  and  Elektnsche  Bahnen  und  Betriehe. 

For  permission  to  quote  from  their  proceedings  we  have  to  express  our  thanks  to 
the  Institutions  of  Civil  Engineers,  Electrical  Engineers,  Mechanical  Engineers,  and 
the  American  Institutes  of  Electrical  Engineers  and  Mining  Engineers. 
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Chapter    I 

TEACTIVE  EESISTANCE  AT  CONSTANT  SPEED 

THERE  is  a  general  impression  that  the  subject  of  tractive  resistance  on  rails 
is  but  little  understood.  Although  this  is  to  a  certain  extent  the  case  so  far 
as  relates  to  an  analysis  of  the  various  physical  causes  of  resistance  to  motion  on 
rails,  there  is  now  fairly  general  agreement  as  to  the  amount  of  the  total  tractive 
resistance  at  various  constant  speeds  on  a  modern  well-built  surface  railway  on  a  calm 
day  on  a  straight  track.  While  there  are  minds  to  which  an  indefiniteness  of  the 
nature  of  80  per  cent,  presents  itself  as  a  hopeless  impediment,  there  appears  to 
be  no  justification  for  this  attitude  so  far  as  relates  to  tractive  resistance  on  rails. 
It  is  true  that  the  degree  of  wetness  or  dryness  of  the  rail,  the  velocity  of  the  wind, 
the  contour  of  the  train  and  its  mechanical  design,  and  the  character  of  the 
permanent  way,  all  introduce  considerable  variations.  The  engineer  will  not 
disregard  these  influences;  indeed,  each  of  these  influences  will,  in  a  given  case, 
require  careful  study.  But,  so  far  as  relates  to  preliminary  estimates  of  the 
average  power  required  at  the  axles,  the  most  elaborate  recent  experimental  data 
obtained  in  different  countries  and  under  varied  conditions,  converge  toward 
suflSciently  definite  values. 

As  a  matter  of  fact,  even  were  the  latest  experimental  data  for  tractive  resistance 
at  various  constant  speeds  widely  divergent,  no  considerable  uncertainty  would  be 
introduced  into  the  results,  except  for  the  case  of  long  runs  between  stops.  For  runs 
of  lengths  up  to  a  mile  or  two  at  high  schedule  speeds,  the  energy  consumed  during 
the  accelerating  interval  is  so  considerable  a  percentage  of  the  total  energy 
consumption,  as  to  mask  very  great  inaccuracies  in  the  data  of  tractive  resistance 
at  constant  speed.  The  calculation  of  the  energy  consumed  during  the  accelerating 
interval  is  much  more  independent  of  assumptions  based  on  experimental  data. 
The  shorter  the  run  between  stops,  the  greater  is  the  importance  of  accuracy  in 
estimations  affecting  the  acceleration  values,  while  the  estimations  of  the  frictional 
resistance  are  of  comparatively  little  account.  The  longer  the  run  between 
stops  the  more  important  does  it  become  to  base  the  estimations  upon  fairly 
correct  data  of  tractive  resistance. 
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Tractive  Resistance  at  Starting. 

The  tractive  resistance  at  starting  on  a  level  is  very  dependent  upon  the  type 
and  design  of*  the  bearings,  the  wheel  diameter,  and  the  design  and  condition  of 
the  permanent  way.  Aspinall's  value  of  17  lbs.  per  ton  is  a  fair 
average  figure  for  the  best  conditions  obtaining  on  main  lines  with  medium  and 
heavy  trains.  On  the  Central  London  Tube  Eailway  the  starting  resistance  on 
the  level  is  20  lbs.  per  ton  for  a  113-ton  train  comprising  seven  cars.  On 
the  City  and  South  London  Tube  Eailway,  McMahon's  experiments  showed  on 
occasions  a  starting  resistance  of  40  lbs.  per  ton  for  26-ton  trains.^  This  value 
is  rarely  exceeded,  even  on  urban  tramway  lines. 
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Tractive  Resistance  at  Constant  Speed. 

For  very  low  speed,  the  tractive  resistance  decreases  with  increasing  speed, 
reaching  a   minimum    at    some   5   miles  per  hour.     The  speed  corresponding  to 
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Fig.   1.     Curves  op  Tractive   Resistance   at  Low  Speeds  for  an 
83-Tgn  75-Foot  Car,  as  deduced  from  the  Berlin-Zossen  Tests. 


the  minimum  tractive  resistance  is,  however,  a  very  variable  quantity,  and  is  very 
dependent  upon  the  construction  and  condition  of  the  permanent  way  and  of  the 
rolling  stock.  For  good  conditions,  the  minimum  tractive  resistance  may  be  as 
low   as    8   lbs.    per    ton.       In   the   case    of    the   83-ton    cars    employed  for  the 

^  "  The  curve  showed  the  variation  in  the  draw-bar  pull,  its  high  value  at  the  start,  about  40  lbs. 
per  ton,  dropping  to  the  minimum  of  9  lbs.  per  ton.  .  .  .  The  most  striking  feature  of  it,  was  the  high 
resistance  at  starting,  and,  in  order  to  test  that,  an  experiment  had  been  made  with  the  train  in  a 
siding,  a  spring  balance  being  used  to  start  it  very  slowly ;  the  resistance  in  that  case  had  been  foimd 
to  be  20  lbs.  to  25  lbs.  per  ton.  A  similar  experiment  on  a  locomotive  had  shown  the  resistance  to 
be  25  lbs.  to  80  lbs.  per  ton,  but  the  first  test  when  the  locomotive  was  standing  had  always  given  a 
higher  result,  and  that  seemed  to  be  due  to  the  squeezing  out  of  the  oil." — McMahon,  **  Proceedings 
of  the  Institution  of  Civil  Engmeers''  (1901),  Vol.  CXLVIL,  p.  213. 

Moreover,  McMahon's  wheel  diameters  were  but  24  ins.  For  McMahon's  results,  see  also 
Curve  A  of  Fig.  6,  on  p.  9. 
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Berlin-Zossen  tests,  the  minimum  resistance  amounted  to  a  little  less  than  3  lbs. 
per  ton,  as  may  be  seen  from  the  curve  of  Fig.  1,  relating  to  the  results 
obtained  at  low  speeds.  The  two  cars  with  which  most  of  the  tests  were  made, 
weighed  90  tons  (A.E.G.  Car)  and  77  tons  (S.  and  H.  Car)  respectively.  For  our 
purposes  the  mean  value  of  88  tons  is  taken. 

For  electric  traction,  however,  but  little  interest  attaches  to  the  tractive  resistance 
at  speeds  of  less  than  10  miles  per  hour.  From  10  miles  to  100  miles  per  hour 
the  following  formula,  due  to  Aspinall,  leads  to  very  trustworthy  results : — 


E  -  2-5  +  gj  _^  O-OiiS  L. 
R  =  tractive  resistance  in  pounds  per  (metric)  ton  (of  2,200  lbs.  or  1,000  kgs.). 
V  =  speed  in  miles  per  hour. 
L  =  length  of  train  in  feet. 

The  formula,  owing  to  the  fractional  exponential  power  of  Y,  is  an  inconvenient 
one  to  use,  and  hence  Table  I.  has  been  prepared,  in  which  values  of  Y^  are  given. 


Table  I. — Values  of  Y 


;i 


V 

Speed  in  MileH 
per  Hour. 

\i 

10 

46-8 

15 

91-5 

20 

161 

25 

214 

30 

295 

40 

473 

50 

676 

60 

938     . 

70 

80 

90 

100 

120 

1,180 
1,510 
1,820 
2,160 
2,820 

The  curves  of  Fig.  2  have  been  plotted,  by  means  of  AspinalFs  formula,  for 
train  lengths  of  100,  1,000,  and  2,000  ft.,  which  cover  most  cases  which  will  occur  in 
heavy  electric  traction.^ 

Now  while  it  is  quite  true  that  these  results  vary  from  the  results  of  other  careful 
investigations,  sometimes  by  high  percentages,  this  is  really  of  minor  importance,  on 
account  of  numerous  other  uncontrollable  factors.  Thus  in  a  heavy  wind  the  train  resist- 
ance will  often  be  doubled.   Yariations  in  the  type  and  condition  of  the  rail,^  the  condition 

^  "On  the  N^w  York  Central  and  Hudson  River  Railroad  there  were  several  trains  daily  of 
8,000  tons  to  4,000  tons,  drawn  by  American  locomotives,  the  nimiber  of  cars  ranging  from 
seventy-five  to  ninety." — Dudley,  "Proceedings  of  the  Institution  of  Civil  Engineers"  (1901), 
Vol.  CXLVII.,  p.  261. 

*  "  Dr.  P.  H.  Dudley  has  stated  that  when  he  substituted  an  80-lb.  rail  for  a  worn  66 -lb.  rail 
it  made  a  difference  of  75  h.-p.  to  100  h.-p.,  and  he  estimated  that  a  105-lb.  rail  saved  200  h.-p.  as 
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of  permanent  way,  type  of  rolling  stock,  etc.,  also  introduce  great  differences  in  the 
train  resistance,  as  also  the  location  of  the  driving  power,  whether  distributed  upon 
the  axles  of  the  different  vehicles,  or  concentrated  on  a  locomotive.  These  and  similar 
considerations  lead  to  the  conclusion  that  the  results  set  forth  in  the  curves  of  Fig.  2 
are  amply  precise  as  a  mean  basis  for  calculations. 

The    recent    high-speed    tests    at    Zossen,    near    Berlin,    included    elaborate 
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determinations  of  the  tractive  resistance.  These  tests  were  made  upon  single  coaches 
of  a  length  of  75   ft.   and   weighing    83    tons,*  the    design,   chiefly    on    account 

compared  with  the  60-lb.  or  65-lb.  rail." — ^Aspinall,  "  Proceedings  of  the  Institution  of  Civil 
Engineers  "  (1901),  Vol.  CXLVIL,  p.  241. 

Dr.  Dudley  did  not  state  the  total  horse-power,  which,  of  course,  would  have  to  be  known 
in  order  to  lend  definiteness  to  his  data. 

^  Camp  ("  Notes  on  Track,"  2nd  edition,  1904)  gives  the  following  concise  resumd  of  some  of 
the  leading  conditions  of  the  Berlin-Zossen  tests : — "  During  the  fall  of  1903  some  imprecedented 
speeds  were  made  on  the  Marienfelde-Zossen  military  line  in  Germany,  which  aroused  a  world-wide 
sensation,  and  the  particulars  of  the  track  construction  and  of  the  rolling  stock  are  interesting  in  the 
present  connection.  The  road  was  14J  miles  long,  nearly  level,  and  mostly  straight,  there  being  one 
curve  of  52^  minutes  (radius  6,562  ft.)  near  one  end.  The  track  was  laid  with  84|-lb.  rails,  generally 
89*4  ft.  long,  on  fir  ties,  eighteen  to  the  rail  length,  with  tie  plates,  six -bolt  angle-bar  splices  81^  ins. 
long,  with  vertical  flanges  hanging  1^  ins.  below  base  of  rail,  between  joint  ties,  but  some  of  the 
joints  were  of  the  lap  type.  I'he  ballast  was  broken  stone.  On  10^  miles  of  the  line,  guard  rails 
were  laid  inside  the  traffic  rails  to  a  flange  way  of  1*97  ins.  These  were  ordinary  T-rails  laid  on 
side,  with  the  base  (4^  ins.  wide)  presented  for  the  service  side  of  the  guard,  the  upper  edge  coming 
1}  ins.  above  the  top  of  the  traction  rail.  They  were  supported  upon  cast-iron  chairs,  lag-screwed 
to  the  ties.    With  the  exception  of  these  guard  rails  on  part  of  the  line  (which  were  found  to  be  an 
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of  the  great  capacity  of  the  motor  equipment,  thus  having  the  exceptional  constant 
of  1*1  tons  weight  per  foot  of  overall  length.^  The  results  obtained  from  these 
tests  are  given  in  the  lower  curve  of  Fig.  3,  and  the  results  calculated  from 
Aspinairs  formula  are  given  in  the  upper  curve  of  the  same  figure.  The  agreement 
is  seen  to  be  very  good.  But  for  this  excellent  agreement  between  the  Aspinall  and 
the  Zossen  tests,  both  of  which  were  most  elaborate,  the  values  at  the  lower  speeds 
would  have  been  pronounced  decidedly  too  low,  as  all  prior  formulae  gave  higher 
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Fig.  3.      Curves  op  Tractive  Resistance  for  83-Ton  75-Foot  Car. 


results  at  low  speeds.  That  this  is  the  case  is  evident  from  Figs.  4  and  5,  taken  from 
Gottshairs  "Electric  Railway  Economics"  (pp.  156  and  154). 

unnecessary  precaution),  the  track  was,  as  thus  to  be  seen,  only  of  ordinary  construction.  There 
were  two  electric  cars,  one  being  used  in  each  of  the  many  experiments.  Each  car  was  72  ft.  long, 
mounted  on  two  six- wheel  trucks,  wheels  49*2  ins.  diameter ;  wheel  base  of  truck  16*4  ft.  long ;  each 
truck  equipped  with  two  250-h.-p.  motors  on  the  outside  axles,  and  air  brakes,  with  brake  shoes  on 
both  sides  of  all  wheels ;  total  weight  of  car,  92  tons.  As  the  experiments  continued,  the  speeds 
were  gradually  increased  until  trips  were  made  repeatedly  at  105  to  110  miles  per  hour,  or  the  whole 
distance  each  way  in  eight  minutes.  The  energy  consumed  in  driving  the  car  at  such  speeds  was 
about  1,600  h.-p.,  and  stops  were  made  in  6,560  feet  from  the  point  where  brakes  were  applied. 
On  October  28rd  one  of  the  cars  attained  a  speed  of  128}  miles  per  hour,  and  on  October  28th  the 
other  car  was  run  at  the  tremendous  speed  of  180j^  miles  per  hour." 

In  the  above  quotation  the  weights  in  tons  have  been  changed  by  the  writers  from  the  American 
short  ton  of  2,000  lbs.  employed  by  Camp,  to  the  metric  ton  of  2,200  lbs.  Camp's  weight  per  car 
evidently  relates  to  the  A.E.G.  car. 

^  In  present  practice  on  steam  and  electric  railways,  the  weight  of  loaded  car  or  train  per  foot 
of  overall  length,  rarely  exceeds  0'65  tons,  and  as  a  rough  but  representative  value  0'5  tons  per  foot 
of  overall  length  may  be  taken.     (See  also  Table  II.,  on  p.  14.) 
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In  tube  railways,  where  there  is  small  clearance  between  the  walls  and  the  train, 
high-tractive  resistance  (depending  partly  on  the  amount  of  clearance)  has  been  found, 
and,  of  course,  varying  as  a  function  of  the  speed.  In  Fig.  6  the  full  line  curves 
(b  and  c)  are  deduced  from  tests  on  the  Central  London  Bailway  (in  which  the 
tube's  internal  diameter  is  11  ft.  6  ins.),  showing  the  train  resistance  as  a  function  of 
the  speed.    The  minimum  clearance  between  the  tube  and  train  is  6  ins. 

From  measurements  made  on  the  City  and  South  London  Eailway,  McMahon 
obtained  the  data  from  which  the  broken  line  curve  (a)  of  Fig.  6  has  been  deduced. 


Fig.  4. 
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Curves  for  Tractive  Resistance  according  to  well-known  Formulas. 
Single-Car  Operation.    Weight  op  Car  about  22  Tons. 


From  the  train  test  curves  obtained  on  the  Central  London  Railway,  the  total 
tractive  resistance  at  80  miles  an  hour  is  1,200  lbs.  for  a  seven-car  train,  and  600  lbs. 
for  a  single  car,  the  weights  of  the  trains  being  125  tons  and  25  tons  respectively. 
It  appears  that  there  is  a  constant  figure  of  6  lbs.  per  ton  for  journal  friction,  etc.,  and 
a  figure  for  the  head  and  tail  resistance  which  depends  upon  the  speed  and  is  unaffected 
by  the  length  of  the  train,  the  actual  equation  for  the  total  tractive  resistance  being — 

Eesistance  in  pounds  per  ton  =  6  +  0*5  ^yrr* 

where  V  is  the  speed  in  miles  per  hour  and  W  is  the  weight  of  the  train  in  metric  tons. 
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In  Fig.  7  are  two  curves,  one  showing  the  resistance  in  pounds  per  ton  for  a  seven- 
car  Central  London  train,  as  worked  out  by  the  above  formula,  and  the  other  showing 
the  resistance  of  this  train  on  a  surface  track,  as  worked  out  by  AspinalPs  formula. 
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Fig.  5.    Same  as  Fig.  4,  but  for  Train  op  Fivb  40-Ton  Carriages,  say  200  Tons. 

No  tests  have  been  made  with  high-speed  service  in  such  tube  railways,  but  the 
resistance  can  be  reasonably  expected  to  be  considerably  increased  at  speeds  above, 
say,   40  miles    per    hour.      Thus  from   the   Zossen    tests    on    an    83-ton    car    it 
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Fig.  6.    Curves  of  Tractive  Resistance  in  Tube  Railways. 
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has  been  found  that  at  a  speed  of  40  miles  per  hour  the  air  resistance  becomes 
equal  to  the  mechanical  resistance,  and  at  a  speed  of  100  miles  per  hour  the 
air  resistance  on  surface  roads  is  four  times  the  mechanical  resistance.  This  is  seen 
from  the  curves  of  Fig.  8,  in  which  the  curve  of  total  resistance  for  the  Zossen  tests 
is  supplemented  by  two  curves  of  the  component  resistances  due  respectively  to  air 
resistance  and  mechanical  resistance.  The  longer  the  train,  however,  the  less  is  the 
percentage  which  the  air  resistance  constitutes  of  the  total  resistance ;  and  for  well- 
vestibuled  trains  of  several  hundred  tons  weight,  the  air  resistance  would  probably 
not  exceed  the  mechanical  resistance  below  speeds  of  from  45  to  50  miles  per  hour. 
For  a  five-coach  train,  Aspinall  ("  Proceedings  of  the  Institution  of  Civil  Engineers,*' 
(1901),  Vol.  CXLVII.,  p.  249)  estimates  the  atmospheric  resistance  as  becoming  equal 
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Fig.  7.    Curves  of  Tractive  Rebibtance  in  Tube  Railways  and  on  Surface. 


to  50  per  cent,  of  the  total  resistance  at  80  miles  per  hour.  But  all  his  statements 
relate  to  the  train  behind  the  engine,  and  the  engine  shields  the  train  from  a 
considerable  portion,  of  the  air  resistance.  Thus  for  a  motor-car  train,  the  air  resist- 
ance would  become  equal  to  the  mechanical  resistances  at  a  much  lower  speed,  and 
the  corresponding  speed  would  be  lower  the  shorter  the  train. 

From  such  results  it  is  evident  that  for  high-speed  work  it  would  be  futile  to 
attempt  to  materially  reduce  the  train  resistance  by  modifications  in  the  design  of  the 
rolling  stock  and  permanent  way,^  and  that  attention  should  rather  be  directed  to  the 
contour  of  the  train.     Not  only  does  the  form  of  the  front  and  rear  ends  greatly  affect 

*  Of  course  the  greatest  attention  must,  nevertheless,  be  given  to  the  design  of  the  rolling  stock 
and  permanent  way,  in  order  to  render  high  speeds  practicable  and  satisfactory,  and  to  exempt 
these  parts  from  rapid  deterioration ;  but  so  far  as  relates  to  obtaining  the  most  economical  result 
for  tractive  effort  in  pounds  per  ton  at  high  speeds  the  chief  attention  should  be  given  to  the  contour 
of  the  individual  carriages  and  of  the  train  as  a  whole.  Improved  bearings  will  not  affect  the  air 
resistance. 
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the  air  resistance,  but  when  a  train  is  composed  of  many  vehicles,  it  must,  so  far  as 
practicable,  present  continuous  unbroken  surfaces  from  end  to  end.^ 

Curves  materially  increase  the  train  resistance,  not  only  at  low,  but  at  high, 
speeds.  At  moderate  speeds,  measurements  have  often  shown  100  per  cent,  increase 
in  the  train  resistance,  even  on  well-designed  curves  of  fairly  large  radius." 
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Fig.  8.    CcRVES  OP  Component  and  Resultant  Tractive  Resistance  for 
83-ToN  75.F00T  Car,  deduced  from  Berlin-Zossen  Tests. 

Heavily  loaded  trains  have  a  resistance   considerably   lower   (as  expressed   in 
pounds  per  ton)  than  light  trains.^     This  consideration  is  of  importance  chiefly  in 

*  "...  At  high  speeds  the  air  resistance  is  by  far  the  most  important  factor,  and  that  the 
proper  shape  of  the  car  has  to  be  very  carefully  determined." — Siemens,  "  Proceedings  of  the 
Institution  of  Electrical  Engineers  "  (May  26th,  1904). 

**  Attention  must  also  be  paid  to  those  details  of  design  which  will  reduce  the  train  resistance, 
and  more  especially  that  element  thereof  known  as  *  wind  resistances^  which  is  by  far  the  greatest 
component  of  train  resistance.  Smooth,  flat  sides,  with  the  platform  ends  rounded  or  tapered, 
and  enclosed,  are  among  the  simple  and  effective  methods  employed.  It  is  astonishing  what  a  saving 
in  watt-hours  per  ton  mile,  or  per  car  mile,  the  application  of  the  simple  methods  above  suggested 
will  produce,  as  indicated  by  recent  tests." — Gottshall,  "  Electric  Railway  Economics,"  p.  152. 

^  '*  An  attempt  had  also  been  made  to  determine  the  effect  of  curves  on  the  tractive  resistance,  but 
it  had  been  found  to  be  very  difficult  to  do  so  on  account  of  the  curves  on  the  line  being  so  short.  The 
results  of  three  tests  on  a  curve  having  a  radius  of  890  ft.  gave  27*9  lbs.  per  ton  at  16*6  miles  per  hour, 
whereas  on  the  straight  road  the  result  was  12|  lbs.  per  ton,  leaving  about  15  lbs.  per  ton  due  to  the 
curve  alone.  Six  experiments  had  been  made  on  a  curve  of  540  ft.  radius,  giving  22*6  lbs.  per  ton  at 
13J  miles  per  hour,  whereas  on  the  level  it  was  11*3  lbs.  per  ton,  lea^'ing  11'3  lbs.  per  ton  due  to  the 
curve."— McMahon,  "Proceedings  of  the  Institution  of  "Civil  Engineers"  (1901),  Vol.  CXLVII.,p.215. 

^  "  With  a  train  of  empty  wagons  1,830  ft.  long,  the  resistance  had  been  found  to  be  18*3  lbs. 
per  ton  at  a  speed  of  26  miles  per  hour ;  a  train  of  full  wagons  1,045  ft.  long  had  given  9*1  lbs.  per 
ton  at  29  miles  per  hour,  and  another  of  the  same  length,  as  low  a  figure  as  6' 2  lbs.  per  ton  at 
28  miles  per  hour.  He  trusted,  however,  that  these  figures  would  not  be  regarded  as  results  which 
could  be  finally  established  without  further  proof." — Aspinall,  "Proceedings  of  the  Institution  of 
Civil  Engineers  "  (1901),  Vol.  CXLVII.,  p.  197. 
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freight  service,  since  in  passenger  service  the  weight  of  the  passengerB  ie  but  an 
inconsiderable  percentage  of  the  weight  of  the  train  in  which  they  travel;  i.e.,  whereas 
the  goods  transported  constitute  the  greater  part  of  the  weight  of  the  train  in  freight 
service,  the  passengers  transported,  including  their  luggage,  rarely  constitute  much 
more  than  10  per  cent,  of  the  total  weight  of  the  train.  In  a  "  sleeper  "  the  occupants 
constitute  less  than  2'2  per  cent,  of  the  total  weight  hauled. 

From  the  statement  that  heavily  loaded  trains  have  a  resistance  considerably 
lower  as  expressed  in  pounds  per  ton  (i.e.,  a  lower  "specific  resistance")  than  light 
trains,  it  might  naturally  be  concluded  that  locomotives,  which  have  a  far  higher 
weight  in  proportion  to  their  length  than  the  carriages  they  haul,  would  require  a  less 
tractive  effort  per  ton  of  weight  for  a  given  speed.  This  is,  however,  not  the  case. 
Although  in  steam  practice,  with  a  passenger  train  having  a  total  weight  of  300  tons, 
the  locomotive  would  weigh  but  75  to  100  tons,  or  25  per  cent,  to  38  per  cent,  of  the 
total    weight,    from  35  per  cent,  to  56  per  cent,  of  the  power  indicated  by  the 
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Fig.  9.    PERCGNTAflE  OF  Passbnger  Weight  to  Total  Train  Weight 
(Grand  Cbntbal  Station  to  Mott  Haven  Junction). 

locomotive  would  be  employed  in  the  losses  in  the  locomotive  and  in  the  power 
required  to  propel  it,  thus  leaving  but  from  45  per  cent,  to  65  per  cent,  of  the 
indicated  power  available  for  propelling  the  rest  of  the  train.'    Incidentally  this 

*  "  In  order  to  oee  how  much  power  the  locomotive  absorbed  &&  compared  with  the  trajn,  a 
certain  number  of  experiments  had  been  tried  on  the  Lancashire  and  Yorkshire  Railway,  and  it  had 
been  found  that  the  ten-wheeled  engine  (No.  1,392)  absorbed  84  per  cent,  of  the  total  horse-power. 
Mr.  W.  M.  Smith  ('  Proceedings  of  the  Institation  of  Mechanical  EDgineere,'  I89B,  p.  605)  had 
given  the  results  of  his  experiiuents  as  about  86  per  cent,  of  the  total  horse-power ;  and  Mr.  Druitt 
Halpin  had  stated  {'  Proceedings  of  the  Institution  of  Mechanical  Engineers,'  1889,  p,  150)  that  the 
Eastern  Railway  of  France  had  found  that  the  engine  absorbed  57  per  cent,  of  the  total  horse-power 
developed  ;  while  Dr.  P.  H.  Dudley  gave  it  at  55'6  per  cent.,  and  Mr.  Barbier  at  48  per  cent. 
Probably  84  per  cent,  or  36  per  cent,  was  about  the  right  percentage,  the  other  figures  being  much 
too  high ;  at  any  rate,  the  experiments  referred  to  in  the  paper  rather  pointed  to  that  conclusion, 
though,  of  course,  the  actual  figure  depended  on  the  load  behind  the  engine." — Aspinall, 
"  Proceedings  of  the  Institution  of  Civil  EngineerH"  (1901),  Vol.  CXLVII.,  p.  197. 
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is  an  important  fact  to  keep  in  mind  in  comparing  the  relative  merits  of  traction 
by  steam  and  electricity.  In  short  trains,  the  percentage  of  the  energy  employed  for 
the  locomotive  itself,  is  still  higher. 

As  an  interesting  instance  of  the  small  percentage  which  the  live  load  constitutes 
in  through  and  in  suburban  service  respectively,  there  are  given  in  Fig.  9,  some 
curves  applying  to  the  conditions  on  the  section  of  the  New  York  Central  and  Hudson 
Eiver  Railway  between  the  Grand  Central  Station  in  New  York  City  and  Mott  Haven 
Junction.  These  curves  are  taken  from  a  paper  by  Arnold  published  on  p.  876  of 
Vol.  XIX.  of  the  "Transactions  of  the  American  Institute  of  Electrical  Engineers."^ 

A  sleeper  weighs  some  8^  tons  per  passenger  when  carrying  its  full  complement 
of  passengers.  In  this  case,  the  passenger  represents  less  than  2  per  cent,  of  the 
total  weight  hauled.     Ashe  and  Keiley  refer  to  this  matter  as  follows : — 

''In  all  classes  of  electric  cars  the  dead  weight  of  car  varies  from  about 
70  per  cent,  to  90  per  cent,  of  the  told  weight  plus  the  weight  of  seated  passengers, 
and  the  power  required  for  the  operation  of  a  given  service  varies  directly  as  the 
weight  of  the  cars  moved.  It  is  evident  that  the  cost  of  the  power  plant  and 
transmission  system  would  be  approximately  proportional  to  the  weight  of  the  cars 
if  electric  heaters  were  not  used. 

"  The  ratio  between  dead  weight  and  told  weight  of  cars  varies  between  wide 
limits ;  and  on  account  of  the  indefinite  character  of  the  load,  due  to  standing 
passengers,  it  would  be  difficult  to  give  even  approximate  figures.  However,  a  rough 
general  statement  of  the  amount  of  dead  weight  of  car  per  seated  passenger  would 
be  as  follows: — Closed  trolley  car,  longitudinal  seats,  600  to  700  lbs.  per  seated 
passenger ;  open  trolley  car,  full  cross  seats,  400  to  500  lbs.  per  seated  passenger ; 
and  suburban  closed  car,  cross  seats,  and  centre  aisle,  1,000  to  1,200  lbs.  per 
seated  passenger." — "Electric  Eailways,"  Ashe  and  Keiley,  pp.  171 — 172  (London, 
Constable  &  Co.,  1905). 

The  direction  and  intensity  of  the  wind  may  considerably  increase  or  decrease  the 
tractive  effort  required  of  the  steam  locomotive  or  of  the  electric  motors,  and  this 
again  is  considerably  dependent  upon  the  design  of  the  train  as  regards  the  contour 
of  the  front  and  rear  ends,  the  vestibuling,  and  other  details.  Curves  also  exert  a  great 
influence,  which  is,  however,  difficult  to  predetermine.-  The  influence  of  gradients  is 
readily  determined  by  the  principles  of  ordinary  mechanics,  and  is  equivalent  to  a 
positive  or  negative  tractive  effort  of  22  lbs.  per  ton  for  a  1  per  cent,  gradient. 

While  all  these  points  require  attention  in  specific  cases,  one  must  have  some  simple 
basis  for  the  further  preliminary  study  of  the  mechanics  of  heavy  electric  traction.  Tlie 
curves  of  Fig.  2,  on  p.  6,  will  be  taken  as  the  ultimate  basis  for  this  preliminary  study. 

Although  the  length  of  the  train  and  the  weight  in  tons  per  foot  of  overall  length, 
constitute  the  most  correct  basis  for  final  reference,  it  is  much  more  useful,  even  at 
some  slight  sacrifice  of  accuracy,  to  derive  curves  in  which  the  length  of  the  train  in 
feet  is  replaced  by  the  weight  of  the  train  in  tons.  For  this  purpose  we  must  obtain 
representative  figures  for  the  weights  of  heavy  single  cars  and  of  trains,  per  foot  of 
overall  length.    A  number  of  such  figures  have  been  compiled  in  Table  II. 

>  "  It  has  been  pointed  out  that  only  from  15  to  20  per  cent,  of  a  fully  loaded  train  consists  of  a 
paying  load,  and  with  an  average  load  as  carried  throughout  the  day,  this  percentage  will  be  reduced 
to  10  per  cent,  or  less — that  is,  nine-tenths  of  the  energy  consumed  in  moving  this  train  at  a 
constant  speed  is  wasted." — Armstrong,  "  Transactions  of  the  American  Institution  of  Electrical 
Engineers"  (1898),  Vol.  XV.,  p.  876. 

^  For  the  tractive  resistance  on  curves,  see  also  the  footnote  on  p.  11. 
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Table  IL — Rolling  Stock  Data, 


Steam  railroad  standard  suburban  train,  made 
up  of  seven  eight- wheeled  coaches  and 
locomotive  ....... 

Great  Northern  and  City  continuous-current 
motor-car  train,  seven  cars .         .         .         . 

Mersey  Railway  continuous-current  motor- 
car train 

Manhattan  Elevated  standard  continuous-cur- 
rent train,  made  up  of  four  motor-cars  and 
two  trailer  cars 

Standard  City  and  South  London  continuous- 
current  four-car  train,  with  locomotive 

Zossen  car  (S.  and  H.) 

Zossen  car  (A.E.G.) 

Interborough  Railway  Co.  fireproof  car  (Ashe 
and  Keiley,  "  Electric  Railways,"  p.  178)    . 

Burgdorf-Thun  three-phase  motor  car    . 

Chicago  and  Joliet  inter- urban  continuous- 
current  motor  car 

Closed  trolley  car  with  longitudinal  seats 
(Ashe  and  Keiley,  "  Electric  Railways," 
p.  172) 

Open  trolley  car  with  full  cross  seats,  as 
employed  in  summer  in  America  (Ashe  and 
Keiley,  **  Electric  Railways,"  p.  172)  . 

Suburban  closed  car  with  cross  seats  and 
centre  aisle  (Ashe  and  Keiley,  "  Electric 
Railways,"  p.  172) 

Liverpool  Overhead  Railway  .... 

Metropolitan  Elevated  Railway  (Chicago), 
west  side 

Lecco  Sondrio  Railway  (Ganz  system),  Val- 
tellina 

Indianapolis  and  Cincinnati  Traction  Co., 
single  phase  inter-urban  car 


Data  given  by  Armstrong,  Street  Railway 
Journal f  Vol.  XXVL,  p.  1068,  double  truck  car 
Ditto,  double  truck  car  .... 
Ditto,  double  truck  car  .... 
Ditto,  single  truck 


Central  London  continuous-current  seven-car 

train 

Central  London  motor  coach  . 
Central  London  trailer  coach . 


Metropolitan  Railway  (London)  six-car  train 
Metropolitan  Railway  (London)  motor  coach 
Metropolitan  Railway  (London)  trailer  coach 


District  Railway  (London)  seven-car  train 

District  Railway  (London)  motor  coach  with 
luggage  compartment .... 

District  Railway  (London)  motor  coach  with- 
out luggage  compartment  . 

District  RaUway  (London)  trailer  coach 


Waterloo  and  City  Railway  four-car  train 
Waterloo  and  City  Railway  motor  car    . 
Waterloo  and  City  Railway  trailer  . 


Number 
of  Seats. 


520 
422 
292 

286 

128 
48 
48 

52 
66 


67 
40 
56 
54 


64 
52 
42 
26 


824 
40 

48 


822 
49 
56 


828 

40 

48 
48 


220 
50 
54 


Overall 
Length 
in  Feet. 


889 
355 
800 

282 

141 
76 
72 

52 
49 

86 


45 
40 
57 
55 


60 
60 
40 
26 


880 
46 
46 


820 
52-8 
52-8 


847 

49-5 

49-5 
49*5 


164 
47 
85 


TxHided 

Weight  in 

Metric 

Tons. 


240 
195 
188 

125 

41 

77 
98 

27 
86 

28 


88 


56-5 
46-5 


26 
18-6 
18 
6-8 


188-5 
27-5 
16-4 


165 

40-07 

20-4 


160 

27-5 

27-0 
19-5 


72 


Loaded 

Weight  in 

Metric  Tons 

per  Foot 

of  Overall 

Length. 


0-62 
0-65 
0-46 

0-44 

0-85 
101 
1-29 

0-52 
0-74 

0-64 


0-845 


0-99 
0-85 


0-48 
0-87 
0-83 
0-26 


0-41 
0-50 
0-28 


0-52 
0-77 
0-89 


0-49 

o-5e 

0-55 
0-89 


0-44 


Seats  per 
Foot. 


1-33 
119 
0-97 

101 

0-91 
0-63 
0-66 

1-0 
1-35 


1-27 
1-00 
102 
1-02 


1-07 
1-04 
1-05 
100 


0-98 
1-15 
0-96 


0-99 
1-08 
0-94 


106 

1-03 

1-24 
1-08 


1-84 
1-06 
1-55 


Seats  per 

Metric  Ton 

of  Loaded 

Weight. 


216 
216 
210 

2-29 

812 
0-62 
0-52 

1-9 

1-83 


31  to  2-6 


4-7  to  3-7 


2-0  to  1-6 
1-5 


101 
1-16 

2-46 
2-8 
3-22 
3-8 

2-42 
1-45 
2-82 

1-95 

1-2 

2-75 

206 

1-75 

1-48 
2-46 

306 
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It  is  thus  seen  that  one-half  ton  per  foot  of  overall  length  is,  /cw  the  present 
purpose,  suflBciently  representative  of  all  except  the  most  abnormal  cases  of  rail 
traction.  Since  the  curves  of  Fig.  2,  on  p.  6,  show  that  the  decrease  in  tractive  effort  per 
ton  with  increasing  length  of  train  is  relatively  slow,  owing  to  the  large  constant  term 
in  the  denominator  of  the  right-hand  side  of  AspinalFs  formula  (see  p.  5)  and  to 
the  constant  first  term  in  the  formula,  we  may  rightly  take  this  figure  of  one-half  ton 
per  foot  length  in  transforming  the  curves  from  length  to  weight.  The  curves  given  in 
Figs.  10  and  11  have  thus  been  deduced  for  trains  of  a  total  weight  of  50,  100,  200, 
400,  and  800  tons,  and  from  this  point  we  shall  rarely  refer  back  to  the  former 
curves,  but  shall  base  our  study  on  the  curves  in  Figs.  10  and  11.  In  Fig.  10  the 
speed  is  given  in  miles  per  hour,  but  in  Fig.  11  the  speed  in  feet  per  second  is  used,  for, 
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Fig.  10.    Curves  op  Tractive  Resistance  in  Pounds  per  Ton  for  various 

Speeds  in  Miles  per  Hour. 

as  we  shall  shortly  learn,  the  use  of  this  expression  facilitates  some  subsequent 
calculations.  In  Fig.  12  are  given  corresponding  curves  in  which  the  kilowatts  at  the 
axles  per  ton  weight  of  train  are  taken  as  ordinates,  and  the  speed  in  miles  per  hour 
as  abscissae.     In  Fig.  18  the  total  kilowatts  at  the  axles  are  plotted  against  the  speed. 

Owing  to  the  very  lucid  and  condensed  form  in  which  Carter  (**  Technical 
Considerations  in  Electric  Eailway  Engineering  ")  handles  this  subject,  and  to  the 
fact  that  he  bases  his  determinations  on  the,  in  some  respects,  more  logical  basis  of 
surface  resistance,  so  far  as  relates  to  tractive  effort  at  constant  speed,  and  on  weight, 
so  far  as  it  relates  to  constant  acceleration,  the  authors  have  thought  it  well  to 
include  verbatim  from  the  above  paper  the  extract  in  which  this  subject  is  dealt  with. 
The  extract  in  question  is  as  follows : — 

''  The  forces  resisting  the  motion  of  the  train  consist  of  the  easily  calculated 
positive  or  negative  component  due  to  grade,  proportional  to  the  actual  weight  of  the 
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train,  and  the  rather  uncertain  '  train  resistance/  composed  of  journal  and  flange 
friction,  air  resistance,  etc.     There  is  a  lack  of  reliable  data  on  the  resistance  offered 
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Fig.  11.    Curves  of  Tractive  Eesistance  in  Pounds  per  Ton  for  various 

Speeds  in  Feet  per  Second. 
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to  the  motion  of  electric  trains,  which  it  is  hoped  will  soon  be  supplied.  The  classical 
results  of  Aspinall  were  obtained  from  measurements  made  from  behind  a  locomotive 
and  tender,  and  accordingly  do  not  include  the  head  resistance,  which  is  a  very 
important  element  in  the  case  of  electric  trains  of  two  or  three  coaches.  The  Berlin- 
Zossen  high-speed  train  resistance  tests  were  made  with  a  single  coach  of  a  type 
totally  different  from  those  usually  employed  in  this  country.  Pending  the  publication 
of  more  suitable  data,  the  author  has  combined  the  results  of  the  above-mentioned 
sets  of  tests  to  obtain  the  working  curves  of  Fig.  14,  which  he  has  found  to  agree 
very  fairly  with  the  results  of  such  isolated  tests  on  electric  trains  as  he  has  been 
able  to  make.  The  variable  portion  is  expressed  in  terms  of  the  dimejisions  of  the 
train  rather  than  of  the  weighty  since  it  must  represent  principally  air  resistance,  and 
therefore  at  any  speed  can  depend  only  on  the  external  configuration  of  the  train. 
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speed  In  Miles  per  Hour 
Fig.  13.    Curves  op  Total  Power  in  Kilowatts  at  Axles. 

The  constant  portion  of  the  resistance,  which  is  taken  from  the  above-mentioned 
tests  at  such  low  speeds  that  the  static  resistance  just  ceases  to  be  apparent,  is 
probably  expressed  with  sufficient  accuracy  as  proportional  to  the  weight,  and  appears 
to  be  2J  lbs.  to  3J  lbs.  per  ton.  The  total  train  resistance  is  therefore  the  amount 
deduced  from  the  curves  of  Fig.  14  increased  by  2J  lbs.  to  3J  lbs.  per  ton. 

**  A  light  train  of  given  external  dimensions  will,  except  at  low  speeds,  meet  with 
almost  as  great  a  resistance  as  a  heavier-built  one  of  the  same  dimensions.  A  train 
of  many  coaches  experiences  much  less  resistance  per  coach  or  per  ton  than  one  of 
two  or  three  coaches,  particularly  at  high  speeds.  Allowance  is  made  for  these  facts 
in  the  curves  of  Fig.  14.  A  long  distance  high-speed  train  should,  for  efficiency,  be  com- 
posed of  many  coaches,  whilst  the  weight  is  a  secondary  consideration.  A  frequently 
stopping  low-speed  train,  on  the  other  hand,  should  be  built  light,  but  whether  it  is 
composed  of  few  or  many  coaches  is  of  small  importance  as  far  as  efficiency  is  concerned." 

We  have  thus  obtained  values  for  the  rate  of  expenditure  of  energy  required  at 
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the  axles  in  moving  the  train  along  a  well-hallaated,  straight,  level  liiie  at  constant 
speed.  This  is,  of  course,  a  very  different  case  from  that  generally  met  in  practice. 
The  cliief  difference  is  associated  with  the  energy  required  for  acceleration.  This 
accelerating  energy,  like  the  energy  required  for  overcoming  the  tractive  resistance, 
is  customarily  supplied  to  the  axles  by  motors,  and  is  subsequently  wasted  in 
braking.  In  some  roads,  however — such,  for  instance,  as  the  Central  London  Railway 
— accelerating  gradients  contribute  as  much  as  one-fourth  of  the  energy  supplied  to 
the  train,'  and  similar  reiarding  gradients  assist  the  brakes  at  stopping. 

In  the  present  condition  of  engineering  nomenclature,  it  is  impossible  to  avoid 


Speed  In  Miles  per  hour. 
Fig.  14.    Carter's  Tbaim  Resistascb  Curves,  oivino  the  Variable  Couponent 

OF  Train  REaiaiAKCE, 

the  employment  of  mixed  units.  To  facilitate  the  conversion  of  speeds  and  distances 
from  one  system  of  units  to  another,  we  have  given  the  equivalent  values  in  Tables  III., 
IV.,  Y.,  and  VI. 

Table  III. 
Equivalent  Values  of  Distance,  English  and  Metric. 


Kilomai™. 

M«™. 

C.„tlm«t™. 

MilH. 

F«U 

i«.i,<». 

1  kilometre    . 

1- 

1000- 

100000- 

0-621 

8280- 

89400 

0-001 

1- 

100- 

0-000621 

89-4 

0-00001 

001 

1- 

0-00000621 

0-0828 

0-894 

Imile     .         .         .         . 

1-609 

1609- 

160900- 

1- 

6280- 

68400- 

0-000805 

0-306 

80-6 

0-0001894 

,      1- 

12- 

1  inch     .... 

0-0000264 

0-0254 

2-64 

0-00001579 

0-0838 

1- 

'  The  actual  energy  enpplied  by  the  grudient  is,  of  course,  solely  dependent  on  the  height  through 
which  the  train  deHcends.  On  the  Central  London  Railway,  the  energy  supplied  by  the  gradients  is 
about  fonrteen  watt-houre  per  ton  mile,  or  about  a  quarter  of  the  whole  energy  supplied  to  tlie  train. 
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Table  IV. 
Equivalent  Values  of  Speedy  English  and  Metric, 


1  Kilometre  per  hour 
1  Metre  per  second 
1  Mile  per  hour 
1  Foot  per  second  . 


Kilometres 
jjer  Hour. 


1 
3-60 
1-609 
- 1-097 


Metres  per 
:second. 


0-2778 

1 
0-447 
0-3048 


Miles  i)er 
Hour. 


-621 
2-237 

1 
0-682 


Feet  j)er 
Second. 


0-911 

3-280 

1-467 

1 


Table  V. 


Comparative  Table  of  Speeds, 


KilometrvB 

F 

Metres  uer 
Seconu. 

Miles  per 

Feet  i)er 

Feet  per 

KilometreH 

1 

Metres  wr 

Miles  per 

1  Feet  per 

Feet  per 

I>er  Hour. 

Hour. 

Minute. 

Second. 

1  per  Hour. 

1 

Second. 

1 

Hour. 

'  .Minute. 

Second. 

2 

0-5554 

1-242 

109-3 

1-822 

1 
1 

82 

22-77 

50-92 

4481 

74-70 

4 

1-110 

2-485 

219-7 

3-645 

84 

23-32 

5218 

4592 

76-54 

6 

1-666 

3-726 

328-1 

5-467 

86 

28-88 

'  53-40 

4702 

78-34 

8 

2-221 

4-960 

437-4 

7-290 

88 

24-42 

54-68 

4808 

80-16 

10 

2-778 

6-213 

646-8 

9-113 

90 

24-99 

55-61 

4921 

82-01 

12 

3-332 

7-455 

656-1 

10-93 

92 

25-54 

57-12 

5028 

83-80 

14 

3-887 

8-694 

765-1 

12-76 

94 

26-10 

68-37 

5137 

85-63 

16 

4-443 

9-940 

874-8 

14-58 

96 

26-64 

59-64 

5248 

87-44 

18 

4-998 

11-18 

084-2 

16-40 

98 

27-21 

60-68 

5355 

89-20 

20 

6*554 

'  12-42 

1093 

18-22 

100 

27-78 

62-13 

5468 

9113 

22 

6-108 

13-66 

1202 

20-04 

102 

28-32 

63-34 

5574 

92-92 

24 

6-664 

14-91 

1312 

21-86 

104 

28-80 

64-60 

5684 

94-72 

26 

7-220 

1615 

1421 

23-68 

106 

29-43 

65-82 

5793 

96-56 

28 

7-774 

17-38 

1530 

25-50 

108 

29-98 

67-08 

5904 

98-40 

30 

8-331 

18-63 

1640 

27-34 

110 

30-54 

68-34 

6014 

100-2 

32 

8-884 

19-88 

1749 

29-16 

112 

3108 

69-52 

6120 

1020 

34 

9-441 

2111 

1858 

30-97  ' 

114 

31-65 

70-79 

6230 

103-8 

36 

9-996 

22-36 

1968 

32-80 

116 

32-20 

72-04 

6842 

105-4 

38 

10-55 

23-59 

2076 

34-62 

118 

32-77 

73-27 

6448 

107-5 

40 

11-10 

24-85 

2197 

36-45 

120 

33-32 

74-55 

6561 

109-3 

42 

11-66 

26-09 

2296 

38-27 

122 

33-87 

75-76 

6667 

111-1 

44 

12-21 

27-32 

2404 

40-08 

124 

34-42 

77-00 

6776 

112-9 

46 

12-77 

28-56 

2514 

41-90 

126 

34-99 

78-24 

6886 

114-7 

48 

13-32 

29-82 

2624 

43-72 

128 

35-54 

79-62 

7024 

116-6 

50 

13-88 

31-06 

2734 

45-56 

130 

36-10 

80-77 

7108 

118-4 

52 

14-44 

82-30 

2842 

47-36 

132 

36-64 

82-00 

7216 

120-2 

54 

14-99 

33-54 

2952 

49-20 

134 

37-21 

83-21 

7828 

1220 

56 

15-54 

34-76 

3060 

51-00 

136 

37-76 

84-44 

7482 

123-8 

58 

16-10 

36-02 

3169 

62-73 

188 

38-32 

85-75 

7541 

125-7 

60 

16-66 

37-27 

3281 

54-67 

140 

38-87 

86-98 

7654 

127-6 

62 

17-21 

38-50 

3388 

56-48 

142 

39-43 

88-18 

7760 

129-3 

64 

17-77 

39-76 

3499 

68-32 

144 

39-98 

89-44 

7872 

131-2 

66 

18-32 

41-00 

3608 

6012 

146 

40-54 

90-66 

7979 

1330 

68 

18-88 

42-22 

3716 

61-94 

148 

41-10 

91-90 

8088 

134-8 

70 

19-43 

43-49 

3827 

63-79 

150 

41-64  . 

93-18 

8202 

136-7 

72 

19-99 

44-72 

3936 

65-60  1 

152 

42-21 

94-39 

8864 

138-4 

74 

20-55 

45-95 

4044 

67-41 

154 

42-76 

95-63 

8416 

140-3 

76 

21-10 

47-18 

4152 

69-24  1 

156 

43-32 

96-29 

8530 

142-1 

78 

21-66 

48-46 

4266 

71-08 

158 

43-87 

98-12 

8634 

143-9 

80 

22-21 

49-60 

4374 

72-90  1 

1 

160 

44-43 

99-40 

8748 

145-8 
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Table  VI. 
Comparative  Table  of  Speeds, 


Miles  per 

,    Feet  i)er 

Feet  ])er 

1 

i  Kilometres 

Metres  per 
ISecond. 

1 

Miles  jMr 

Feet  per 

1 

1      Feet  per 

Kilometres 

Metres  Tier 
Second. 

Hour. 

I    Minute. 

Second. 

per  Ho!ir. 

1 

3-218 

Hour. 

Minute. 

Second. 

per  Hour. 

2 

176 

2-934 

0-894 

52 

4576 

76-28 

!     83-66 

23-24 

4 

352 

5-868 

6-436 

1-788 

64 

4752 

79-21 

86-88 

24-13 

6 

528 

8-802 

9-654 

2-682 

66 

4928 

82-14 

90-09 

26-03 

8 

704 

11-73 

12-87 

3-676 

68 

6104 

85-08 

93-32 

25-92 

10 

880 

14-67 

16-09 

4-47 

60 

6280 

88-02 

96-54 

26-82 

12 

1056 

17-60 

19-31 

5-864 

62 

6456 

90-96 

99-75 

27-73 

14 

1232 

20-53 

22-53 

6-258 

64 

5682 

93-84 

102-9 

28-60 

16 

;     1408 

23-47 

25-74 

7-152 

66 

6808 

96-82 

106-1 

29-50 

18 

1584 

26-40 

28-96 

8-046 

68 

5984 

99-74 

109-4 

80-38 

20 

1     1760 

29-34 

32-18 

8-940 

70 

6160 

102-7 

112-6 

31-29 

22 

1936 

32-27 

85-40 

9-834 

72 

6836 

105-6 

115-8 

32-18     ' 

24 

2112 

35-20 

38-60 

10-72 

74 

6512 

108-5 

119-0 

3307 

26 

2288 

38-14 

41-83 

11-62 

76 

6688 

111-4 

122-3 

83-96 

28 

2464 

41-06 

45-06 

12-51 

78 

6864 

114-4 

125-5 

34-86 

80 

2640 

44-01 

48-27 

18-41 

80 

7040 

117-2 

128-7 

35-76 

82 

2816 

46-92 

61-48 

14-40 

82 

7216 

120-2 

131-9 

36-66 

34 

2992 

49-87 

64-70 

15-19 

84 

7392 

123-2 

135-1 

87-54 

86 

8168 

52-81 

57-92 

16-09 

86 

7568 

126-1 

138-3 

38-44 

38 

3344 

65-74 

61-14 

16-98 

88 

7744 

129  0 

141-6 

39-82 

40 

3520 

68-68 

64-86 

17-88 

90 

7920 

1320 

144-8 

40-28 

42 

3696 

61-61 

67-57 

18-77 

92       1 

8096 

134-9 

148-0 

41-12 

44 

8872 

64-54 

70-79 

19-66 

94       • 

8272 

137-8         ! 

151-2 

4201 

46 

4048 

67-48 

74-01 

20-56 

96       1 

8448 

140-8 

154-5 

42-90 

48 

4224 

70-41 

77-24 

21-45 

98 

8624 

143-8 

157-6 

43-80 

50 

4400 

73-35 

80-45     . 

22-35 

1 

100 

8800 

1 

146-7 

160-9 

44-70 
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Chapter    II 

ACCELERATION 

Force  =  Mass  X  Acceleration 

=  Weight  ^  Acceleration. 
9 

CONSIDER  first  an   acceleration  of  1  mile  per  hour  per  second,  or  1'47  ft.  per 
second    per   second.      The   tractive  force    required   to   impart    to    1    metric 
ton  an  acceleration  of  1  mile  per  hour  per  second 

=  %?!?  X  1*47  =  100  lbs. 
32-2 

Useful   Rule. — We   have   thus  the  useful  rule  that  on  a  level  track  a  tractive 

force  of  100  lbs.  per  metric  ton,  in  addition  to  the  force  required  to  overcome  the 

tractive  resistance,  imparts  to  a  train  an  acceleration  of  1  mile  per  hour  per  second. 

Strictly  speaking,  one  should  make  an  additional  allowance  for  the  rotational  energy  of 

the  wheels  and  armatures.*    This  is  a  matter  of  from  3  per  cent,  to  7  per  cent,  of  the 

whole  kinetic  energy  of  the  train,   depending  on  the   load  per  axle  and  on   the 

'  "A  Consideration  of  the  Inertia  of  the  Rotating  Parts  of  a  Train,"  Storer,  "Transactions 
of  the  American  Institute  of  Electrical  Engineers,"  Vol.  XIX.  (1902),  p.  165. 

Carter  ("  Technical  Considerations  in  Electric  Railway  Engineering,"  paper  read  before  the 
Institution  of  Electrical  Engineers,  January  25th,  1906)  gives  rather  higher  values  for  the  per- 
centage increase  in  the  kinetic  energy  of  the  train  due  to  the  rotating  parts.  He  sets  the  matter 
forth  as  follows : — **  The  weight  of  the  train  to  be  employed  in  calculating  the  acceleration  due 
to  any  force  is  a  certain  spurious  *  effective  weight,'  composed  of  the  true  weight,  and  an  increment 
due  to  the  rotation  of  the  wheels  and  armatures.  This  increment  is  not  difficult  to  obtain,  and 
will  be  merely  stated  here.     If  W  be  the  weight  of  a  wheel,  r  its  radius  at  the  tread,  and  h  its 

radius  of  gyration,  the  increment  of  weight  due  to  the  rotation  of  the  wheel  is  W  f  — )   .   In 

average  steel  railway  wheel  |  -~  J     =  0*6  approximately. 

"  If  W^  be  the  weight  of  an  armature,  r'  its  radius,  k^  its  radius  of  gyration,  and  y  the  ratio 
of  gear  reduction,  the  increment  of  weight  due  to  the  rotation  of  the  armature  is  W^  \'^J     — 

W^    {y  -J —  J   .     For  a  continuous -current  armature  \-\\      =    0*5  approximately.       Thus    if 

W=  800  lbs.,  W^  =  1,600  lbs.,  7  =  8,  —  =:  J,  the  addition  for  rotary  inertia  will  be  approximately 

480  lbs.  per  wheel  and  1,800  lbs.  per  armature. 

"  In  the  case  of  suburban  trains  operated  by  continuous-current  motors,  the  amount  to  be 
added  on  account  of  rotary  inertia,  will  usually  be  some  8  or  10  per  cent,  of  the  weight  of  the 
train,  whilst  with  single-phase  alternating-current  motors,  the  increment  may  amount  to  double 
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construction  of  the  rotating  parts.  To  avoid  complicating  the  question,  this  additional 
allowance  will  not  be  made,  but  will  subsequently  be  covered  by  a  margin  which  will 
also  provide  for  the  energy  consumed  in  air-pumps,  control  apparatus,  and,  in  some 
cases,  train  and  station  lighting,  and  power  for  auxiliary  machinery. 

Table  VII.  gives  values  for  the  tractive  force  in  pounds  per  ton,  required  during  the 
accelerating  interval,  in  addition  to  the  tractive  force  necessary  for  overcoming 
friction.  In  England,  rates  of  acceleration,  so  far  as  traction  questions  are 
concerned,  are  almost  always  expressed  either  in  miles  per  hour  per  second,  or 
in  feet  per  second  per  second. 


Table  VII. 
Tractive  Fai'ce  and  Accelerating  Rate, 


Acceleration    expressed 

in  metres  per  second 

per  second 
Acceleration    expressed 

in  kilometres  per  hour 

pel-  second 
Acceleration    expressed 

in  miles  per  hour  per 

second 
Acceleration    expressed 

in   feet    per    minute 

per  second 
Acceleration    expressed 

in  feet  per  second  per 

second 
Tractive  force  in  pounds 

per  ton 
TractiTe  force  in  kilo- 
grammes per  ton 


0112    0-224 


0-402 


0-805 


0'3H6 


0-447 


1-21    ,  1-61 


0-25      0-50     0-76      1-00 


22-0 


0-366 


25-0      50-0 


44-0 


11-3 


22-7 


66-0    I  88-0 


0-733     1-10      1-47 


75-0      100 


34  0   I  45-5 


0-560  I  0-671 


2-01      2-42 


1-25      1-50      1-75 


0-784 


2-82 


110 


132 


154 


1-83      2-20      2-56 


125    '    150 

56-7   ,  68-0 


175 


0-895 

3-22 

2  00 

176 

2-93 
200 


79-5      90-7 


100    ;  1-12 

^ 

3-62      4  02 
2-25   I    2-5 

! 

198    '   220 

I 

I 
3-30      »-67 


1  -225 


242 


275 


1  -335 


4-42      4-83 


2-75       8-0 


264 


4-04      4-42 


800 


225       250 

102-0    114-0    125-0      136-0 


Letting 


S  = 

a  = 

D  = 
T  = 


speed, 

acceleration, 
distance, 
time, 


then  in  any  given  system  of  units  we  have  the  following  fundamental  relations : — 

S  =  a  T  ; 

.-.    S  =  v'2aD. 

In  Fig.  15  (a  b,  c,  d,  e  and  f)  six  groups  of  curves  of  speed  and  time,  distance 
and  time,  and  speed  and  distance,  are  given  for  the  accelerating  interval. 

From  the  speed-time  curves  in  Figs.  15a  and  15b  and  the  distance-time 
curves  in  Figs.  15c  and  15d  we  may  obtain,  for  any  given  time  in  seconds  from 
the  start,  the  speed  and  the  distance  covered,  employing  any  practicable 
acceleration.     The  speed- distance  curves  of  Figs.  15e  and  15f  are  derived  directly 


as  much,  on  account  of  the  greater  number  and  weight  of  armatures  and  their  generally  higher 
peripheral  speed." 

See  also  an  article  in  Engineering  for  March  9th,  1906,  p.  295,  entitled  **  Energy  Expended  on 
Car  Wheel  Acceleration."     In  this  article  the  calculations  are  worked  out  for  a  special  case. 
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, ACCELERATION 

from   the  speed-time  curves  of  Figs.  16a   and   16b,  and  the  distance-time  curves 
of  Figs.  15c  and  15d. 

Let  us  now  consider  the  case  of  a  train  to  be  operated  over  a  straight,  level 
track,  with  a  stop  every  mile,  at  an  average  speed  of  30  miles  per' hour 
between  stops,  for  each  1-mile  section.  The  train  must  evidentl}-  cover  such 
a  1-mile  section  in  two  minutes.  The  rates  of  acceleration  and  braking  will 
be  assumed  to  be  equal. 

According   to  .the   conditions   of  practice    in   any  particular  case,  the  rate  of 
retardation  during  braking,  would   be   taken  greater  than,  equal   to,  or  less   than 
the  rate  of  acceleration.     Moreover,  in  short  runs,  constant  speed  between  the  pro- 
cesses of  accelerating  and  braking  is  not  generally  maintained  in  electrical  operations ; 
the  power  is  often   cut  of!  directly  the  maximum   speed   is  reached,   or  shortlv 
thereafter,    and    the    friction 
of  the  train  is   thus  used   to 
procure  a  part  of  the  retarda- 
tion, a  less  amount  of  energy 
being  in  consequence  dissipated 
at    the    brake    shoes.       This 
naturally  leads  to  correspon- 
dingly    improved      economy. 
In    analysing    any  particular 
case  where  such  methods  are 
employed,   the    values    deter- 
mined upon  as  regards  acce- 
lerating, braking,  and  coasting 
are  used  in  the  estimation  of 
the  running  conditions.     But 
since  these  details  of  operation 
vary    enormously    in    different 
cases  according  to  the  conditions 
of  service,  one  woidd,  by  endea- 
voming  to  take  them  into  con- 
sideration     in     studying     the 
general  case,  simply  lessen  the 
value  of  the   broad  conclusions 
at  which  one  tvishes  to  aiTive. 
Therefore,  in  the  first  instance, 
we  shall  assume   equal    rates 
of   acceleration   and    retardation.      For   the   interval   not   required   for   these   two 
operations,  we  shall   assume  that  the  train   is  run  at  constant  speed.      A  special 
study  will   subsequently  be  made   of   the   extent  of  the  error  in  the  results,  con- 
sequent upon  employing  these  assumptions.     When   the  study  of  the  general  case 
has  been  completed,  we  shall   illustrate   the   analysis   of  special  cases,   and    shall 
ascertain  and  employ  the   precise   rates   of   acceleration   and   retardation   and  the 
amount  of  "coasting"  suitable  for  obtaining  the  best  conditions  in  each  case. 

For  the  present  purpose  it  will  suffice  to  briefly  illustrate  the  point  involved 
by  reference  to  Figs.  16  and  17,  which  are  taken  from  Armstrong's  paper, 
entitled  "  Some  Phases  of  the  Eapid  Transit  Problem,"  read  before  the  American 
Institute  of  Electrical  Engineers  (1898,  Vol.  XV.,  p.  363).     In  deriving  these  curves, 

23 


1 

28 

J 

26 

t 

^^^^^ 

24 

J 

3pe 

ed- 

Tim 

e 

'^ 

V 

2000 

22 

7 

Vj 

moo 

20 

A 

r^ 

\ 

^ 

leoo 

18 

1 

Oistsnet 

Tin 

^ 

n 

1400 

18 

^ 

t 

z 

^ 

^1200 

14 

«4. 

J 

z 

'•*  1000 

12 
IF 

•• 

t 

7 

Z 

E  BOO 

-^ 

F 

A 

z 

400 

6 

7 

200 

y 

•» 

y 

T 

7v 

^ 

^ 

^ 

_  1 1 

j 

0           u 

1 

ti 

7 
Th 

mm 

0 

in   S 

4i 
eeo 

0 
ndB 

5i 

V 

0 

ft 

9 

li 

) 

Fig.  16.    Speed-Distance  Time  Curves  (Armstrong's). 

Distance  =  2,000  feet. 

Time  =  75  seconds. 

Rate  of  Acceleration  =  0*93  miles  per  hour  per  second. 

Fnction  =  1(5  lbs.  per  metric  ton. 

Braking  Effort  =  HiO  lbs.  per  metric  ton. 
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Armstrong  has  made  the  assumptions  set  forth  below  the  titles  of  Figs.  16  and  17. 
For  the  purposes  of  a  general  survey  of  the  subject,  and  in  view  of  the  conditions 
as  regards  rolling  stock  and  permanent  way,  and  the  low  speeds  considered, 
Armstrong  is  not  altogether  unjustified  in  taking  for  the  friction  at  all  speeds, 
the  mean  value  of  16  lbs.  per  metric  ton,  although,  as  we  have  already  seen  from 
Fig.  2,  on  p.  6,  the  friction  in  pounds  per  ton  varies  through  a  wide  range  with  variation 
in  the  speed. ^  These  two  curves  (Figs.  16  and  17)  are  based  on  an  accelerating 
rate  of  0*93  miles  per  hour  per  second,  and  upon  a  braking  effort  of  160  lbs.  per 
metric  ton,  corresponding  to  a  retardation  of  1'6  miles  per  hour  per  second.  In 
the  curve  of  Fig.  16  the  power  is  cut  off  immediately  at  the  end  of  the 
accelerating  interval  (t.c,  at  the  end  of  30  seconds,  when  a  speed  of  28  miles  per 

hour  has  been  attained,  a 
distance  of  600  ft.  having  been 
covered),  and  the  train  coasts 
for  the  next  31  seconds  {i,e,, 
for  the  next  1,200  ft.).  The 
brakes  are  then  applied,  bring- 
ing the  train  to  rest  after 
75  seconds  from  the  start,  the 
distance  of  2,000  ft.  having 
been  covered  at  the  average 
speed  of  18*2  miles  per  hour. 
In  Fig.  17  Armstrong 
has  illustrated  an  alternative 
method  (shown  in  the  cycle 
o  h  h  75)  of  covering  the  same 
distance  at  the  same  schedule 
speed  of  18"2  miles  per  hour, 
sufficient  power  being  kept  on, 
until  the  brakes  are  applied, 
to  maintain  the  constant  speed 
of  25'5  miles  per  hour  attained 
at  the  end  of  27  seconds  of 
acceleration. 

By  operating  on  the  curve 

0    6  6   75,  instead   of   on    the 

curve   0  o  a  75,    9    per   cent. 

lower   vmxiimim  poicer, 

as    we    shall    also    see 

total    enerciy   consumed 
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Fig.  17.    Spekd-Distance-Time  Curves. 

Distance  =  2,000  feet. 

Time  =  75  seconds. 

Friction  =  16  lbs.  per  metric  ton. 

Braking  EfTort  =  160  Ibff.  per  metric  ton. 

lower  maximum  speed,  and,  as  we  shall 
is  required  for  a  given  average  schedule 
later,    this  is   at   the   cost   of    some   9    per 


see  later,  a 
speed  ;  but, 
cent,    more 


during    the    run.     The    relative    merits   of   these    two   methods,  as   also   that   of 


^  "  It  may  be  said  that  while  there  is  no  material  error  in  assuming  constant  train  resistance 
for  all  cases  where  the  speed  does  not  exceed  25  miles  per  hour,  yet  above  these  speeds  there 
is  a  possibility  of  error  which  becomes  a  certainty  when  the  speeds  reach  40,  50,  or  60  miles, 
the  amount  of  error  increasing  with  the  speed.  This  matter  is  now  so  well  understood  that  a 
mere  mention  is  sufficient.  Very  little  reasoning  will  show  that  the  increase  of  train  resistance 
as  a  function  of  the  speed  cannot  be  left  out  of  consideration  in  any  computations  relating  to 
high-speed  service." — Gotshall,  *'  Transactions  of  the  American  Institute  of  Electrical  Engineers," 
Vol.  XIX.  (1902),  p.  184. 
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"  acceleration  on  the  motor  curve,"  cannot  well  be  considered  at  any  length  until 
the    subject    of    tractive     force    and    energy    is    taken    up.      It   may    here    be 
briefly  stated  that  cycles   approaching   that    illustrated    in    Fig,    16   and    in    curve 
o  a  a  75  of  Fig.  17  are  more  suitable  for  frequent  stop  service  at  a  high  average 
speed ;    but    that  the    longer   the    run 
between  stops,  or  the  lower  the  average 
epeed  the  more  does  the  cycle  employed 
in    actual   service    resemble   that   illus- 
trated    by    the    diagram    o  b  b  75    of 
Fig.    17-        The    error     introduced    by 
adopting    the    latter    type    of    diagram 
throughout    this    preliminary    study,  is 
the  greater  the  shorter  the  run  between 
stopH  and  the  higher  the  average  speed ; 
but  the  error   is   on   the  safe   side,  and 
immense  advantage  is  gained  in  obtaining 
a  preliminary  broad  view  of  the  limiting 
factors,  to  free  this  necessarily  complex 
investigation    from    as  many  subsidiary 
considerations  as  practicable. 

Returning  to  the  general  case  of  a 
Irain  to  be  operated  over  a  straight  level 
track  with  a  stop  every  mile  and  at  an 
average  speed  of  30  miles  per  hour  for 
each  1-mile  section  (assuming  equal 
rates  of  acceleration  and  braking),  it  is 
evident  that  the  very  lowest  rate  of 
acceleration  must  enable  the  train,  during 
an  accelerating  interval  of  60  seconds, 
to  cover  a  distance  of  0'50  miles.  Fig.  18a 
shows  us  that  the  corresponding  rate  of 
acceleration  is  1  mile  per  hour  per  second 
tl'47  ft.  per  second  per  second).  We 
may,  if  we  choose,  find  from  Fig,  I&a 
that  the  speed  at  the  end  of  60  seconds 
is  60  miles  per  hour  (reading  off  the 
speed  from  the  intersection  of  the 
ordinate  at  60  seconds,  with  the  hne  of 
reference  for  an  acceleration  of  1  mile 
per  hour  per  second),  although  this  is 
obvious  without  consulting  a  diagram. 
The  speed-time  cuiTe  would  thus 
be  the  full  tine  curve  of  Fig.  18a,  which  ''"'°"*'"«te™™";;;A'r!^;''r1,iruur'*'''"^^ 
is  marked   "1  mile"    to  indicate   that 

an  accelerating  rate  of  1  mile  per  hour  per  second  is  employed.  The  accelerating 
half  is  transferred  directly  fiom  Fig,  15a,  and  the  braking  half  is  merely  the  reverse 
o£  this  curve.  The  corresponding  distance-time  curve  is  given  in  Fig.  18b  ;  the 
accelerating  half  is  transferred  directly  from  Fig.  15c.  Fig.  I8c  is  transferred 
directly  from  Fig.  15e  for  an  acceleration  of  1  mile  per  hour  per  second,  and  gives 
25 
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the  speeds  as  ordinates  in  terms  of  distances  as  abscissae.  These  are  the  three 
characteristic  curves  for  the  case  of  a  train  travelling  over  a  l-mile  section  at  an 
average  speed  of  30  miles  per  hour  for  the  minimum  rate  of  acceleration  and 
braking  permissible  for  this  schedule. 

Let  us  next  take  an  acceleration  of  1*4  miles  per  hour  per  second  (2"07  ft.  per 
second  per  second),  and   let  it  be  assumed  that  the  braking  is  at  an  equal  rate. 
Let  X  =  duration  of  accelerating  interval  in  seconds. 
Then  120  —  2  or  ==  duration  of  constant  speed  interval. 
The  distance  in  feet  covered  during  acceleration  =  0*5  X  2*07  x  or^. 
Speed  in  feet  per  second  attained  at  end  of  accelerating  interval  =  2*07  x  x. 
Distance  in  feet  covered  at  constant  speed  =  2*07  X  x  X  (120  —  2  x). 
Distance  in  feet  covered  during  braking  =  05  X  2*07  X  a:-. 
Total  distance  =  5,280  ft. 
From  these  values  we  readily  derive  the  following  equation  : — 

2-07  X'  -  248  X  +  5,280  =  0 ; 
x^  -  120  a;  +  2,540  =  0  ; 
.'.ar^  -  120  a;  +  8,600  =  1,060; 
X  -  60  =  -  82-5  ; 
X  =  27"5  seconds. 
From  Fig.  15c  we  see  that  after  27'5  seconds  of  acceleration  at  a  rate  of  1*4  miles 
per  hour  per  second  a  distance  of  0*15  miles  will  have  been  covered ;    and  from 
Fig.  15a  it  is  seen  that  a  speed  of  88*8  miles  per  hour  will  have  been  attained. 
During  the  succeeding  65  seconds  the  speed  will  be  constant  at  this  value,  and  a 
distance  of  0*70  miles  will  be  covered  at  constant  speed.     During  the  remaining  275 
seconds  the  brakes  will  be  so  applied  as  to  produce  a  retardation  of  1  4  miles  per 
hour  per  second,  and  the  train  will  arrive  at  the  end  of  the  mile  section  in  just 
120  seconds. 

If  we  denote  by 

X  the  duration  of  the  accelerating  interval  in  seconds, 
T  the  duration  of  the  run  from  start  to  stop  in  seconds, 
A  the  distance  from  start  to  stop  in  feet, 
a  the  rate  of  acceleration  in  feet  per  second  per  second, 

then  X  =  T  _    sjJVfZl, 

Instead  of  by  calculation,  one  may  often  prefer  to  determine  the  accelerating 
interval  by  one  or  two  trials  from  the  curves  of  Figs.  15a  to  15f.  The  three 
characteristic  curves  for  this  accelerating  rate  of  1*4  miles  per  hour  per  second  are 
shown  in  the  1*4  mile  curves  Df  Figs.  18a,  18b,  and  18c;  and  it  will  be  readily 
perceived  that  they  are  merely  made  up  by  combining  curves  available  in  Figs.  15a 
to  15f. 

Similar  sets  of  characteristic  curves  for  other  accelerations,  but  for  the  same 
mean  speed  of  80  miles  per  hour  and  the  same  distance  of  1  mile,  are  also  given  in 
Figs.  18a,  18b,  and  18c. 

For  this  case  of  a  level  1-mile  section,  corresponding  charts  of  curves  have  been 
worked  out  for  average  speeds  of  20,  25,  30,  85,  40,  and  45  miles  per  hour.  These  are 
not  all  reproduced  here ;  but  in  Fig.  20  the  whole  group  of  sjyeed-time  and  distance-time 
curves  for  this  level  1-mile  section  are  reproduced  to  a  small  scale.  Corresponding 
groups  of  curves  for  distances  between  stops  of  0*5  miles,  2  miles,  4  miles,  and 
8  miles,  are  given  in  Figs.  19,  21,  22,  and  28.     These  charts  are  very  useful  for 
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reference  in  practice.  They  show  the  conditions  and  limitations  in  a  way  unattain- 
able with  mere  formulae.  After  having  determined  the  suitable  running  conditions 
for  a  given  case  by  reference  to  charts,  it  often  becomes  expedient  to  resort  to 
formulae,  but  this  is  largely  a  matter  of  individual  preference.  In  the  initial  stages 
of  an  investigation,  however,  the  use  of  charts  of  this  kind  is  far  more  instructive 
than  the  use  of  formulae,  and  it  is  a  matter  for  regret  that  in  the  limits  of  a  printed 
page  such  charts  must  be  on  so  small  a  scale  as  to  considerably  impair  their 
usefulness. 

The  five  curves  of  the  second  group  of  the  upper  row  in  Fig.  24  have  been 
plotted,  for  a  1-mile  section,  to  show  the  maximum  speeds  required  for  different 
accelerating  rates  for  average  speeds  of  25,  30,  35,  40,  and  45  miles  per  hour.  By 
"  average  "  speed  we  shall  in  this  treatise  designate  the  mean  speed  while  the  train  is 
in  motion^  i.e.,  the  mean  speed  for  a  run  from  start  to  stop.  By  "  schedule  "  speed 
we  shall  designate  the  mean  speed  including  stops.  Thus  the  five  groups  of  curves 
in  the  upper  row  of  Fig.  24  represent  the  average  speeds  from  start  to  stop,  for 
various  accelerating  rates  as  abscissae,  for  runs  of  half  a  mile,  1  mile,  2  miles,  4  miles, 
and  8  miles  between  stops.  These  "average"  speeds  approach  more  closely  to  the 
corresponding  **  schedule  "  speeds  the  shorter  the  duration  of  the  stops.  Thus  for  stops 
of  0  seconds  duration,  i.e.,  for  the  limiting  case  where  the  train  is  started  oflf  into  the 
next  section  the  instant  it  is  brought  to  rest  after  running  over  a  given  section,  the 
"  schedule  *'  speed  becomes  equal  to  the  average  speed.  The  second  horizontal  row 
of  groups  of  curves  in  Fig.  24  are  calculated  on  the  basis  of  10-second  stops  at 
stations,  and  the  schedule  speed  for  any  given  rate  of  acceleration  and  for  any  given 
length  of  run  between  stops  is  lower  than  the  average  speed,  and  by  a  rapidly 
increasing  percentage  with  increasing  schedule  speed.  The  lowest  horizontal  row  of 
groups  of  curves  is  calculated  for  20-second  stops. 

These  curves  bring  out  very  forcibly  the  limits  of  attainable  **  average "  and 
** schedule"  speeds.  Thus  for  a  1-mile  run  between  stops  an  average  speed  of 
45  miles  per  hour  is  practically  unattainable.  The  minimum  rate  of  acceleration 
possible  with  such  a  schedule  is  2*25  miles  per  hour  per  second ;  and  the 
maximum  speed  then  necessary  is  90  miles  per  hour;  Nevertheless,  its  inclusion 
in  the  investigation  serves  to  define  the  problem. 

An  ** average"  speed  of  45  miles  per  hour  with  one  stop  per  mile,  and  a 
duration  of  20  seconds  per  stop,  involves  a  total  interval  of 

45  X  20       IS  . 

— — —  =  15  mniutes 

out  of  every  hour  during  which  the  train  is  at  rest. 
The  corresponding  **  schedule"  speed  is  therefore 

^^  ~  ^^  X  45  =  33-8  miles  per  hour. 
60 

In  practice  a  "  schedule  "  speed  of  30  miles  per  hour  with  one  stop  per  mile 
represents  the  upper  commercial  limit,  and  even  this  "schedule"  speed  is  of 
doubtful  expediency  for  a  route  with  such  frequent  stops. 

By  a  comparison  of  the  corresponding  curves  for  1  mile  and  half-mile 
sections  it  is  apparent  that  a  schedule  speed  of  22  miles  per  hour  is,  for  a  route 
with  half-mile  runs,  about  equivalent,  on  the  score  of  ultimate  possibility,  to  a 
schedule  speed  of  30  miles  per  hour  for  a  route  with  1-mile  runs. 

The  curves  of  Fig.  25  are  drawn  to  show  the  minimum  accelerating  rates 
possible  in  order  to   accomplish   given    average   and   schedule    speeds   over   routes 
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composed  respectively  of  sections  with  lengths  of  half  a  mile,  1  mile,  2  miles, 
4  miles,  and  8  miles  from  start  to  stop.  From  Fig.  25  we  see,  for  example,  that 
with  one  stop  per  mile  and  a  limiting  acceleration  of  1  mile  per  hour  per  second 
the  highest  theoretically  obtainable  schedule  speed  with  stops  of  0  seconds  duration 
is  80  miles  per  hour,  and  the  corresponding  schedule  speed  with  20-second 
stops,  is,  for  the  same  rate  of  acceleration,  only  25  miles  per  hour.  This  rate 
of  acceleration  (1  mile  per  hour  per  second)  would  exceed  the  possibilities  of  the 
best  steam  service,  such  high  rates  of  acceleration  not  being  practicable  with 
steam-hauled  trains  of  any  length.  The  values  given  in  Table  VIII.  are  deduced 
from  Fig.  25. 

Table  VIII. 

Cojrespovding   Schedule   Speeds   in   Miles  per   Hour  for  Runs   of  Following 

Distdnccs  between  Stops. 
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The  three  curves  of  Fig.  26  are  derived  by  taking  90  per  cent,  of  the  values 
of  the  curves  of  Fig.  25  for  20-second  stops  and  for  maximum  speeds  50  per  cent, 
higher  than  the  average  speeds.  These  curves  afford  approximate  locii  of  the 
schedule  speeds  attainable  with  electric  traction  for  various  lengths  of  run  between 
stops.  A  braking  rate  of  2  miles  per  hour  per  second  is  quite  permissible. 
Hence,  with  continuous  current  motors,  schedules  ranging  between  the  two  upper 
curves  become  practicable  so  far  as  relates  to  the  exclusive  consideration  of  speed 
and  time,  though  they  would  require  very  heavy  electrical  equipments  when 
expressed  as  a  percentage  of  the  total  train  weight. 

"With  electric  traction,  it  becomes  possible  to  distribute  the  driving  effort 
amongst  the  axles  of  some  or  all  of  the  carriages,  and  accelerating  rates  above 
2  miles  per  hour  per  second  sometimes  become  practicable ;  hence,  w^ere  it  not  for 
the  question  of  the  instantaneous  loads  imposed  upon  the  system  and  the  weight 
of  the  electrical  equipment  required  to  be  carried  on   the    train    (both    of    which 
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limitations  will  be  discussed  later  ^),  schedule  speeds  of  over  30  miles  per  hour 
and  20-second  stops  would  be  practicable  with  one  stop  per  mile.  Indeed,  tests 
have  shown  as  high  an  acceleration  as  3  miles  per  hour  per  second  to  have 
been  attained  by  electric  traction.  A  curve  is  given  in  Fig.  27  of  a  run  made 
over  a  5,360-foot  section  with  an  electric  train  weighing  65  metric  tons  and 
made  up  of  motor-cars  without  trailers.     The  average  rate  of  acceleration  during 


48 

^ 

fA 

/ 

A 

*B. 

-^44 

«» 

/ 

J 

t 

/ 

r 

J 

/ 

■" 

o 
too 

J 

r 

J 

/ 

/I 

/C 

/ 

A 

/ 

^ 

y 

/ 

A 

y 

> 

y 

<NlOO 

/ 

/ 

/ 

^ 

J 

r 

/ 

/ 

/ 

/ 

A 

/ 

\Z8 

/  J 

r 

A 

/ 

■ 

// 

A 

/ 

// 

u 

/ 

«  «* 

^ 

1/ 

y 

1/  ^ 

h 

f 

c 

^  /e 
« 

i// 

h 

/ 

3 

I' 

4 

, 

-%         hZ         he        Z'O        Z'^       Z'8       3'Z 
DistMncB  bmtwMen  stops  In  Milts 


J-6. 


Fig.  26.    Curves  of  Limiting  Attainable  Schedule  Speeds  for  Given 

Mean  Rates  of  Acceleration  and  Braking. 

Curve  A.  —Mean  rate  of  acceleration  and  braking  =  2*0  miles  per  hour  per  second. 
D.^—  ,,  ,,  ,,  =  1'5 

V"~~  «■  «>  <•  ^=  1*U 
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the  first  5  seconds  is  seen  to  be  nearly  8  miles  per  hour  per  second.  This  rate 
of  acceleration  was,  however,  not  maintained,  and  the  retardation  was  at  a  lesser 
rate ;  although  the  maximum  speed  was  47  miles  per  hour,  the  average  speed 
was  but  35  miles  per  hour.  This  was  a  very  high  average  speed  for  so  short 
a  section,  and  it  would  rarely  be  practicable  to  attain  it ;  for,  as  we  shall 
subsequently  show,  the  amount  of  power  required  during  acceleration  is  excessive, 


^  These  limitations  sufl&ce  to  prevent  the  practicability  of  schedule  speeds  of  over  30  miles 
per  hour  with  one  stop  per  mile,  and  even  so  high  a  schedule  speed  with  one  stop  per  mile  is  of 
doubtful  practicability  from  the  commercial  standpoint. 
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and  the  weight  of  the  electrical  equipment  requiring  to  be  carried  on  the  train 
is  enormous,  if  the  service  is  to  be  continuously  maintained  without  undue 
heating.  It  is  important  to 
note  that  this  is  the  case, 
although,  could  the  3  miles 
per  hour  per  second  accele- 
rating rate  be  maintained, 
we  see  from  the  curves  of 
Fig.  25  that  a  50  per  cent, 
higher  average  speed  (52  miles 
per  hour)  would  be  practicable 
without  exceeding  any  limita- 
tions introduced  up  to  this 
point  of  the  investigation. 
Mr.  Mordey,  in  discussing 
tests  on  the  Liverpool  Overhead 
Eailway,  has  shown  that  two 
or  three  seconds  after  starting, 
the  accelerating  rate  reached 
28  miles  per  hour  per  second. 

Turning  back  to  Fig.  24, 
the  general  form  of  the  upper 
curves  (Le.y  those  for  average 
speeds  of  45,  40,  and  even 
35  miles  per  hour)  affords 
evidence,  quite  aside  from  the 
question  of  power  and  weight 
of  equipment,  of  the  commercial  impracticability  of  maintaining  an  average  speed 
of  much  over  30  miles  per  hour  with  one  stop  per  mile. 

For  ihe   purposes   of  this  general  investigation,  the  diagrams  are  drawn  for 
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5,300  foot  run  power  ou  for  4,080  ft.  Watt-houra  per  ton-mile  =  142. — 

"  Trans.  Am.  Inst.  Elect.  Bug.,"  Vol.  XIX.,  p.  844. 
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a  constant  rate  of  acceleration  throughout  the  accelerating  interval.  In  practice, 
however,  the  rate  of  acceleration  is  itself  variable,  being  at  first  rapidly  increased 
to  above  the  average  rate  and  then  decreased  until  constant  speed  is  reached.     By 
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such  variation  of  the  rate  of  acceleration,  it  is  practicable  to  employ  a  high  average 
rate  of  acceleration  without  undue  strain  upon  the  rolling  stock  and  permanent  way, 
and  without  much  discomfort  to  passengers.  This  is  the  more  necessary  the  higher 
the  average  rate  of  acceleration.  Thus  the  curve  of  Fig.  28,  reproduced  above,  would 
in  reality  be  replaced  by  a  curve  more  like  that  in  Fig.  29. 

The  characteristic  of  a  series  motor  plays  an  important  part  in  determining  the 
form  of  the  upper  part  of  the  acceleration  curve.  In  the  generally  employed  sense, 
the  acceleration  occurs  on  the  "  motor  curve  "  from  the  point  where  the  resistance  in 
series  with  the  motor  has  finally  been  completely  cut  out.  From  this  point  onward 
the  speed  increases  at  a  slower  rate,  which  is  a  function  of  the  motor's  speed  curve, 
the  current  falling  oflF  as  the  speed  increases,  until  the  watts  input  falls  to  the  value 
required  to  overcome  the  train  resistance  at  constant  speed.  It  is  frequently  the  case 
that  the  resistance  is  completely  cut  out  before  more  than  two-thirds  of  maximum 
speed  is  reached,  and  the  remaining  one-third  is  run  on  the  "  motor  curve."     The 

point  where  operation  on  the  "motor  curve  " 
commences  is  a  function  of  the  design  of 
the  motor  and  of  the  rate  of  acceleration 
employed.  This  must  for  the  present  be 
overlooked,  as  it  would  hopelessly  involve 
the  preliminary  study  of  the  mechanics  of 
electric  traction  were  it  necessary  to  intro- 
duce at  this  stage  the  v&tfing  conditions 
peculiar  to  the  use  of  several  types  of  motor, 
or  even  to  consider  the  varying  charac- 
teristics of  motors  of  the  same  class.  The 
thorough  stud^  of  this  matter  of  accelera- 
tion on  the  **  motor  curve  "  must  be  taken 
up  at  a  later  stage.  The  difference  intro- 
duced in  the  speed-time  curve  for  the  case 
already  illustrated  by  the  diagrams  in 
Figs.  16  and  17  is  seen  in  Fig.  30,  where 
the  case  of  running  on  the  motor  curve  is 
shown  in  the  curve  0  c  c  75,  which  may  be 
compared  with  the  curve  0  b  b  76,  drawn 
in  dotted  line,  which  is  reproduced  from  Fig.  17.  As  we  shall  see  later,  the 
cycle  0  c  c  75  requires  the  lowest  maximum  input  and  the  lowest  total  input  for 
maintaining  the  specified  service,  and  it  is  a  point  of  great  economic  importance 
to  accelerate  on  the  **  motor  curve  "  to  the  extent  permissible  with  high  accelerating 
rates.  For  an  equipment  employing  a  given  design  of  motor,  the  higher  the  initial 
accelerating  rate  the  sooner  will  the  series  resistance  be  cut  out,  and  the  sooner  will 
the  point  of  economical  acceleration  on  the  motor  characteristic  be  reached.  The 
average  rate  of  acceleration  and  the  average  speed  between  stops  will,  however,  be  the 
more  greatly  reduced  the  sooner  the  point  of  acceleration  on  the  motor  characteristic 
is  reached. 

A  few  additional  groups  of  speed-time-distance  curves  have  been  constructed  with 
a  view  to  showing  some  striking  contrasts  occurring  as  the  result  of  variations  in  the 
factors  of  rate  of  acceleration,  average  speed,  and  distance  between  stops.  In  Fig.  31 
are  shown  for  an  average  speed  of  40  miles  per  hour  the  speed-time  (S.-T.)  and 
speed-distance   (S.-D.)  curves  for  accelerating  rates  of  1,  2,  and  3  miles  per  hour 
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per   second.     Similar  charts  for  other  speeds  have   been  worked  out,  but  are  not 
reproduced  in  this  treatise. 

From  a  comparison  of  these  various  curves  it  is  very  apparent  that  the  accele- 
rating conditions  exert  an  ever  diminishing  influence  the  greater  the  distance  between 
stops,  and  the  lower  the  average  speed  for  a  given  distance  between  stops.  High 
rates  of  acceleration  are  the  less  necessary  or  desirable  the  greater  the  distance 
between  stops.  A  large  number  of  useful  conclusions  may  be  drawn  from  curves 
based  on  these  and  similar  charts. 

In  the  left-hand  vertical  column  of  Fig.  82  are  plotted  S.-T.-D.  curves  for  an 
accelerating  rate  of  2  miles  per  hour  per  second,  and  an  average  speed  of  60 
miles  per  hour,  for  distances  between  stops  of  2,  4,  and  8  miles.  While  for  a  stop 
every  2  miles  an  average  speed  of  60  miles  per  hour  is  only  just  possible  by 
calculation  at  this  rate  of  acceleration,  and  quite  unattainable  in  practice,  it  becomes 
quite  practicable  with  one  stop  per  8  miles. 

In  the  right-hand  vertical  column  of  Fig.  82  are  given  corresponding  curves  for 
an  accelerating  rate  of  3  miles  per  hour  per  second,  which,  as  we  shall  see  later, 
requites  too  great  a  consumption  of  energy  during  the  accelerating  period  and  too 
heavy  an  equipment  to  be  commercially  practicable. 

Both  vertical  columns  of  Fig.  33  relate  to  runs  of  4  miles  between  stops  at 
various  speeds.  The  groups  of  curves  in  the  left-hand  column  correspond  to  an 
accelerating  rate  of  1  mile  per  hour  per  second,  which,  while  moderate  for  electric 
traction,  is  too  high  for  steam  traction  ;  the  accelerating  rate  in  the  groups  of  curves 
in  the  right-hand  column  of  Fig.  83  is  2  miles  per  hour  per  second,  which  is 
practicable  with  electric  traction,  but  is  unattainable  by  steam-hauled  trains.  Looked 
at  with  these  facts  in  mind,  the  two  sets  of  groups  of  curves  show  at  a  glance  the 
great  increase  in  schedule  speed  rendered  practicable  by  electric  traction,  even  with 
such  a  comparatively  long  run  as  4  miles  between  stops. 

It  is  evident  from  the  results  of  our  investigation  up  to  this  stage  that,  altogether 
apart  from  the  energy  limitations,  there  are  limitations  to  the  practically  attainable 
schedule  speeds,  which  limitations  are  the  more  narrow  the  shorter  the  run  between 
successive  stops. 

We  shall  now  set  forth  a  general  method  for  investigating  this  matter  in 
any  case  which  may  arise,  always  assuming  that  the  rate  of  acceleration  equals 
the  rate  of  retardation,  that  this  rate  is  constant  in  each  case,  and  that  during 
the  time  intervening  between  acceleration  and  retardation,  constant  speed  is 
maintained. 

We  shall  designate  by — 

A  the  distance  from  start  to  stop  in  feet ; 
X  the  time  of  acceleration  in  seconds ; 
T  the  total  time  from  start  to  stop  in  seconds ; 
Vn^  the  maximum  speed  between  stops  in  feet  per  second ; 
Va^.  the  average  speed  between  stops  in  feet  per  second ; 
h  the  rate  of  acceleration  in  feet  per  second  per  second  ; 
B  the  minimum  rate  of  acceleration  which  will  carry  the  train  over  the 
distance  A  in  a  specified  time  T,  the  train  being  then  abruptly  brought 
from  the  maximum  speed  to  rest  by  the  application  of  an  infinite 
braking  effort. 

ThenA  =  iBT2;  .-.  B  =  ^^' 
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Fig.  32.     Sfeed-Time-Dibtancb  Curves  for  an  Averacb  Speed  of  60  Miles  per  Hoi 
FOR  Two,  Four,  and  Eight  Mile  Rokb  from  Start  to  Stop. 
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If  A  and  T  are  given,  B  can  be  found  by  means  of  the  curves  in  Fig.  15.     Let 

a  =  rn>  ^•^M  ^  is  equal  to  the  fraction    of   the  total   time  which  is   devoted   to 

acceleration. 

From  these  premises  the  two  following  equations  may  be  derived  ^ ; — 

(I.) 


(II.) 


V 

1 

'  max. 

. 

v„. 

1 



a' 

h 

1 

B        2a(l-fl) 


These  two  equations,  I.  and  II.,  are  correct  for  all  distances  A,  for  all  average 
speeds  V,^ ,  and  for  all  accelerating  rates  h.     Their  use  may  be  simplified  by  plotting 


^  Equations  I.  and  II.  are  derived  as  follows : — 

We  have — 

A  =  V„,  T, 
and  also 

A  =  ^^.^  X  +  V^„  (T  -  2jr)  +  ^"^'-    X, 

o  '        max.  ^  ^X 


which  simplifies  into 

A  = 

V^a.  (T    -    X). 

From  (1)  and  (2)  we 

have — 

y.r.  T.  =  V„^.  (T  -  o:) ; 
V...,            T               1 
V            T  -  X       .       X 

'ay.                                   1 

• 

T- 

We  also  have  given- 

X 
max.                   1 

■      V.,.           1-a 

which  is  Equation  I. 

We  also  have — 

1 

V^ax.   =  ^-  '» 

or 

V 

b  =  _"-"^, 

X 

but 

V             ^    ■ 

'  max.  —    rp   » 

We  also  have  given- 

„       2A 

From  (7)  and  (8)  we 

obtain 

6                T« 

B        2x  (T  -  xY 

but 

T  =  -  (from  (4) ) ; 

a   , 

.       h                  X 

'  -e-')' 


(1) 


(2) 


(3) 


(4) 


(5) 


(6) 


(7) 


(H) 


or 


which  is  Equation  II. 


B       2  a  (1  -  a)' 
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them  in  the  two  curves,  (I.)  and  (II.),  of  Fig.  84,  with  values  of  a  as  abscissae,  and 
with  the  values 


V  h 

l^  and 


respectively  as  ordinates.^ 


ttT. 


B 


V  h 

1  As     ?*'•  and  —  are  ratios,  we  may  employ  the  curves  of  Fig.  34  without  reduction  from  mile 

or  kilometres  per  hour  (as  the  case  may  be)  to  feet  per  second,  or  from  miles  per  hour  per  second  to 
feet  per  second  per  second. 
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The  use  of  the  curves  in  Fig.  34  may  be  best  illustrated  by  means  of  an  example. 
Given  a  1-mile  section  (A.  =  5,280  ft.),  average  speed  =  30  miles  per  hour ; 

.  • .  T  =  120  seconds. 
^  _  2A  _  2  X  5,280 
T'^   "        1202 
=  0*73  ft.  per  second  per  second. 

Let  us  ascertain  the  maximum  speed  (Vna^x)  and  the  minimum  rate  of  accelera- 
tion (b)  which  will  be  necessary  when  or  equals  18  seconds. 

a  =  5  =  0-15, 

t.^.,  the  accelerating  interval  x  is  15  per  cent,  of  the  total  time  T  from  start  to  stop. 
From  curves  I.  and  XL  of  Fig.  34  we  find  respectively  that 


^--i:  =  1-20,  and  that  ^  =  39; 


V,,.  ' B 

•••  V^.  =  1-20  X  Va^.  =  1-20  X  30  =  36  0  miles  per  hour. 
And  i  =  3*9  X   B  =  3*9  X   0*73  =  2*85  ft.  per  second  per  second,  or  1*95  miles 
per  hour  per  second. 

Suppose,  on  the  other  hand,  that  we  want  to  maintain  this  same  average  speed, 
and  that  we  wish  to  accelerate  and  retard  at  the  rate  of  only  1*5  miles  per  hour  per 
second.     How  many  seconds  will  be  required  for  acceleration  ? 
B  remains  equal  to  0*73  ft.  per  second, 
i  =  1'5  X  1*47  =  2*20  ft.  per  second  per  second. 

^  =  2:20^  3.02 

B       0-73 
From  carve  II.  of  Fig.  84  we  find 

«(=-T-)  =  0-21; 

.'.X  =  0-21  T  =  0-21  X  120  =  25-2  seconds. 
The  acceleration  will  thus  occupy  25*2  seconds. 
From  curve  I.  of  Fig.  34  we  find  that 

^?"^«:  =  1-26 ; 

'  ar. 

•"•  Vnjax.  =  1'26  X  30  =  37'8  miles  per  hour  is  the  maximum  speed  required. 
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THE  TEACTm;  FORCE  AND  THE  POWER 
AND  ENERGY  AT  THE  AXLES 
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BATING  EATEf 

I  forTrains  of  Different 

'  P  to  thia  point  the  relations  between 
speed,  distance,  and  time  have  alone 
been  considered.  The  corresponding  tractive 
force  mast  next  be  discussed. 

During  acceleration  at  a  constant  rate  on 
a  level  the  tractive  force  is  made  up  of  two 
components,  the  one  constant  and  a  function  of 
the  rate  of  acceleration  and  the  other  a  variable 
component  and  a  function  of  the  speed  from 
instant  to  instant.  During  operation  on  the 
level  at  constant  speed  the  tractive  force  is  also 
constant,  and  is  a  function  of  the  speed.  The 
tractive  force  required  for  acceleration,  and 
corresponding  to  vaiioas  rates  of  acceleration, 
has  already  been  given  in  Table  VII.  To  these 
values  must  be  added  the  variable  tractive 
force  from  instant  to  instant  required  for  over- 
coming the  tractive  resistance  as  the  speed 
inoreases.  The  percentage  difference  which 
this  introduces  is  a  function  of  the  rate  of 
acceleration  and  of  the  weight  of  the  train. 
In  Figs.  85a,  35b,  and  85c  are  given  curves 
showing  for  50-ton,  200-ton,  and  800-ton  trains, 
the  tractive  force  required  per  ton  weight  of 
train  to  maintain  various  rates  of  acceleration 
during  the  accelerating  period.  It  is  seen  that 
throughout  this  wide  range  bf  train  weights 
(i.e.,  fiom  50-ton  to  800-ton  trains)  the  variation 
with  the  weight  is  not  great,  and  in  order  to 
simplify  the  calculations  we  shall,  for  sub- 
sequent work,  take  as  the  tractive  force  per  ton 
during  acceleration  that  corresponding  to  a 
200-ton  train  as  sufficiently  correct  for  all  train 
weights. 

Thu3  the  curves  of  Figs.  86a,  36b,  86c,  and 
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36d,  which  really  refer  to  the  tractive  force  per  ton  weight  of   train  for  a  200-lon 
train,  will  be  employed  for  all  train  weights,  and  it  may  be  kept  in  mind  tliat  this 
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gives  somewhat  too  liberal  values  for  long  trains  and  somewhat  too  low  values  for 
short  trains. 

Let  ns  take  the  case  of  a  train  operating  with    one  stop  per   mile  at  an 
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average  speed  of  80  miles  per  hour  between  stops.  Assuming  constant  rates  of 
acceleration  and  retardation  and  a  uniform  speed  from  the  completion  of 
acceleration  to  the  commencement  of  retardation,  the  speed-time  curves  for 
accelerating  rates  of  1*0,  1*4,  1*8,  and 
2*2  miles  per  hour  per  second  will  be 
those  ah-eady  given  in  the  curves  of 
Fig.  15  and  in  the  curves  of  column  G  Z'4 
of  Fig.  20.  These  curves  are  repeated  ^-o 
in  the  upper  row  of  Fig.  37.  The  |.g 
corresponding  tractive  force-time  curves 
are  given  in  the  second  row,  the  constant 
speed  figures  relating  to  a  200-ton  train.^ 
The  rate  of  expenditure  of  energy  at  the 
axle,  in  foot-pounds  per  second  per  ton 
weight  of  train,  is  given  in  the  third  row. 
As  a  kilowatt  equals  787  foot-pounds  per  ^^ 
second,  the  energy  expended  in  kilowatts  Ton-Mile  for  200-Ton  Train  operating  with 
.  ,,      '  .^•'       .  i_i     .  .     .  J        One  Stop  per  Mile  at  an  Average  Speed  of 

at  the  axle  per  ton  weight  of  tram  moved,      3^  ^^^^  pg^  hour  between  Stops,  and  with 

is  readily  deduced,    and  is   given  in  the      varying  Rates  op  Acceleration. 

fourth  row  of  curves.     The  fifth  row  of 

curves  shows  the  total  watt-hours  at  the  axle  per  ton  weight  of  train  which,  at  any 

given  time  from  the  start,  have  been  consumed.     Hence  the  value  at  the  point  of 

cutting  off  the  current  represents  the  watt-hours  at  the  axle  per  ton-mile  for  the 

entire  run  from  start  to  stop. 

Tliis,  for  the  different  rates  of  acceleration,  is  as  follows; — 
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Table  IX. 
Consumption  of  Energy  at  Axles  in   IVatt-hours  per  Ton-Mile,  One  Stop  per  Mile. 


Rate  of  Acceleration  in 
MileD  per  Hour  per  iiecoiid. 


1-00 
1-40 
1-80 
2-20 


Watt-houra  at  the  Axles  jht 
Ton-mile  for  a  illWton  Train 
operated  at  a  Schedule  Speed 
of  80  MileN  |)er  Hour  Ijetwten 
1-mile  StopA. 


117 
67 
60 
47 


The  results  in  Table  IX.  are  plotted  in  the  curve  of  Fig.  88.  It  is  evident 
that,  so  far  as  relates  to  obtaining  a  low  rate  of  expenditure  of  energy  at  the 
axles  in  watt-hours  per  ton-mile,  a  high  rate  of  acceleration  is  desirable.  It  will 
be  seen  later,  however,  that  this  may  entail  an  unduly  heavy  equipment  and 
other  disadvantages. 

An  interesting  point  to  note  is  that  the  maximum  instantaneous  load  at  the 
axles  required  for  this  average  speed  of  SO  miles  per  hour  between  stops  and  one 
stop  per  mile,  first  decreases  with  increasing  rates  of  acceleration,  and  after  passing 

^  A  representative  200<ton  train  will  be  assumed  in  much  of  the  following  discussion.  Bough 
modifications  of  the  results  will  generally  give  a  basis  for  sufficiently  accurate  values  for  lighter 
and  heavier  trains. 
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through  a  minimum  at  a  rate  of  acceleration  of  about  1*8  miles  per  hour  per 
second,  again  increases  with  higher  rates  of  acceleration.  This  may  be  seen  from 
the  third  and  fourth  rows  of  diagrams  in  Fig.  87,  but  is  more  clearly  brought  out 
in  the  curve  of  Fig.  89. 

The  average  power  at  the  axles  in  kilowatts  per  ton  weight  of  train  for  a 
200- ton  train  operating  at  an  average  speed  of  80  miles  per  hour  between  stops. 
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Weight  of  Train.  200-Ton  Train  operated 
WITH  One  Stop  per  Mile  at  an  Average 
Speed  of  30  Miles  per  Hour  between 
Stops  for  different  Rates  of  uniform 
Acceleration.      Bate  of   Retardation 
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Fig.  40.  Curve  of  Average  Power 
FROM  Start  to  Stop  in  Kilowatts 
at  a  xIiEs  per  Ton  Weight  of  Train 
operated  with  One  Stop  per  Mile, 
at  an  Average  Speed  of  30  Miles 
PER  Hour  between  Stops,  for 
Different  Rates  of  Uniform 
Acceleration. 


and  with  one  stop  per  mile  for  these  four  rates  of  acceleration,  is  readily  derived 
from  the  values  in  Table  IX.,  and  is  given  in  Table  X. 


Tablb  X. 
Average  Potcer  at  Axles  in  Kilowatts  per  Ton,  One  Stop  per  Mile. 


Rate  of  Acceleration  in 
Miles  per  Hour  i>er  Second. 


Average  Power  at  Axle. 


10 

8-50  kilowatts 

1-4 

1-71 

1-8 

1-50        „ 

2-2 

1-41 

The  results  in  Table  X.  are  plotted  in  Fig.  40,  and  this  also  is  in  favour  of 
a  high  accelerating  rate. 

For  the  same  schedule  speed  of  80  miles  per  hour,  but  with  but  one  stop 
per  2  miles,  the  calculations  will  be  carried  out  tabularly  instead  of  by  diagrams. 
The  steps  may  be  readily  followed  from  Table  XI. 

As  the  purpose  of  these  calculations  is  restricted  to  setting  forth  limitations  and 
imparting  ideas  of  the  general  magnitude  of  the  quantities  involved,  it  would  be  out 
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of  place  to  employ  any  close  degree  of  accuracy  ;  thus  but  three,  and  often  only  two, 
significant  figures  are  employed. 

In  Table  XL,  by  expressions  such  as  "  energy  expended  at  the  axles  "  is  meant 
the  propelling  energy  alone.  The  braking  energy  expended  in  virtue  of  the 
stored-up  energy  of  the  train  is,  for  low  rates  of  acceleration,  often  a  very  large 
percentage  of  the  total  energy  expended  at  the  axles  in  propelling  the  train.  A 
considerable  portion  of  this  may  be  recovered  by  "  regenerative  control"  methods. 


Fig.  41.    Curves  for  Tramcar  operated  on  Ordinary  Series  Parallel  and  on 

Regenerative  Control  Systems. 

^BaaiR  of  calculations : — Weight,  loaded  car,  11  tons ;  car  fHction,  19  lbs.  per  ton,  excluding  gearing  ;  motor  efficiency, 
80  per  cent,  including  gearing ;  5-sec.  stops ;  schedule  speed,  8  miles  i>er  hour ;  level  track. 

The  amounts  iuvolved  in  the  above  case  of  an  average  speed  of  30  miles  per  hour 
for  a  two-mile  run  from  start  to  stop  are  shown  in  Table  XII. 

Table  XII. 

Recoverable  energy  per  ton  mile  in  percentage  of  total  energy  expended  at  axles 
per  two  viile  run  from  start  to  stop  and  average  speed  of  80  miles  an  hour. 


Non  -  recoverable 
energy  at  axles 
in  watt  -  hours 
per  ton  "weight 
of  train,  ?.«., 
energy  wasted 
m  inevitable 
friction     . 


Rate  of  acceleration  in  miles  per  hour  per  second    . 
Maximum  speed.  Le„  speed  at  completion  of  accelera- 
tion, in  miles  per  hour 

Stored-up  energy  of  [  In  foot-pounds  (34-2  x  I V.^ ) 
motion  per  ton  weight  ■  of  Table  XL)  .  .  j 
of  train  at  above  speed  ( In  watt-hours  (III.  -^  2,650) 

For  accelerating  interval  (XVII.  \ 
of  Table  XL   minus   IV.  of  I 
Table  XII.)    .        .        .        .1 
For    constant    speed    interval) 
{      (XVIIl.  of  Table  XL)  .) 

For  retarding  interval  (same as  V.) 
Total  of  non-recoverable  energy  ^ 
for  2-mile  run  from  start  to  I 
stop  (V.  +  VI. -I-  VII.)   .        .J 
Total  non-recoverable  energy  in  watt-hours  per  ton 

raile(VIIL^2) 

Recoverable  energy  in  watt-hours  per  ton  (IV.  -  VII.) 
„                 „                ,,          per  ton-mile  (X.-^2) 
Watt-hours  expended  at  axles  per  ton-mile  (IX.+XI.) 
Recoverable  energy  per  ton-mile  in  percentage  of  | 
energy  expended  at  axles,  i.e,  (XL  in  per  cent.  [ 
of  XIL) i 


1 


1. 
IL 

III. 
IV. 

V. 

VL 
VII. 

VIIL 

IX. 

X. 

XL 

XII. 

XIII. 


2-20 
31 

71,000 
27 

0-6 

28 
0-6 


29 


14 

26-4 
13 
27 

48% 
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Item  XIII.  of  Table  XII.  gives  the  percentage  of  recoverable  energy ;  this  only 
represents  the  recovered  energy  on  the  basis  of  100  per  cent.  eflBciency  of  recovery. 
Of  course,  the  recovery  will  be  at  far  less  than  100  per  cent,  efficiency,  for  the  motors 
must  act  as  dynamos  with  very  variable  speed  and  load,  and  there  will  be  external  waste 
in  controlling  the  rate  of  regenerative  braking.  Assuming  that  the  energy  required 
from  the  trolley  or  third  rail  averages  1*33  times  the  energy  expended  at  the  axles  in 
propelling  the  train,  and  that  the  stored  energy  is  recovered  at  66*7  per  cent,  efficiency, 
then  the  percentages  of  recovered  energy  for  the  case  analysed  in  Tables  XI.  and  XII. 
are  a's  set  forth  in  Table  XIII. 

Table  XIII. 

Summary  of  remits  given  in  Table  XII. 
Assumptions  are — 

Energy  input  =  1'33  x  energy  at  axles.^ 

Mean  efficiency  of  recovery  by  regenerative  braking  =  66*7  per  cent. 


Rate  of 
Acceleration 

in  Miles 
per  Hour  per 

Second. 

Energy  Input 

to  Train  In 

Watt-honn  per 

Ton-mile 

(183  X  XII. 

of  Table  XII.). 

Energy  recovered 

by  Regenerative 

Braking  in  Walt- 

houm  per  Ton- 
mile  (0-1)67  of  XI. 

of  Table  XII.). 

Percentage  of 

Energy 

recovered  to 

Energy  Input 

to  Train. 

0-50 
0-60 
1-00 
1-40 
1-80 
2-20 

79 

63 
43 
40 
88 
86 

27 

15-3 

10-7 

10-0 

9-4 

8-7 

34% 
29% 
25% 
25% 
25% 
24% 

Thus  by  means  of  reconverting  to  electrical  energy  for  return  to  the  line,  we  may, 
in  the  above  case,  recover  some  25  per  cent,  of  the  energy  input  to  the  train.  Of 
course,  this  percentage  varies  greatly,  depending 
chiefly  upon  the  frequency  of  stops  and  the 
schedule  speed  between  stops.  In  the  case  of 
tramway  work,  it  is  also  greater  in  a  hilly 
district.  While  these  articles  relate  to  heavy 
electric  traction,  it  will  nevertheless  be  of 
interest  to  give  curves  based  on  results  obtained 
in  the  authors*  practice  from  comparative  tests 
made  by  them  upon  tramcars  equipped  on  the 
regenerative  control  principle  and  on  the  ordi- 
nary series-parallel  control  system.  These 
curves  are  reproduced  in  Figs.  41  and  42. 
From  the  curves  one  sees  that  for  relatively 
low  schedule  speeds  and  infrequent  stops  the 
advantage  of  employing  regenerative  control 
becomes  very  slight ;  and  taking  into  account 
the  greater  weight  of  a  regenerative  control 
equipment,  the  use  of  such  a  system  would,  in 
certain  cases,  even  be  a  distinct  disadvantage. 
On  the  other  hand,  a  relatively  high  schedule  speed,  with  frequent  stops,  permits 

^  This  value  will  vary  considerably  with  the  type  of  equipment,  the  rate  of  acceleration,  the  schedule 
speed,  and  the  number  of  stops  per  mile,  and  is  only  taken  as  a  rough  value  for  illustrative  purposes. 
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Fij(.  42.  Tramcar  Relative  Inputs  at 
Different  Speeds  on  Level  Track. 

Basis  for  calculation :— Four  stops  per  mile ;  car 
weight,  loaded,  11  tons ;  car  friction,  19  lbs.  per 
ton ;  motor  efficiency,  80  per  cent. ;  5-Bec.  stops. 
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of  much  greater  advantages  from  the  use  of  a  regenerative  control  system  than 
is  generally  realised.  In  fact,  the  brief  periods  of  notoriety  which  these  systems 
enjoy,  prior  to  disappearing  from  the  scene,  appear  to  be  in  considerable 
measure  attributable  to  the  failure  to  make  exhaustive  comparative  tests  of  a 
character  suitable  to  bring  out  clearly  the  considerable  advantages  which  such 
systems  would  possess  for  certain  cases.  In  view  of  the  large  amount  that  is 
written  on  this  subject  of  regenerative  control,  the  absence  of  a  thorough  recognition 
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of  the  real  conditions  of  success  or  failure  forces  the  authors  to  conclude  that  their 
inventors,  or  rather  the  exploiters  and  their  technical  staff,  have  not  themselves  yet 
arrived  at  a  clear  understanding  of  the  matter. 

There  is  another  simple  means  of  reducing  the  energy  input  to  a  certain  extent. 
This  consists  in  **  drifting  '*  or  "  coasting"  to  the  destination,  and  decreasing  the  use 
of  brakes,  or,  in  other  words,  employing  the  train  friction  to  brake  the  train.  This 
has  already  been  alluded  to  on  pp.  23  and  27.  The  method  of  operation  reduces  the 
energy  required  at  the  axles,  since  the  train  friction  is  unavoidable,  and  might  as  well 
be  employed  to  reduce  the  amount  of  energy  required  to  be  stored  up  in  the  train, 
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only  to  be  subsequently  wasted  at  the  brake  shoes.  By  modifying  the  diagrams  to 
take  into  account  the  further  economy  obtainable  by  substituting  a  ''  drifting  "  stage 
for  the  constant  speed  stage,  a  moderate  reduction  may  be  effected  in  the  watt-hours 
per  ton-mile  for  very  short  runs  between  stops,  for  the  higher  rates  of  acceleration ; 
but  for  longer  runs  between  stops  the  result  will  be  relatively  but  slightly  affected. 
This  is  also  true  of  the  economy  attending  "  acceleration  on  the  motor  curve,"  a 
discussion  of  which  must  be  deferred.  The  use  of  diagrams  based  on  constant  speed 
running  and  equal  rates  of  acceleration  and  retardation  has  the  advantage  of  giving  a 
better-defined  basis  for  comparison  of  operation  under  various  conditions  as  regards 
schedule  speed,  frequency  of  stops,  and  accelerating  rate ;  it  gives  results  on  the  safe 
side  of  the  attainable  values.  The  magnitude  of  the  errors  introduced  by  not  taking 
advantage  in  these  calculations  of  the  further  economies   of  ''drifting*'   and   of 
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Lengths  of  Run  and  Schedule  Speeds. 

ABsumed  mean  rate  of  acceleration  and  braking  =  1  mile  per  hour  per  second ;  level  track 

acceleration  on  the  motor  curve,  will  be  discussed  in  a  later  section.  "Drifting *'  has 
the  advantage  over  regeneration  that  one  avoids  the  loss  of  energy  involved  in  recon- 
verting mechanical  into  electrical  energy.  Advantage  ought  to  be  taken,  according  to 
the  conditions,  of  both  of  these  means  of  securing  increased  economy. 

Calculations  on  the  same  lines  as  those  set  forth  in  Table  XI.  have  been 
made  for  other  speeds  and  frequency  of  stops,  but  it  will  only  be  practicable  to 
give  the  final  results  as  plotted  in  curves.  In  the  upper  row  of  curves  of  Pig.  48 
is  given  the  energy  required  at  the  axles  in  watt-hours  per  ton-mile  corresponding 
to  various  rates  of  acceleration  and  to  schedule  speeds  of  80,  45,  and  60  miles 
per  hour  between  stops,  and  for  1,  2,  4,  and  8-mile  runs. 

In  the  lower  row  of  curves  of  Pig.  48  are  given,  for  these  same  conditions, 
the  values  of  the  maximum  instantaneous  power  at  the  axles  in  kilowatts  per  ton 
weight  of  train. 
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Working  from  the  curves  in  the  upper  row  of  Fig.  48,  and  limiting  the 
investigation  to  a  mean  rate  of  accelerating  and  braking  equal  to  1  mile  per  hour 
per  second,  the  full  line  curves  of  Fig.  44  are  obtained.     These  curves,  for  which 
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Fig.  45.    Curves  op  Energy  Input  to  200-Ton  Train  for  various  Lengths  op  Run  and 

Schedule  Speeds. 

Assumed  mean  rate  of  acceleration  and  braking  =  1  mile  per  hoar  per  second  ;  level  track. 

the  stops  are  taken  as  of  15  seconds  duration,  show  the  relation  between  schedule 
speed  and   watt-hours   at  axles   per  ton-mile  for  a   200-ton   train.     For   lighter 

trains  the  energy  required  at  the  axles  per  ton-mile 
would  be  slightly  greater,  and  vice  versd  for  heavier 
trains. 

With  a  view  to  obtaining  corresponding  values 
for  the  total  input  to  the  car,  the  efficiency  assumptions 
indicated  by  the  dotted  lines  of  Fig.  44  have  been 
made.  These  efficiencies  are  taken  lower  the  more 
severe  the  service,  the  degree  of  severity  of  the  service 
being  indicated  by  the  extent  to  which  a  curve  at  the 
point  under  consideration  has  approached  the  horizontal 
direction.  In  general  the  service  is  more  severe  the 
more  frequent  the  stops  for  a  given  schedule  speed, 
or  the  greater  the  schedule  speed  for  a  given  frequency 
of  stops.  The  more  severe  the  service  the  greater  is 
the  length  of  time  that  rheostatic  losses  are  occurring. 
The  efficiency  curves  are  only  rough  approximations, 
and  may  be  considered  as  giving  a  general  idea  of 
the  values  obtaining  in  series-parallel  control  with 
600-volt  trolley  pressure  and  continuous-current 
motors. 

The  results  for  the  watt-hours  input  to  the  train 
per  ton-mile  as  a  function  of  the  schedule  speed  and 
length  of  run  from  start  to  stop,  are,  for  15-8econd  stops,   given  in  the  curves 
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of  Fig.  45  for  a  200-ton  train,  the  mean  rate  of  acceleration  and  braking  being 
taken  at  1  mile  per  hour  per  second. 

Item  XXII.  of  Table  XL  shows  the  dependence  upon  the  accelerating  rate 
of  the  maximum  to  the  average  power  at  the  axles  for  the  2-mile  run  at  an 
average  speed  of  80  miles  per  hour.  The  values  are  plotted  in  the  curve  of 
Fig.  46.  Here  we  see  plainly  one  of  the  disadvantages  of  a  high  rate  of 
acceleration.  It  entails  equipments  of  high  maximum  capacity,  and  also  power- 
house plant  and  line  with  high  maximum  capacity.  The  larger  the  number  of 
equipments  in  service,  the  more  will  the  disadvantages  of  a  high  ratio  of  maximum  to 
average  capacity  be  decreased,  since  the  peaks  of  load  of  the  different  equipments 
will  be  so  distributed  as  to  give,  at  the  power-house,  a  far  lower  value  for  the 
ratio  of  maximum  to  average  load.  Herein  lies  one  of  the  great  advantages  of 
electric  traction ;  for  while,  for  such  a  service  as  that  corresponding  to  the  curve 
of   Fig.  46/  a  steam  locomotive  would  be  obliged  to  provide  energy  at  the  axles 
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Fig.  47.    Typical  Train  Characteristic  (S.-T.)  Curves  for  Trains  operated 

BY  Continuous  Current. 


at  rates  constantly  varying  through  a  wide  range,  an  electric  service,  with 
jiumeroiis  trains  fed  from  a  single  power-house,  would  give  a  relatively  constant 
load  on  the  prime  movers  at  the  power-house,  and  such  a  number  of  sets  may  at 
any  time  be  placed  in  service  as  shall  suffice  to  ensure  operation  at  an  economical 
range  of  loads. 

Again,  another  reason  for  operating  at  low  accelerating  rates  in  steam  service, 
is  seen  from  Fig.  46.  Were  a  steam  road  to  operate  trains  at  a  schedule  speed 
of  80  miles  an  hour  between  stops,  and  with  one  stop  every  2  miles,  the  moderate 
rate  of  acceleration  of  1*4  miles  per  hour  per  second  would  give  a  ratio  of  maximum 
to  average  load  at  axles  of  over  10 : 1,  and  would  entail  very  low  economy  at  the 
locomotive.  Somewhat  higher  rates  of  acceleration  than  this,  and  consequently 
higher  schedule  speeds,  can,  however,  generally  be  economically  provided  for  by 
electrical  operation  where  a  frequent  service  is  employed,  since  the  peaks 
occasioned  by  each  of  the  numerous  trains  will  occur  at  different  times,  resulting 
in   a    relatively   uniform'   load    on    the    engines    at    the   power-house,    and    thus 
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permitting  of  far  smaller  total  steam  engine  capacity  than  the  sum  of  the  maximum 
capacities  of  the  numerous  locomotives  which  would  be  required  with  a  steam 
locomotive  service. 

In  a  recent  paper  ("  Technical  Considerations  in  Electric  Railway  Engineering/' 
Institution  of  Electrical  Engineers,  January  2Sth,  1906),  Garter  has  published  the 
curves  reproduced  in  Fig.  47,  which  show  typical  speed-time  curves  for  trains 
operated  by  continuous  current.  Carter  acknowledges  that  credit  is  due  to 
Mr.  E.  n.  Anderson  for  first  pointing  out  this  use  of  a  single  curve  for  a  number 
of  runs.  As  it  will  appeal  to  many  engineers  as  more  useful  in  rapid  work,  the 
authors  have  developed  from  Carter's  curves,  as  shown  in  Fig.  47,  the  chart 
of  curves  given  in  Fig.  48. 
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THE  STUDY  OF  THE  CHAEACTEEISTICS  OP  ELECTRIC  EAILWAY 
MOTORS  AND  OF  SECTION  CHARACTERISTICS  AND  THE  CON- 
STRUCTION OF  LOAD   CURVES 

IN  the  vast  majority  of  electric  traction  undertakings,  the  continuous-current  series 
motor  is  employed.  A  considerable  range  of  variation  is  possible  in  the  design 
of  this  type  of  motor;  the  feature  which  chiefly  affects  the  form  of  the  speed-time  curve 
during  the  accelerating  interval  is  the  degree  of  saturation  of  the  magnetic  circuit. 
In  the  series  motor,  the  field  excitation  is  supplied  by  the  main  current,  which 
passes  not  only  through  the  armature  windings,  but  also  through  the  field  magnet 
windings  on  its  way  from  the  trolley  or  third  rail  to  the  track  rails  or  other  return 
conductor.  The  excitation  is  consequently  proportional  to  the  input  to  the  motor, 
and  hence  also  roughly  proportional  to  the  load  on  the  motor,  and  were  it  not  for 
the  saturation  of  the  magnetic  circuit  and  for  the  internal  resistance  drop,  the  speed 
at  constant  terminal  voltage  would  be  inversely  proportional  to  the  amperes  input,  as 
shown  in  curve  A  of  Pig.  49,  where,  for  instance,  at  50  per  cent,  of  full  load,  the  speed 
is  double  that  at  full  load.  In  other  words,  letting  I  =  current  input,  and  letting 
R.P.M.  =  speed  in  revolutions  per  minute,  then,  assuming  100  per  cent,  efficiency 
and  no  saturation  of  the  magnetic  circuit,  we  should  have  for  all  inputs 

I  X  R.P.M.  =  constant. 
Thus  curve  A  of  Fig.  49  represents  the  limiting  case  with  decreasing  saturation. 
Now,  the  other  limiting  case  would  be  met  in  a  motor  with  a  magnetic  circuit 
reaching  complete  saturation  with  an  infinitely  small  current,  and  incapable  of 
transmitting  an  increased  magnetic  flux  with  increasing  current.  Obviously,  with  such 
a  motor,  the  speed  (neglecting  the  internal  I.R.  drop)  would,  for  constant  terminal 
voltage,  be  constant  for  all  loads.  The  horizontal  line  B  of  Fig.  49  is  the  speed 
curve  for  this  limiting  case.  This  latter  is,  in  practice,  an  utterly  unapproachable 
limit ;  nevertheless  the  series  motors  in  most  extensive  use  are  designed  with  a  highly 
saturated  magnetic  circuit  at  full  load  current.  For  a  representative  motor  we  shall 
take  the  G.E.  66  A.,  of  which  over  a  couple  of  hundred  are  in  use  on  the  Central 
London  Railway  and  the  Great  Northern  and  City  Railway,  and  many  hundreds 
more  on  the  elevated  and  underground  railways  of  New  York  and  other  American 
and  Continental  cities,  as  well  as  on  the  North-Eastern  Railway  in  this  country. 
Some  of  the  characteristic  curv^es  of  this  motor  are  reproduced  in  Fig.  50.  These 
curves  are  based  on  the  employment  of  a  gear  reduction  of  71  to  18  (or  a  ratio  of 
8*94),  and  on  a  wheel  diameter  of  34  ins.  For  our  present  purpose  we  wish  to 
express  the  speed  in  terms  of  the  percentage  speed  at  rated  full  load,  and  use  as 
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abscissae  the  percentage  of  the  output  at  rated  full  load.    We  must  digress  for  the 
moment  to  explain  the  basis  of  the  nominal  rating  employed  for  railway  motors. 

An  arbitrary  basis  of  rating  for  railway  motors,  which  has  now  been  in  generally 
accepted  use  for  a  number  of  years,  defines  the  nominal  capacity  as  the  horse-power 
output,  causing  75  degrees  Gent,  thermometrically  determined  temperature  rise  of 
the  hottest  accessible  part  after  1  hour's  continuous  run  on  a  testing  stand  at 
rated  voltage.    Kailway  motors  in  actual  service  are  required  to  carry  an  average 
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percent,  of  Full  Load  Current  Input 

To  EXPLAIN  Connection  between  Speed  and  Input  of  Ideal  Series  Motoes. 


load  of  only  some  25  per  cent,  or  less  of  their  rated  load,  and  this  shows  the  great 
importance  of  designing  them  for  high  efficiency  at  light  loads.^  Moreover,  they  are 
inherently  capable  of  being  proportioned  to  give  this  result,  for  the  loss  in  field 
excitation,  instead  of  being,  as  in  shunt  motors,  a  component  of  the  ''  no  load "  loss, 
increases  from  a  negligibly  small  amount  at  no  load,  with  the  square  of  the  load,  and 
hence  is  a  component  of  the  so-called  "  variable  losses."  In  motors  for  light  work, 
however,  the  gearing  loss  comes  in  and  increases  the  '*  no  load  *'  losses  considerably  ; 
but  large,  direct-connected  series  motors  are  inherently  of  very  high  efficiency  at  light 

^  '*  The  continnous  capacity  of  railway  motors  (/.e.,  the  load  they  can  take  continuously)  may  be 
taken  as  approximately  one-fourth  of  the  commerciaJ  rating." — Carter,  **  Some  Notes  on  High-speed 
Electric  Railway  Work'*  (paper  read  before  the  Rugby  Engineering  Society  December  1st,  1904). 
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loads.  These  considerations  have  reference  exclusively  to  motors  and  gearing;  but 
it  should  be  kept  in  mind  that  series  motors  require  auxiliary  controlling  apparatus 
in  which,  when  starting,  very  considerable  losses  take  place  in  external  resistances 
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CUEVES  SHOWING  EFFICIENCY,   SPEED,  AJ^D  TRACTIVE  FORCE  OF  G.E.   66  A.  MOTOB 

OF  125  H.-P.  RATED  Output. 


for  continuous-current  motors,   and   in   transformers  and  potential  regulators  for 
alternating  current  motors. 

The  G.E.  66  A.  is  rated  at  125  h.-p.  From  Fig.  50  we  see  that  its  efficiency  in  the 
neighbourhood  of  this  load  is  about  90  per  cent.  The  curves  relate  to  its  performance 
with  500  volts  at  its  terminals.     Hence  the  amperes  input  at  rated  load — 

125  X  746        _._ 
=  0-90  X  500  =  2^^  amperes. 
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The  ordinate  indicated  by  the  broken  line  in   Fig.   60  thus  corresponds  to  the 
rated  load.    We  find  from  the  speed  curve  that,  with  the  given  gear  ratio  and  wheel 
diameter,  the  corresponding  speed  is  14  miles  per  hour. 
14  m.p.h.  =  14  X  6,280  =  74,000  ft.  per  hour  =  74,000/60  =  1,280  ft.  per  minute. 

Car  wheel  diameter  =  34  ins. 

Car  wheel  circumference  =  84  X  ^  =  107  ins.  =  8*92  ft. 

.'.  Speed  of  car  wheels  at  rated  load  of  motors  {i.e,  208  amperes  per  motor) 
=  1,280/8-92  =  188  r.p.m. 

.'.  Speed  of  motors  at  rated  load  of  208  amperes  per  motor  =  188  X  8*94  =  644 
r.p.m. 

By  means  of  the  slide  rule  one  readily  derives  the  values  set  forth  in  Table  XIV. 


Table  XIV. 

O.E.  66  A,  Railway  Motor  at  600  Volts.    Ratio  of  gearing  =  8*94.     Diameter  of  car 

wheels  =  84  ins. 


Amperes  input 
Watts  input  . 
Per  cent,  efficiency 
Watts  output 
Horse-power  output 
Per  cent,  of  rated  load 
Speed  train  in  miles  per  hour 
Speed  motors  in  revolutions 

per  minute 
Speed  motors  in  per  cent,  of 

full  load  speed   . 


260 

208 

160 

120 

80 

40 

80 

180,000 

104,000 

80,000 

60,000 

40,000 

20,000 

16,000 

88 

90 

90 

89 

85 

70 

60 

114,000 

98,500 

72,000 

58,400 

84,000 

14,000 

7,500 

153 

125 

96-6 

71-5 

45-5 

18-8 

10-1 

122 

100 

77-2 

57-8 

86-4 

150 

8-8 

12-8 

140 

15-5 

17-5 

22-5 

89-0 

497 

644 

601 

680 

874 

1,610 

91-6% 

100% 

110-6% 

126% 

161% 

278% 

21 
10,500 


Prom  the  results  in  Table  XIV.  the  full  line  curve  of  Pig.  51  has  been  drawn.  The 
two  broken  lines  in  Fig.  51  represent  the  limits  for  no  saturation  and  absolute  saturation 
respectively.    These  have  merely  been  transferred  from  Fig.  49. 

The  latest  type  of  train  on  the  Central  London  Railway  comprises  two  motor  cars 

and  five  trailer  cars,  the  motor  cars  being  at  the  opposite  ends  of  the  train.     The 

motor  cars  weigh  28  tons  each,  and  the  trailers  weigh  18*5  tons  each.      The  total 

seating  capacity  of  the  train  is  for  824  passengers,  or  2*85  passengers  per  ton  of 

unloaded  train.    Taking  an  average  load  factor  of  25  per  cent,  during  the  period  of 

service  of  the  train,  we  have  an  average  of  81  passengers  per  train,  or  a  live  load  of 

(81  X  140)/2200  =  5*15  metric  tons,  thus  giving  for  the  weight  of  train  with  average 

load — 

Motor  cars  ==  2  x  23         =  46*0  tons, 

Trailers       =  5  x  18-5      =  67*5  tons. 


Passengers  = 


81  X  140 
2200 


=     5*2  tons. 


118-7  tons, 
or,  say,  120  tons  for  the  total  train  weight. 

The  motor  equipment  is  made  up  of  two  G.E.  66  A.  motors  on  each  of  the  two 
motor  cars,  or  a  total  of  four  G.E.  66  A.  motors  per  train  of  120  tons.  As  the  curves 
of  Fig.  50  relate  to  one  G.E.  66  A.  motor,  it  will  be  convenient  to  derive  from  them 
other  data  for  the  total  tractive  force  and  total  input  to  the  motors.     For  the  present 
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the  losses  in  the  controUmg  rheostats  will  be  neglected.  In  actual  practice  the 
motors  are,  at  the  moment  of  starting,  connected  two  in  series  and  two  in  parallel ; 
and,  after  the  acceleration  is  about  half  completed,  all  four  motors  are  thrown  in 
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Fig.  61.    To  EXPLAIN  Connection  between  Speed  and  Input  of  G.E.  66  A.  Motoil 

parallel.  This  method  of  operation  by  "  series-parallel  control "  reduces  the  rheostat 
loss.  But  for  the  purpose  of  explaining  the  points  under  immediate  consideration,  we 
shall  first  assume  that  all  four  motors  are  in  parallel  from  the  moment  of  starting. 
The  four  motors  develop  4  X  125  =  500  h.-p.  at  4  X  208  =  882  amperes  input  when 
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the  terminal  pressure  is  500  volts.     With  S4-in.  wheels  and  a  gear  ratio  of  8*94,  this 
corresponds  to  a  speed  of  14-0  miles  per  hour,  or 

(14-0  X  5280)  /  60  =  1,230  ft,  per  minute. 

The  output  in  foot-pounds  per  minute  =  500  X  88,000  =  16,500,000. 

Hence  the  tractive  force  at  full  load  is 

16,500,000/1280  =  18,400  lbs., 
or  18,400/832  =  16*1  lbs.  per  ampere  at  500  amperes.  \  - 

For  a  motor  with  constant  efficiency  at  all  loads  and  with  constant  speed  (as 
represented  by  curve  B  of  Fig.  49),  the  tractive  force  per  ampere  would  be  a  constant 
for  all  values  of  the  current ;  for  a  motor  with  constant  efficiency  at  all  loads,  but  with 
the  speed  curve  A  of  Fig.  49,  i.e.,  for  a  motor  with  no  saturation  of  the  magnetic 
circuit,  the  tractive  force  per  ampere  would  be  proportional  to  the  current ;  for  the 
practical  case  of  the  G.E.  66  A.  motor,  the  tractive  force  would  vary  at  an  intermediate 
rate.  The  tractive  force  per  ampere  for  this  last  case  is  worked  out  in  Table  XV.,  the 
curves  of  Fig.  50  serving  as  the  basis  for  the  calculations. 


Table  XV. 

Four  G.E.  66  A.  Railway  Motors.     Ratio  of  gearing  =  8*94.     Diameter  of  car  wheels 

=:  84  ins.     All  four  motors  in  parallel. 


Amperes       input      per 

motor 

260 

208 

160 

120 

80 

40 

30 

21 

Amperes  input  for  four 

motors 

1,040 

832 

640 

480 

320 

160 

120 

84 

Speed  train  in  miles  per 

hour  .... 

12-8 

140 

15-5 

17-5 

22-5 

390 

^— 

Speed  train  in  feet  per 

minute 

1,126 

1,230 

1,363 

1,540 

1,980 

3,430 

— 

Kilowatt  input  at  500 

volts  .... 

520 

416 

320 

240 

160 

80 

60 

42 

Efficiency  at  500  volts  . 

88 

90 

90 

89 

85 

70 

50 

Kilowatt  output  at  500 

volts  .... 

457 

374 

288 

214 

136 

56 

30 

— 

Horse-power  output  at 

500  volts    . 

613 

500 

386 

287 

182 

750 

40-2 

Output  in  foot-pounds 

per  minute 

20,200,000 

16,600,000 

12,700,000 

9,460,000 

6,000,000 

2,480,000 

1,330,000 

— 

Tractive  force  in  pounds 

17,900 

13,500 

9,300 

6,150 

3,030 

725 

Tractive  force  in  pounds 

per  ampere  * 

17-2 

161 

14-5 

12-8 

9-46 

4-53 

—  ■■ 

—    ^ 

1  These  values  are  approximately  proportional  to  the  flux. 


The  results  are  plotted  in  the  full  line  curve  of  Fig.  62,  together  with  the  limiting 
curves  for  equivalent  motors  with  increasing  and  decreasing  saturation  of  the  magnetic 
circuit. 

Assuming  constant  internal  losses  in  a  series  motor,  the  tractive  force  exerted 
will  be  precisely  the  same  for  a  given  current  through  the  motor,  whether  the  motor 
be  at  rest  or  running  at  any  speed.  Now  we  shall  introduce  but  slight  inaccuracy  by 
neglecting  the  difference  in  the  internal  losses,  and  we  are  thus  enabled  to  deduce  the 
initial  accelerating  rate  which  we  may  obtain  with  any  current.  This  is  done  in 
Table  XVI. 
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Table  XVI. 

Four  O.E.  66  A.  Railway  Motors.     Ratio  of  gearing  =  3*94.     Diameter  of  car  wheels 

=  34  ins.    All  four  motors  in  paraUeL 


Amperes  input  per  train 
Tractive  force  in  pounds 

,,  ,,  „    per  ton  weight 

of  train 
Initial  rate  of  acceleration  in  miles  per 
hour  per  second,  neglecting  the  train 
resistance  at  very  low  speeds  . 


480  <   820  I   160 


120 


9,300  6,150  I  3,080    725   — 


84 
0 


61-2 


0-512 


25*2 


6-1  I  — 


0-252  0061 


0 


Curve  I.  in  Fig.  53  is  plotted  with  ordinates  equal  to  the  tractive  force  per  ton 
weight  of  train,  and  with  abscisssB  equal  to  the  amperes  input  with  all  four  motors  in 


I 

V. 


5 


24 

23 
22 
2/ 
20 

t 

t 

f 

/ 

f 

/A 

/ 

n 

16 
15 
14 
IS 
12 

n 

10 
9 

8 

7 

5 

5 

^ 

^ 

^ 

^^ 

Lh 

nit 

tor 

ft| 

fivi 

/en 

iMc 

tor 

1^ 

^i 

th 

hig 

h/y 

Sac 

ira 

ted 

Ms^ 

net 

^ 

Ich 

*CUi 

t  a 

id  i 
F\ 

^fic 

'0 

fen 

/ 

/ 

'j^ 

i 

/ 

J 

/ 

i 

7 

I 

f 

\ 

i 

2 

^ 

k 

■| 

7 

i 

^ 

Jt 

i 

f 

?• 

* 

< 

t 

■/ 

1.. 

1 

/4 

^ 
> 

r 

i^.if 

■ 

> 

•9 

// 

*^* 

1 

,1' 

' 

1 

0 

/I 

_ 

Fig.  52. 


WO  200  300  400  500  600  700  QOOT  900  1000  1100  1200 
Amperes  Input  to  Four  Motors  in  Parallel 

To  EXPLAIN  Connection  between  Tractive  Porce  and  Input,  using  Four  G.E. 

66  A.  Motors. 
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parallel.  This  same  curve,  owing  to  a  purely  accidental  coincidence  resulting  from 
the  particular  system  of  units  we  have  employed  in  these  articles,  might  also  be  read, 
as  indicated  in  the  figure,  to  ordinates  expressing  the  initial  acceleration  in  miles  per 
hour  per  second,  provided  that  the  train  resistance  could,  at  very  low  speeds,  be 
neglected.  From  Fig.  6  (on  p.  9)  we  find,  however,  that  the  train  resistance  at 
low  speeds  amounts  to  some  6  lbs.  per  ton.  Hence  curve  II.  has  been  added  on 
Fig.  53,  with  ordinates  reduced  by  6  lbs.  below  the  corresponding  points  of  curve  I. 


ZOO 


I 

I 


Amperes  /nput  to  four  Motors, 

Fig.  63.    To  EXPLAIN  Connection  between  Tractive  Force  {Curve  I.),  Initial 

ACCELERATING  EaTE   (CuRVE  II.)  AND  InPUT,   ITSINO  FoUR  G.E.  66  A,  MOTORS. 


Now,  suppose  we  wish  to  operate  one  of  these  Central  London  trains  with  a 
constant  rate  of  acceleration  of  1  mile  per  hour  per  second.  When  the  train  is  at  rest, 
we  shall  require  such  a  resistance  in  the  circuit  as  to  permit  the  500  terminal  volts 
to  send  in  800  amperes.  Obviously  we  shall  require  500/800  =  0*625  ohm  in  the 
circuit.  Two  factors  would  enter  to  reduce  the  amount  of  resistance  required  at  the 
first  instant.  The  first  factor  is  the  inductance  of  the  motors  (chiefly  in  the  field 
windings),  and  of  the  apparatus  and  lines  through  which  these  derive  their  supply. 
The  second  factor  is  the  great  resistance  of  the  train  when  at  rest,  which  makes  it 
necessary,  for  the  first  instant,  to  have  a  much  heavier  current  to  obtain  the  desired 
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initial  acceleration  of  1  mile  per  hour  per  second.  We  can,  however,  neglect  these 
two  figures  for  the  present  investigation ;  we  shall,  therefore,  assume  that  the  train 
starts  as  calculated,  with  an  acceleration  of  1  mile  per  hour  per  second.  But  imme- 
diately the  motors  begin  to  gain  speed,  they  generate  a  counter-electromotive  force 
which  will  reduce  the  voltage  across  the  external  resistance,  and  hence  also  the  current 
and  the  accelerating  rate,  until  a  section  of  the  rheostat  is  cut  out.  The  accelerating 
rate  may  thus  be  restored  and  maintained  at  the  original  value,  by  successively  cutting 
out  sections  of  the  starting  rheostats.  Suppose  that  when  the  last  section  of  external 
resistance  is  cut  out,  the  motors  are  running  at  a  speed  corresponding  to  but  470  volts 
counter-electromotive  force.  At  first  a  current  will  flow  equal  to  {(600 — 470)/intemal 
resistance  of  motors}  ;  but  this  will  gradually  be  reduced  by  the  increasing  counter- 
electromotive  force  of  the  motors,  and  the  current  will  gradually  fall,  approaching  as  a 
limit  the  value  required  to  overcome  the  tractive  resistance  of  the  train  at  the 
corresponding  speed. 

The  subject  of  "acceleration  on  the  motor  curve"  has  occasioned  a  good  deal  of 
discussion,  and  should  be  considered  with  some  care  at  this  point. 

The  internal  resistance  of  the  G.E.  66  A.  motor  at  75  degrees  Cent,  is  equal  to  0*13 
ohm.  Resistance  of  four  motors  in  parallel  =  0"13/4  =  0*033  ohm.  Suppose  we  wish,  in 
the  case  of  the  standard  Central  London  train,  to  have  an  initial  acceleration  of  1  mile  per 
hour  per  second.  We  have  already  seen  that,  neglecting  the  reactance  of  the  circuits  and 
the  higher  resistance  of  the  train  when  at  rest,  we  should  require  a  resistance  of  500/800 
=  0*625  ohm ;  and  of  this  the  resistance  external  to  the  motors  would  be  0*625 — 0*033 
=  0*59  ohm.  The  current  flowing  from  the  line  at  the  instant  of  closing  the  circuit  will 
be  800  amperes.  Let  us,  as  an  approximation,  consider  successive  intervals  of  1*0  second 
each.  For  the  first  ten  of  these  intervals  let  us  leave  the  external  resistance  unchanged. 
At  the  end  of  1  second  the  speed  of  the  train  will  be  nearly  1  mile  per  hour ;  it  will  not 
be  quite  1  mile  per  hour,  for,  as  we  are  about  to  ascertain,  the  current,  and  hence 
the  accelerating  rate,  will  decrease  during  the  course  of  the  1  second  interval.  Let 
us  take  it,  however,  at  approximately  1  mile  per  hour.  From  Fig.  50  we  find  that  with 
a  current  of  800/4  =  200  amperes  per  motor,  the  constant  speed  of  the  motor  is  14  miles 
per  hour  when  operated  with  500  volts  across  its  terminals.  Its  counter-electromotive 
force  is  then  500—200  x  0*13  =  500 — 26  =  474  volts.  Hence,  with  the  same  current 
strength  of  200  amperes  per  motor,  the  counter-electromotive  force  at  a  speed  of  1  mile 
per  hour  will  be  (1/14)  x  474  =  33*8  volts. 

Hence  the  current  input  to  the  four  motors  in  parallel  will,  at  the  end  of  1 
second,  be  equal  to  (500  —  33*8)/0*625  =  745  amperes. 

For  this  current  strength,  we  find  from  curve  II.  of  Fig.  53  that  the  accelerating 
rate  is  only  0*90  miles  per  hour  per  second.  Hence  the  mean  acceleration  for  the  first 
second  will  be  but  (1*00  +  0*90) /2  =  0*95  mile  per  hour  per  second.  Were  this  main- 
tained during  the  following  second,  the  speed  at  the  end  of  2  seconds  would  be  1*90 
miles  per  hour,  the  counter-electromotive  force  would  be  1*9  X  (474/14)  =  64  volts, 
and  the  current  input  to  the  four  motors  in  parallel  would  be  (500  —  64)/0*625  =  697 
amperes. 

The  smaller  the  component  intervals  for  which  we  make  the  calculations,  the  more 
correct  will  be  the  result.  Making  precise  calculations  by  the  less  elementary  but  more 
exact  method  (described  in  the  note  on  p.  63),  for  the  first  10  seconds  during  which 
the  external  resistance  is  maintained  constant  at  0*59  ohm,  we  obtain  values  from 
which  the  curves  of  Figs.  54,  55,  and  56  have  been  plotted.  It  is  evident  that  the 
mean  acceleration  for  the  first  10  seconds  is  only  0*69  mile  per  hour  per  second.     At 
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the  end  of  10  seconds,  the  speed  is  6*9  miles  per  hour.  Let  us  now  reduce  the  resistance 
in  the  motor  circuit  to  such  a  value  that  the  acceleration  is  restored  to  its  original 
value  of  1  mile  per  hour  per  second.  This  must  be  such  a  resistance  as  shall  bring 
the  current  again  up  to  its  original  value  of  800  amperes.  At  a  speed  of  6*9  miles 
per  hour,  this  latter  current  produces  a  counter-electromotive  force  of  33'8  X  6*9  =  284 
volts ;  the  voltage  drop  in  the  resistance  must  therefore  be  500  —  234  =  266  volts, 
and  the  resistance  =266/800  =  0*333  ohm,  corresponding  to  an  external  resistance 
of  0-333  —  0-033  =  0*30  ohm. 

From  Figs.  57,  58  and  59,  we  see  that,  during  the  next  10  seconds,  the  accelera- 
tion decreases  from  I'O  mile  per  hour  per  second  to  0*39  mile  per  hour  per  second, 
the  current  input  decreases  from  800  amperes  to  450  amperes,  and  the  speed  increases 
from  6-9  miles  per  hour  to  13-1  miles  per  hour ;  the  mean  acceleration  during  the 
second  step  (10  to  20  seconds)  is  therefore  0*62  mile  per  hour  per  second.  Let  us  now 
again  cut  out  the  external  resistance  in  order  to  bring  the  acceleration  up  to  its  original 
value.  We  find,  by  the  method  which  we  employed  for  the  second  stage,  that  the 
resistance  in  the  motor  circuit  for  the  third  stage 

500  -  33-8  X  13-1       500  -  443        57        ^  ^^,    , 

=  800 =         800         =  800  =  O'^^l  ^^°^' 

therefore  the  external  resistance  =  0-071  —  0-033  =  0-038  ohm. 

The  results  of  employing  this  resistance  in  circuit  during  the  following  seconds 
are  shown  in  the  third  sections  of  Figs.  57,  58,  and  59.  The  speed  is  now  18-5  miles 
per  hour,  the  average  acceleration  during  the  third  step  being  0*54  mile  per  hour 
per  second,  and  the  average  acceleration  during  the  total  30  seconds  from  the  start 
=  0-62  mile  per  hour  per  second. 

Knowing,  as  we  now  do  from  the  curves  of  Fig.  57,  that  the  rate  of  acceleration 
will  fluctuate  more  widely  at  each  succeeding  10-second  interval,  we  draw  the  con- 
clusion, borne  out  in  practice,  that  the  interval  of  running  on  each  successive  step 
should  be  decreased.  Thus,  if  we  worked  between  the  limits  of  800  amperes  and  500 
amperes,  the  first  three  intervals  would  be  (roughly)  10,  7,  and  6  seconds ;  this 
would  obviously  affect  the  subdivision  required  in  the  rheostats.  The  matter  is  very 
complicated,  and  is  rendered  still  more  so  by  the  customary  practice  of  operating  with 
"  series  parallel  "  control,  to  which  we  shall  shortly  give  our  attention. 

The  main  point  to  which  u'g  here  wish  to  draw  attention  is,  that  the  whole  accelerating 
interval  is  made  up  of  sections,  during  each  of  which  we  are  "  running  on  the  motor 
characteristic,'^  except  in  so  far  as  the  motor  characteristic  is  modified  by  a  resistance  of 
constant  value  in  series  with  the  internal  resistance  of  the  motor. 


Note  on  the  Exact  Method  used  in  obtainiTig  Figs.  54  to  59. 

The  exact  method,  essentially  a  graphical  one,  consists  in  deriving  a  relation 
between  speed  and  acceleration.  For  that  purpose,  in  Fig.  60  the  current  inputs  have 
been  taken  as  abscissae.     As  ordinates  have  been  plotted — 

(1)  The  tractive  force  in  pounds  per  ton  (tjtken  from  Fig.  53) ; 

(2)  The  speed  in  miles  per  hour,  corresponding  to  the  current  input  and  to  the 

resistance  in  the  motor  circuit. 
In  Fig.  60,  0-625  ohm  has  been  taken  as  total  resistance.      The  internal  voltage 
would  be  (500  —  0*625  L),  while  for  the  speed  curve  given  in  Fig.  50    the  internal 
voltage  for  the  same  current  would  be  (500  —  0*033  L). 
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To  obtain  the  speed  curve  in  Fig.  60,  it  has  merely  been  necessary  to  calculate 
the  ratio 

500  -  0-625 1. 

500  —  0-088 1, 
for  various  currents,  and  to  multiply  the  speed  given  in  fig.  50  by  this  ratio. 

From  Fig.  60,  curve  I.  of  Fig.  61  may  be  plotted,  with  speeds  as  abscissae  and 
tractive  forces  as  ordinates.  The  train  resistance  is  plotted  as  a  function  of  the  speed 
in  curve  II.  of  Fig.  61 ;  and  the  difference  between  curve  I.  and  curve  II.  equals  that 
part  of  the  tractive  force  directly  available  for  acceleration.    As  a  tractive  force  of 
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Fig.  60.    Chakaoteeistic  Curves  of  Pahallel  Operation  of  Four  G.E.  66  A.  Motors. 


100  lbs.  per  ton  produces  an  acceleration  of  1  mile  per  hour  per  second,  the  required 
relation  between  speed  and  acceleration  has  thus  been  found.  For  clearness,  this  has 
been  plotted  again  in  Fig.  62.  In  Fig.  63,  a  curve  has  been  plotted  with  time  in 
seconds  as  abscissae,  and  speed  in  miles  per  hour  as  ordinates.  This  latter  curve  is 
derived  from  the  curve  in  Fig.  62,  since  we  know  that  the  tangent  to  the  speed-time 
curve  in  Fig.  63  is  proportional  to  the  corresponding  value  of  the  acceleration  in  the 
curve  in  Fig.  62. 

The  method,  as  described  above,  can  be  used  for  any  resistance,  and  in  case  it  is 
desired  to  calculate  a  total  set  of  resistances,  a  great  many  interesting  relations  may 
be  found  between  the  different  curves  representing  the  various  resistances. 

"Without  going  into  the  details  of  the  calculation,  which  would  be  on  the  lines 
already  set  forth  in  the  previous  example,  we  give  in  Figs.  64,  65,  and  66  a  set  of 
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curves  (corresponding  to  those  of  Figs.  57,  58,  and  59)  for  a  mean  acceleration  of 
1  mile  per  hour  per  second,  in  which,  instead  of  maintaining  constant  time  intervals 
per  step,  we  work  between  a  maximum  of  980  amperes  and  a  minimum  of  690  amperes 
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input  to  the  four  motors  in  parallel  on  each  step.  This  accelerating  rate  is  maintained 
until  a  speed  of  18'4  miles  per  hour  is  attained.  The  resistance  per  controller  point 
and  the  number  of  seconds  duration  of  run  on  each  point  are  set  forth  in  Table  XVII. 


Table  XVII. 

Controller  Positions  for  Four  0,E.  66  A  Motors.     Mean  acceleration  =  1  mile 

per  hour  per  second.     Speed  =  13*4  miles  per  hour. 


Controller 
Point. 

Time  In  Seconds  un 
each  Point. 

Resistance  in  Series  with 

Motors  on  each  Point,  in 

Ohms. 

1 

2 
8 
4 

5 

8-9 
8-2 
2-6 
21 
1-6 

■ 

0-50 
0-36 
0-24 
0-14 
0-064 

18'4  seconds  have  now  elapsed  since  the  current  was  thrown  on.  Let  the 
movement  to  the  sixth  controller  point  consist  in  cutting  out  the  remaining  external 
resistance  of  0*064  ohm,  and  let  the  motors  continue  to  accelerate  with  only  the 
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internal  resistance  of  the  four  motors  in  parallel,  i.e.,  0*033  ohm,  in  circuit.  We  are 
thus  "  accelerating  on  the  motor  characteristic,"  as  it  is  generally  described.  Let  us 
continue  running  on  the  motor  characteristic  for  85*6  seconds.  The  acceleration  will 
gradually  decrease,  and  at  the  end  of  85*6  seconds,  which  is  99  seconds  from  the  time 
of  starting,  the  acceleration  will  have  decreased  to  only  0*06  mile  per  hour  per  second 
(see  Fig.  67).  At  this  point  a  speed  of  28*A  miles  per  hour  will  have  been  attained  (see 
Fig.  69).  Let  the  current  now  be  cut  oflf,  and  the  train  permitted  to  coast  (or  drift) 
for  41  seconds.  The  retardation  during  coasting  will  be  due  solely  to  the  train  friction. 
From  Fig.  6  (on  p.  9  of  Chapter  I.)  we  see  that,  at  speeds  of  some  27  miles  per  hour  the 
train  friction  of  a  120-ton  train  has  on  the  Central  London  Eailway  been  determined 
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A        e        B        io 

Time  m  Seconds 
Fig.  63. 


FigB.  62  and  63.    Chahaoteristio  Citrves  of  Parallel  Operation  of  Four  O.E.  66  A  Motors. 

as  about  9  lbs.  per  ton.  On  p.  21  of  Chapter  II.  the  rule  was  given  that  on  a  level 
track  a  tractive  force  of  100  lbs.  per  ton,  in  addition  to  the  force  required  to  overcome 
the  tractive  resistance,  imparts  to  a  train  an  acceleration  of  1  mile  per  hour  per 
second.  Hence  it  follows  that  a  train  friction  of  9  lbs.  per  ton  will  produce  a 
retardation  of  0*09  mile  per  hour  per  second.  Therefore,  at  the  end  of  41  seconds  of 
coasting,  the  speed  will  have  fallen  by  41  X  0*09  =  8*7  miles  per  hour  below  the 
maximum  speed  of  28*4  miles  per  hour,  or  to  24*7  miles  per  hour.  At  the  end  of 
41  seconds  of  "drifting,"  140  seconds  will  have  elapsed  since  starting.  Let  the  brakes 
now  be  applied,  and  with  a  pressure  sufficient  to  increase  the  total  train  friction  to 
100  lbs.  per  ton.  This  will  increase  the  rate  of  retardation  to  1  mile  per  hour  per 
second,  and  will  bring  the  train  to  rest  in  24*7  (say  25)  seconds,  or  165  seconds  from 
the  start.     Now  during  the  acceleration  on  the  first  five  controller  points,  t.c,  during 

(A 
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the  first  13*4  seconds,  we  maintained  a  mean  acceleration  of  1  mile  per  hour  per 
second.     Hence,  for  this  interval,  the  mean  speed  was   6*7    miles   per   hour,   and 


the  distance  covered  was  6'7   X 


134 
3,600 


=    0*025  mile.      During  the  85*6  seconds  of 


operation  on  the  sixth  controller  point  the  speed  increased  at  an  ever  slower  rate,  as 
is  seen  from  the  curve  of  Fig.  69,  and  the  mean  speed  is  readily  seen  from  this 
curve  to  be  24*4  miles  per  hour.  Hence  the  distance  covered  on  the  sixth 
controller  point  ^^,^ 

=  24-4  X  g-^  =  0*584  mile. 

During  "  drifting  "  the  mean  speed  is  equal  to 

28-4  +  24-7       ^nr.     '. 

2 =  26*6  miles  per  hour, 

and  the  distance  covered  equals 


26-6  X 


41 


8,600 

During  braking  the  mean  speed  is 

24-7 


=  0-302  mile. 


and  the  distance  covered  is 


2 


=  12*4  miles  per  hour, 


12-4  X 


25 


=  0-086  mile. 


3,600 
We  have  thus  obtained  the  values  set  forth  in  Table  XVIII. 

Table  XVIII. 
Distance  Covered  during  each  Operation  for  run  of  One  Mile, 


operation. 


Time  in 
Seconds. 


Eheostatic  acceleration  . 
Acceleration  on  the  motor  curve 

Drifting 

Braking 


13-4 
85-6 
410 
250 


Mean  Rate  of 

Acceleration  in 

Miles  per  Hoar 

per  Second. 


+100 
+0-18 
-009 
-100 


Mean  Speed  In 
Miles  per  Hour. 


6-7 
24-6 
26-6 
12-6 


Distonce 

covered  in 

Miles. 


0025 
0-584 
0-802 
0086 


Adding  up  the  four  items  in  the  last  column,  we  find  that  we  have  covered  a  distance 

of  1  mile  (0'997  mile).    Hence  the  average  speed  is  equal  to    '   ^    =  21*8  miles  per 

hour.     The  acceleration,  the  current,  the  speed,  and  the  distance  at  each  moment 
from  start  to  stop  are  plotted  in  Figs.  67,  68,  69,  and  70. 

From  the  values  of  the  current  in  Fig.  68  and  the  constant  terminal  potential  of 
500  volts  we  obtain  the  kilowatts  gross  input  to  the  train  at  any  instant.  From  the 
values  of  the  resistance  external  to  the  motors  at  each  step,  which  are  given  in 
Table  XVII.,  and  the  corresponding  values  of  the  current  which  are  obtained  from 
Fig.  68,  the  kilowatts  dissipated  in  the  rheostats  at  any  moment  may  be  calculated. 
The  kilowatts  gross  input  to  the  train,  the  kilowatts  dissipated  in  rheostats,  and 
the  kilowatts  input  to  the  four  motors  are  plotted  in  the  three  curves  of  Fig.  71. 
The  curve  of  input  to  the  motors  is  repeated  in  Fig.  72,  and  there  is  also  drawn  the 
corresponding  curve  of  output  from  the  motors,  i.e.,  of  the  energy  finally  delivered  to 
the  car  wheels.     This  latter  curve  could  also  have  been  derived  from  the  speed  and 
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tractive  force  from  instant 
to  instant,  and  it  has,  as 
a  matter  of  fact,  been 
checked  by  this  means. 
From  the  curve  of  gross 
energy  consumption  in 
Fig.  71  we  find  that  the 
train  has  consumed  18,340 
kilowatt- seconds,  or  5*10 
kilowatt-hours,  in  the 
1-miIe  run  from  start  to 
stop,  or  42'2  watt-hours 
per  ton-mile.  From  the 
curve  of  energy  finally 
delivered  to  the  axles  in 
Fig.  72  we  find  that  there 
has  been  required  at  the 
axles  for  the  1-mile  run 
18,330  kilowatt-seconds, 
or  8*7  kilowatt-hours,  or 
30'7  watt-hours  per  ton- 
mile.  The  efficiency  from 
contact  shoe  to  car  wheels 
is  therefore  72*6  per  cent, 
for  this  1-mile  run  from 
start  to  stop. 

Now  let  us  carry  the 
calculations  through  for 
this  same  120-ton  train 
operating  with  one  stop 
per  mile  at  a  schedule 
speed  of  21*8  miles  per 
hour,  and  with  the 
assumption  of  constant 
acceleration  and  retarda- 
tion at  the  rate  of  1  mile 
per  hour  per  second,  and 
with  uniform  speed  opera- 
tion from  completion  of 
acceleration  to  commence- 
ment of  retardation.  In 
Figs.  73,  74,  and  75  are 
given  the  speed,  tractive 
force,  and  nett  energy 
for  this  cycle  of  opera- 
tions with  straight  line 
acceleration  and  retarda- 
tion. The  nett  energy 
required  at  the  car  wheels 
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will  be  found,  by  integrating  Fig.  75,  to  be  14,700  kilowatt-seconds,  or  4*1  kilowatt- 
hours.  These  values  are  but  slightly  (11  per  cent.)  greater  than  those  obtained  with 
operation  on  the  motor  curve  characteristic,  confirming  thereby,  at  least  for  this  case, 
the  admissibility  of  the  assumption  made  in  the  earUer  articles  of  this  series. 

Table  XIX.  gives  the  watt-hours  per  ton-mile  at  the  car  wheels,  and  also  the 
maximum  energy  at  the  car  wheels  in  watts. 


Table  XIX. 
Nett  Energy  at  Car  Wheel.    Mean  rate  of  acceleration  =  1  mile  'per  hour  per  second. 


Fig. 
Numbers,  f 


Method  of  Operation. 


67  to  72    Acceleration  on  the  motor  curve 
78  to  75  I  Straight- line  acceleration 


Watt-hours  per 

Ton-mile  at  Car 

Wheel. 


80-7 
840 


Maximum 

Bnenqr  at  Car 

Wheel  in  Watts. 


440,000 
680,000 


Average  Energy 
at  Car  Wheels 
from  Start  to 

Stop,  in  Ohms. 


81,000 
89,000 


Ratio  of 

Maximum  to 

Average  Bnennr 

at  Car  Wheels. 


5*45 
7-66 


It  is  clear  that  the  result  for  the  maximum  energy  required,  is  considerably  too 
high  when  derived  from  our  diagrams  with  "  straight-line  acceleration,"  and  this  fact 
must  often  be  taken  into  consideration  in  cases  where  the  diagram  is  used,  although, 
as  we  see,  the  error  involved  by  not  taking  it  into  consideration,  leaves  us  on  the  safe 
side.  The  "  diversity  factor  "  in  train  operation,  obscures  the  significance  of  absolute 
values  for  the  "  ratio  of  maximum  to  average  energy  at  car  wheels."  The  important 
point  is  to  realise  that  this  ratio  is  so  large  a  figure  as  6  or  thereabouts,  in  such  a 
case,  and  that  it  would  be  considerably  larger  were  it  not  for  the  decrease  effected  by 
accelerating  on  the  motor  curve. 

In  the  example  of  motor  control  which  we  have  worked  out  above  in  considerable 
detail,  we  have  assumed  a  case  where  the  four  motors  are  in  parallel  during  the  entire 
accelerating  interval.  It  is,  however,  almost  universal  practice,  where  four  continuous- 
current  railway  motors  constitute  a  single  equipment  operated  from  a  500-volt  circuit, 
to  connect  them,  two  in  series  and  two  in  parallel,  during  the  early  portion  of  the  accele- 
rating period.  After  the  resistance  in  series  with  this  series-parallel  combination  of 
the  motors,  has  been  gradually  cut  out,  the  four  motors  are  all  connected  in  parallel 
with  one  another,  but  at  first  in  series  with  external  resistance,  which  is  again 
gradually  cut  out.  To  start  the  train  with  the  same  acceleration  as  for  the  parallel 
connections  used  in  the  curves  of  Figs.  67  to  72,  the  total  resistance  on  the  motor 
circuit  would  have  to  be  double  its  former  value  ;  therefore 

2   X    (external  resistance  of  0'50  ohms  +  motor  resistance  of  0*033  ohms)  = 

1-066  ohms. 

The  internal  resistance  of  the  four  motors  in  series-parallel  (or  briefly  in 
"  series  ")  connection  is  four  times  its  former  value,  i.e. — 

4  X  0-033  =  0-13  ohms. 
The  required  external  resistance  is  therefore — 

1-066  —  0-18  =  0-934  ohms. 

With  increasing  speed,  the  decrease  in  the  tractive  force  and  in  the  rate  of 
acceleration,  was  derived  in  the  previous  case.  The  rate  of  decrease  with  increasing 
speed  is  now,  however,  considerably  greater,  as  the  total  counter-E.M.F.  (t.«.,  the 
counter-E.M.F.  of  two  motors  in  series)  is,  for  a  given  current  per  motor  and  a  given 
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speed,  exactly  double  its 
former  value.  In  fact, 
the  rate  of  decrease  with 
increasing  speed  is  exactly 
double  its  former  value. 
Thus  if,  for  the  parallel 
connection,  the  current 
reaches  a  certain  mini- 
mum value  in  2  seconds, 
it  will,  if  the  same  acce- 
lerating rate  is  maintained 
in  both  cases,  reach  the 
same  minimum  value  in 
1  second  when  in  *' series" 
connection.  We  can 
therefore  at  once  use  the 
curves  of  Fig.  64  for  the 
"  series  '*  connection  by 
simply  designating  the 
abscissae  as  0, 1,  2,  8,  etc., 
in  place  of  their  original 
values  of  0,  2,  4,  6,  etc., 
provided  that  the  total 
resistance  in  the  motor 
circuit  is,  for  each  step, 
double  its  former  value. 
This  will  require  that  the 
external  resistance  shall 
be  successively  0*986, 
0-665,  0-415,  0-215,  0'^063, 
0,  whereas,  corresponding 
to  the  "  parallel  **  connec- 
tion, it  is  0-50,  0-86,  0*24, 
0-14,  0-064,  0,  as  set 
forth  in  Table  XVII.  (on 
p.  65). 

Under  these  condi- 
tions. Fig.  64  is  at  once 
applicable  to  "  series- 
parallel  "  control.  In  a 
similar  way.  Figs.  66  and 
66  may  be  used  again,  if 
the  abscissae  and  ordinates 
are  numbered  with  half 
their      original      values. 

I "   2  y 


After     6-7 


seconds,  the  last  section 
of  resistance  is  cut  out, 


S  S   I  s 


S    8    S   S 

uiVMinn 


8     S    S     3    9 


70 


7" 


ELECTRIC   RAILWAY   ENGINEERING 


• 

Nv 

^ 

$ 

« 

\k 

f 

f 

So 

aJ'x 

/ 

/% 

^ 

y 

t^ 

^ 

p 

7ft 

» 

< 

s 

/ 

!D 

^ 

^ 

y 

1 

>w 

>0 

L 

tvi 

J 

f 

y 

N» 

/ 

y 

/ 

Si 

%fc 

? 

/ 

^ 

t 

•< 

/ 

^ 

o 

( 

/ 

7 

J 

"^ 

5 

J 

/ 

-1 

nv 

P. 

I 

/ 

■^ 
«: 

^ 

'^1 
o 

/ 

5 

.  1.  ,^ 

/ 

^ 

D 

V^ 

L 

^ 

n 

w 

■^ 

?.r 

2. 

4 

f 

N 

* 

y 

v& 

^/ 

^^■" 

~7 

r 

M 

/ 

y 

• 

•o 

Ji 

^ 

/ 

f 

$ 

y 

/ 

■4. 

/ 

9 

T 

1 

y 

r 

^ 

\ 

J 

/ 

••j 

SI 

/ 

tit 

ir 

> 

r 

* 

V\J 

i 

/ 

1 

J 

f 

*^ 

^^v 

V 

CD 

o 


CO 
CD 


o 


p 

o 


V?      .^ 


CO 


o 
o 

^     O 
^     pa 

03 

B 

PS 


l^ 


CO 

1^ 


1    i 


1 


1 


i    ^    i 


C^UQclut U    Ul  QU 


o^jn 


'0 


72 


i       1 


. 

1 

iSd 

•MV 

UU^ 

« 

*^rv 

/30 

r  w^^ 

5 

^      t20 

^ 

\ 

\ 

N 

tl      //o 

^ 

ZL 

1 

EL 

\ 

■ 

^       /Ofl 

\ 

\ 

\ 

\ 

^ 

%>         dO 

\ 

.« 

\ 

l^'  * 

1 

1 

V 

'Va         TO 

• 

\ 

* 

1 

59 

^ 

• 

3^ 

2^ 

T 

£0 

>^ 

iO 

'  — 

-- 

^^^ 

«.  . 

__ 

•  ^ 



— 

.^ 

^^  1 

■■  •— 

— 

—  • 

-- 

A    ^H 

^ 

.«,  , 

,, 

1 

i 

^ 

^ 

> 

• 

a 

■f 

r' 

£ 

r* 

"2 

4 

a 

^ 

1^ 

£. 

7 

£ 

& 

2 

19 

s 

0 

Fig 


.   77.      CHARij 

I 


Driving  Wheels.    125-ton  Train.    Level  Track. 


! 


(I  of  operation  on  Motor  Curve  prior  to  going  into  parallel. 
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ihe  "  Beries  "  motor  curve  is  reached.  This  is  one  of  the  two  most  favourable 
3  of  Operation,  for  all  the  rheostats  are  cut  out,  and  qo  external  losses  occur. 
Suppose  we  remain  on  this  point  long  enough  to  let  the  acceleration  again  drop 
)  minimum  value  reached  on  the  preceding  point,  and  that  we  then  switch  over 
larallel "  connection,  the  current  per  motor  will  again  vary  between  the  same 
1  as  for  the  full  "  parallel  "  control,  i.e.,  between  230  amperes  and  171  amperes 
lotor.    Figs.  64,  65,  and  66,  are  now  taken  in  their  original  sense,  and  we  start 

at  the  ordinate  for  which  the  abscissa  is  equal  to  7"4  (  =  ^^-j  seconds.     In 

r6,  the  whole  period  up  to  the  "  parallel "  motor  curve  has  been  plotted.  Though 
th  sections  the  current  per  motoi-  varies  within  the  same  limits,  the  total  current 

to  all  motors  will  in  the  first  section  be  exactly  half  of  that  in  the  second  section'. 
)  this  point  we  have  taken  a  variation  of  the  current  per  motor  between  fixed 
num  and  minimum  values  as  the  basis  on  which  to  build  our  conclusions.  It  is 
from  Fig.  76  that,  in  the  case  of  "  series-parallel  "  control,  this  basis  is  no  longer 
)le,  since  the  steps  in  the  total  current  input  would  be  undesirably  large  for  the 
illel"  section,  and  needlessly  small  for  the  "series"  section.  Moreover,  it  is 
ctly  preferable  to  increase  the  mean  rate  of  acceleration  in  the  "  series  "  section, 
a  decrease  it  in  the  "  parallel "  section,  in  order  to  decrease  the  maximum  current 

from  the  station,  which,  in  the  case  of  Fig.  76,  is,  for  the  "  parallel "  section, 
as  great  as  for  the  "  series  "  section, 
rig.  76  should  also  be  altered  so  as  to  increase  the  time  during  which  the  train 

on    the   first  "  motor  curve,"  as  this  is  no  less  favourable  than  the  second 


?ig.  61,  on  p.  65,  was  used  as  a  means  for  deriving  the  speed-time  curve  with  all 
motors  in  parallel.  For  the  more  general  case  of  "  series-parallel  "  control,  the 
ir  curve  sheet  shown  in  Fig.  77  has  been  prepared.  Curves  of  this  sort  should 
spared  for  every  design  of  motor,  and  consulted  in  all  such  cases,  as  they  contain 
)lutions  to  various  problems  connected  with  the  starting  of  the  train.  The  speeds 
Jes  per  hour  are  plotted  as  abscissES,  and  the  tractive  force  in  pounds  per  ton  as 
ates.    Four  curves  are  plotted,  namely — 

I.  "  Parallel  "  motor  curve  without  external  resistance ; 
II.  "  Parallel "  motor  curve  with  05  ohm  external  resistance  ; 

III.  "  Series  "  motor  curve  without  external  resistance  ; 

IV.  "  Series  "  motor  curve  with  I'O  ohm  external  resistance. 

These  curves  are  the  more  useful  since  the  curves  for  any  other  external 
ancee  lie  proportionately  between  I.  and  IL,  or  between  III.  and  IV. 
Suppose  that  ne  have  five  steps  in  the  "series"  section  of  the  controller,  and 
the  resistance  decrease  between  each  step  is  0'2  ohms,  we  can  draw  in  the 
sponding  curves  by  simply  dividing  the  horizontal  distances  between  I.  and  III. 
&ve  equal  parts. 

rhie  has  been  done  in  deriving  the  curves  shown  in  Figs.  78,  79  and  60.  The 
for  each  step  is  taken  approximately  constant  at  1'3  seconds,  and  we  see  that  the 
mum  current  per  step  increases  slightly  for  each  succeeding  step,  while  the 
mum  current  per  step  decreases  slightly.  After  switching  over  to  "  parallel,"  the 
nal  resistance  is  0'26  ohms,  and  is  switched  out  in  steps  of  0-05  ohms.  The 
ical  rheostat  sections  employed  for  the  first  part,  could  also  be  used  for  the  second 
by  having  two  rows  of  resistances  successively  m  series  and  in  parallel.  The 
38  of  Figs.  78, 79,  and  80  give  acceleration,  curreh.  ^d  speed  plotted  against  time. 
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As  already  pointed  out,  it  is  distinctly  preferable  to  increase  the  rate  of  accelera- 
tion during  the  "  series  '*  period,  and  to  decrease  it  during  the  "  parallel  **  period,  in 
order  to  diminish  the  maximum  current  to  be  supplied  by  the  generating  station, 
as  well  as  in  order  to  relieve  the  motors,  especially  as  regards  commutation,  of  their 
severest  work.  A  case  in  which  this  plan  has  been  employed  has  been  worked  out  in 
Figs.  81,  82,  and  83.  The  total  external  resistance  at  starting  is  0*9  ohms,  and  is 
cut  out  in  approximately  equal  time  intervals  and  in  equal  resistance  sections,  until 
the  point  of  operation  on  the  **  series  *'  motor  curve  is  reached.  The  motors  are 
permitted  to  run  on  this  point  for  a  considerably  longer  time  than  in  the  case  of 
Figs.  78  to  80.  The  resistances  employed  during  "  parallel "  running  are  again  one- 
quarter  of  those  used  during  operation  in  "series,'*  and  are  also  cut  out  in  equal 
time  intervals  and  in  equal  steps.  It  will  be  seen  that  the  acceleration  during  the 
period  of  operation  with  the  "  series  "  connection,  is  about  30  per  cent,  larger  than 
during  operation  in  **  parallel."  Figs.  81, 82,  and  83  again  give  acceleration,  amperes, 
and  speed  as  a  function  of  the  time  in  seconds.  In  Figs.  84  and  85  the  rheostatic 
losses  for  these  two  methods  are  plotted  as  a  function  of  the  time.  The  curves  of 
Figs.  86  and  87,  in  which  speeds  are  plotted  as  abscissae,  correspond  respectively  to 
the  groups  of  curves  of  Figs.  78  to  80  and  Figs.  81  to  83.  Before  we  compare  the 
two  typical  methods  of  Figs.  86  and  87  (methods  B  and  C  of  Table  XX.),  let  us 
attempt  to  simplify  the  calculations  by  assuming  an  infinite  number  of  steps.  Fig.  88 
is  the  equivalent  of  Fig.  86,  and  Fig.  89  the  equivalent  of  Fig.  87,  the  only  alteration 
being  the  assumption  of  an  infinite  number  of  resistance  steps. 

Table  XX.  gives  a  comparison  between  the  five  methods : — 

(A)  parallel  control ; 

(B)  series-parallel  control,  1  ohm  resistance,  ten  steps ; 

(C)  series-parallel  control,  0*9  ohms  resistance,  ten  steps ; 

(D)  series-parallel  control,  corresponding  to  B,  but  with  an  infinite  number  of  steps; 

(E)  series-parallel  control,  corresponding  to  C,  but  with  an  infinite  number  of  steps. 
The  method  of  calculating  with  the  assumption  of  an  infinite  number  of  steps 

(methods  D  and  E  of  Table  XX.)  leads  to  results  in  nearly  all  respects  equivalent  to 
those  obtained  by  the  assumption  of  a  few  steps,  the  principal  exception  being  that  the 
results  for  the  efficiency  are  slightly — some  8  per  cent. — too  high.  The  table  shows 
clearly  the  advantage  of  method  C  as  compared  with  method  B.  Still  more  marked  is 
the  difference  between  series-parallel  control  and  parallel  control.  The  case  of  an 
infinite  number  of  steps  is  not  an  abstract  one,  but  can  be  realised  by  liquid  starting 
resistances,  as  has  been  done,  for  instance,  on  the  Valtellina  Railway. 

With  parallel  control  by  method  A,  the  train,  in  13*5  seconds,  covers  a  distance  of 
138  ft.,  attains  a  speed  of  13*5  miles  per  hour,  and  absorbs  1'61  kilowatt-hours.  With 
series-parallel  control  by  method  C,  the  train,  in  14*0  seconds,  covers  a  distance  of 
143  ft.,  attains  a  speed  of  13*7  miles  per  hour,  and  absorbs  1*09  kilowatt-hours. 
With  series-parallel  control  by  method  C,  the  train,  in  16'7  seconds,  covers  a  distance 
of  174  ft.,  attains  a  speed  of  14*2  miles  per  hour,  and  absorbs  1*085  kilowatt-hours. 
The  maximum  load  on  the  generating  plant  in  these  three  cases  is  464,  431,  and  396 
kilowatts  respectively.  The  difference  between  the  first  two  values  (464  and  431),  cor- 
responding respectively  to  methods  A  and  B,  is,  however,  due  entirely  to  the  fact  that 
smaller  resistance  steps  are  used  in  the  second  case  than  in  the  first.  Between  the 
second  and  third  methods  (methods  B  and  C)  there  is,  however,  a  further  decrease  of 
8  per  cent,  in  the  maximum  output  required  from  the  generating  plant  per  ton  weight 
of  train. 
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Table  XX. 
Comparison  of  Five  Alternative  Methods  of  Motor  Control. 


Rheostatic 
losses  in  kilo- 
watt-seconds 


During  series  control   . 
During  parallel  control 
Total  during  resistance 
control  period  . 

Motor  losses         ....*. 

Total  losses   (rheostatic  and  motor)    kilowatt 
seconds 

During  series  control 
During  parallel  control 
Mean  on  series  motor  curve 
During  series  control  . 
During  series  motor  curve 
During  parallel  control 
Up  to  time  of  parallel  motor 

curve 
Dmdng  series  control  . 
During  series  motor  curve 
During  parallel  control 
At  time  when  series  motor 


Acceleration  in 
miles  per  hour 
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Speed  attained  in 
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Up  to  end  of  series  motor 
curve         .        .        .        . 
Up  to  time  when  parallel 
motor  curve  commences 
Maximum  input  in  kilowatts 
Energy   consumed  \ 
by  train  up  to  the  I  Kilowatt-seconds . 
parallel  motor     |  Kilowatt-hours     . 
curve  ) 

Energy  output  from  axles,  in  kilowatt- seconds, 
up  to  parallel  motor  curve        .... 
Efficiency  of  system  during  period  of  acceleration 
Time  in  seconds  taken  during  accelerating  period 
up  to  parallel  motor  curve       .... 
Mean  acceleration  from  start  up  to  time  of  com- 
mencement of  operation  on  parallel  motor  curve 
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These  considerations  all  refer  to  the  accelerating  period  only.  It  is  clear,  how- 
ever, that  after  the  time  of  completion  of  rheostatic  acceleration,  there  can  be  no  dif- 
ference between  these  various  methods.  The  only  effect  of  also  taking  this  latter  period 
into  consideration  would  be  to  diminish  the  striking  difference  existing  between  these 
methods  when  the  results  are  reduced  to  the  basis  of  energy  consumption  per  ton-mile. 

The  advantages  which  we  gain  by  employing,  as  in  method  C,  a  higher  rate  of 
acceleration  during  series  control  than  during  parallel  control,  and  by  running  for  a 
length  of  time  on  the  series  motor  curve,  are — 

(1)  Increase  of  efficiency  and 

(2)  Decrease  of  stress  on  generating  station,  motors,  rolling  stock,  and  per- 
manent way. 
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A  close  study  shows  that  the  first  advantage  can  be  directly  attributed  to  the 
longer  time  at  which  the  train  travels  on  the  series  motor  curve,  and  the  second 
advantage  is  due  entirely  to  the  lower  rate  of  acceleration  during  the  period  of  running 
with  the  parallel  connection.  One  might  make  use  of  the  principles  underlying 
method  G,  to  a  still  greater  degree  than  was  done  in  the  case  just  discussed.  For 
instance,  Storer  advocates  (''Transactions  of  the  American  Institution  of  Electrical 
Engineers"  (1903),  Vol.  XXIV.)  that  the  total  current  input  to  the  train  during  series 
control  should  be  as  great  as  during  parallel  control.  The  authors  are,  however,  of 
the  opinion  that  such  an  extreme  case  introduces  grave  disadvantages.  As  the  current 
for  the  normal  starting  method  is  already  relatively  very  high,  a  60  to  70'  per  cent, 
increase  in  the  current  would  tend  to  undue  deterioration  of  the  commutator  due  to  the 
high  density  at  the  brush  surface  area.  This  would  more  than  offset  the  gain  through 
reducing  the  normal  current  during  parallel  control.  The  greater  acceleration  at  the 
instant  of  starting,  would  also  be  limited  in  cases  of  insuflScient  weight  per  axle 
available  for  adhesion.  In  the  following  study  we  shall  neglect  altogether  any 
advantage  that  may  be  gained  by  thus  improving  the  efficiency  during  the  accelerating 
period,  and  shall  simply  use  the  normal  accelerating  method  for  an  infinite  number 
of  controller  steps.  The  simplification  thus  introduced  will  facilitate  a  close 
examination  into  the  period  following  the  completion  of  rheostatic  acceleration. 

In  a  former  chapter,  the  speed-time  curve  has  been  developed  graphically,  and 
the  elementary  principles  of  coasting  and  braking  have  been  explained,  always  on  the 
assumption  of  a  level  track.  A  shorter,  though  somewhat  less  accurate,  method,  based 
on  tabular  calculations,  will  now  be  given,  and  the  following  important  relations  will 
be  considered : — 

(1)  Influence  of  coasting  or  **  drifting  "  ; 

(2)  Influence  of  gradients. 

On  a  straight  level  section  of  J-mile  length,  a  120-ton  train,  equipped  with 
four  G.E.  66  A  motors,  the  characteristic  curves  of  which  have  been  given  in  Fig.  60 
(on  p.  56),  is  accelerated  at  the  rate  of  1  mile  per  hour  per  second.  _  We  shall  first 
assume  that  no  coasting  takes  place. 

The  speed  intervals  into  which  the  calculation  has  been  divided,  are  set  forth  in 
column  1  of  Table  XXI.  After  the  completion  of  rheostatic  acceleration,  that  is,  at  a 
speed  of  14*1  miles  per  hour,  for  which  the  rate  of  acceleration  on  the  "  parallel " 
motor  curve  is  1*0  mile  per  hour  per  second,  the  speed  limits  in  column  1  are  raised 
by  increments  of  1  mile  per  hour.  Column  2  gives  the  tractive  force  exerted  by 
the  four  motors  at  the  average  speed  during  each  interval,  the  values  being  obtained 
by  reference  to  Fig.  77,  as  already  explained.  Column  3  gives  the  train  resistance, 
for  which,  in  lieu  of  more  accurate  information,  values  corresponding  with  observations 
on  the  Central  London  Railway  (see  Fig.  6,  on  p.  9)  have  been  employed.  The  values 
in  column  4  are  the  sum  of  the  values  in  columns  2  and  3,  while  column  5  gives 
at  once  the  rate  of  acceleration  in  miles  per  hour  per  second  by  simply  dividing  by 
1(X)  the  values  in  column  4.  The  values  in  column  6  are  obtained  by  dividing 
the  speed  intervals  in  column  1  by  the  average  accelerations  during  these  intervals. 
The  values  in  column  7  are  obtained  by  multiplying  the  average  speed  by  the  time 
and  by  the  constant  1*47. 
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TiBLB  XXI. 
Cakvlxitiont  for  a  ^'tnile  run  at  an  Average  Speed  oj  19  miles  per  hour.     120- ro» 


Train.     Level  Track. 
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Average  speed  from  start  to  stop  =  19  miles  per  hour. 

Total  watt-hours  energj'  input  to  train  =  4,S70. 

Energy  input  to  train  in  watt-hours  per  ton. mile  - 

^  72-7. 

From  these  figures  we  obtain  the  speec 
current  input  during  this  period  has  also  I 

J 

i\ 


me  curve  plotted  in  Fig.  90,  in  which  the 
1  plotted.    We  have  72-7  watt-hours  per 


Fig.  90.    Chaju-ctekistio  Curves  fok  a  ^-mile  Bun  at  an  Ateraqe  Speed  of  19  Mn^s  per 
Hoim.    120-ToK  Teaik.    Level  Track.    No  Coastiko. 

ton  mile  and  an  average  speed  of  19  miles  per  hour.    The  curves  of  Figs.  91,  92,  and  93 
have  been  obtained  by  similar  calculations.    In  these  CEtses,  however,  coasting  for 
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variouB  lengths  of  time  has  been  employed.     The  results  have  been  brought  together 
in  Table  XXII.    It  will  be  seen  that  the  watts  input  per  ton-mile  decrease  at  a 

i 


Thn0  0,  S*au-a  . 

Fig,  91,    Chakacteristic  Curves  tor  a  J-uile  Htrs  at  ajs  Average  Speed  of  181  Miles 
PER  Hour.    120-Ton  Train.    Level  Trace.    Coasting  foe  39  Seconds. 

considerably  greater  rate  than  the  average  speed.     The  value  28'5  watt-hours  per 
toQ-mile  for  an  average  speed  of  13'4  miles  per  hour,  and  two  stops  per  mile,  may  be 


in 


a  j-milk  eun  at  an  average  speed  of  is'l  mlles 
Level  Track.    Coasting  for  72  Seconds. 

considered  very  small  indeed.  It  would,  however,  be  quite  impracticable  to  employ 
such  a  large  amount  of  coasting,  and  this  is  due  to  the  high  momentary  maximum 
loads  that  would  be  thereby  incurred. 
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Table  XXII. 

ComparUon  of  Results  of  ^-mile  Runs  u-itk  variouB  Periods  of  Coasting. 

Acceleration  =:  1  mile  per  hour  per  second  in  all  cases.     120-Ton  Train,     Level  Track. 


Ratio  of 

A^mge  Input 

400 

2-4 

400 

3'5 

400 

54 

400 

8'7 

By  increasing  the  rate  of  acceleration  at  starting,  the  same  average  speed  may  be 
obtained  for  various  intervals  of  coasting.  This  has  been  done  in  the  curves  of  Figs. 
J 


it 


Fig.  93.    Chabacteristic  Curves  for  a  i-MiLE  Run  at  an  Aver-voe  Speed  of  13-4  Miles 
PER  Hour.     120-Ton  Train.     Level  Track.    Coasting  foe  107  Seconds. 

94  and  95  for  a  mea,n  speed  of  19  miles  per  hour,  and  the  results,  together  with  those 
corresponding  to  Fig.  90,  are  given  in  Table  XXIII. 


Table   XXIII, 
Comparison  of  Results  of  ^-mile  Rum 
with  various  Periods  of  Coasting, 
of  Acceleration. 
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Ktteot 

Aecelemlton  In 

Swoiida  tnm 
Coutlng. 

F«l"fro"i^s'urt 
Coa»l1n(!. 

ItT  Hour. 

iSL 

MKlmum 

"toAve"''.^* 

10 

NocoftBting 

No  coasting 

19 

72-8 

166 

400 

2-4 

1,548 

19 

60-8 

139 

460 

83 

1-4 

46-3 

1,344 

19 

56.0 

127 

520 

41 

ELECTRIC   RAILWAY   ENGINEERING 

In  this  comparison  the  same  motor  curve  has  been  taken  for  all  cases.  A  similar 
comparison  might  be  made  in  which  different  motor  curves  are  used,  the  mean  speed 
and  rate  of  acceleration  remaining  the  same.  Our  principal  purpose  is,  however,  to 
show  that  for  higher  accelerating  rates,  the  watt- hours  per  ton-mile  are  slightly 
reduced.     Carter,  in  a  letter  to  Engineering  for  June  2nd,  1906,  writes: — 

**  Paradoxical  as  it  may  appear,  if  a  given  schedule  is  to  be  maintained,  the 
higher  the  rate  of  acceleration  the  lower  will  be  the  energy  consumption  per  ton-mile. 
The  reason,  however,  is  not  far  to  seek.  The  energy  input  is  employed  partly  in 
doing  work  against  train  resistance,  and  partly  in  imparting  kinetic  energy  to  the  train, 
which  is  ultimately  dissipated  through  braking.  The  former  component  amounts  to 
2  watt-hours  per  ton-mile  output  for  every  pound  per  ton  train  resistance,  say  2^  watt- 
hours  per  ton-mile  output.  The  latter  component,  which,  in  the  case  of  suburban 
service,  may  amount  to  two-thirds  or  more  of  the  total  energy  consumption,  varies 
practically  as  the  square  of  the  speed  when  the  brakes  are  applied,  as  the  weight  of  the 
train,  and  as  the  frequency  of  the  stops.  A  higher  rate  of  acceleration  therefore  results 
in  reduced  energy  consumption,  since  it  becomes  possible  to  maintain  the  schedule 
with  a  lower  maximimi  speed,  therefore  dissipating  less  energy  in  braking." 

The  authors  wish  at  this  point  to  refer  to  the  ratio  between  maximum  input  to  train 
and  average  input  to  train.  This  consideration  has  a  most  important  bearing  on  the 
choice  of  the  rate  of  acceleration  to  be  employed.  In  the  three  cases  given  in  Table 
XXIII.  (on  p.  79)  the  maximum  input  to  train  is  respectively  400,  460,  and  620,  while 
the  average  input  is  166,  138,  and  127.  The  ratio  between  maximum  to  average  input 
has  therefore  the  values  2*41,  3*82,  and  4*1  for  an  acceleration  of  1,  1*2,  and  1*4  miles 
per  hour  per  second. 

In  all  those  cases  where  the  number  of  trains  running  at  the  same  time  are  few, 
the  above  ratio  plays  an  important  role  in  so  far  as  the  rated  output  of  the  generating 
station  and  of  the  sub-stations  is  determined  by  the  maximum  output.  In  all  these 
cases  it  would  be  bad  policy  to  use  a  high  accelerating  rate,  as  this  is  associated  with 
a  high  ratio  of  maximum  input  to  average  input.  For  all  those  cases,  however,  where 
the  number  of  trains  is  great,  the  value  of  the  maximum  input  to  a  single  train  does 
not  occasion  great  fluctuation  in  the  demand  on  the  generating  station,  and,  therefore, 
a  higher  rate  of  acceleration  is  desirable.  Of  course,  there  is  still  the  disadvantage  that 
the  motors,  rolling  stock,  and  permanent  way  are  subjected  to  more  severe  maximum 
stresses. 

We  shall  now  explain  a  method  by  which  the  gradients  may  be  taken  into 
account.  The  method  enables  us  to  ascertain  the  extent  to  which  they  influence  the 
energy  consumption.  The  influence  of  a  down  gradient  is  added  to  the  tractive  force 
exerted  by  the  motor,  and  that  of  an  up  gradient  is  in  opposition  to  it.  As  a  down 
gradient  of  100  per  cent.,  i.e.,  a  direct  fall,  produces  a  rate  of  acceleration  of  22  miles 
per  hour  per  second,  or  a  tractive  force  of  2,200  lbs.  per  ton,  a  gradient  of  1  per  cent, 
will  produce  a  tractive  force  of  22  lbs.  per  ton.  It  is,  therefore,  quite  permissible  to 
forthwith  ascribe  to  the  gradients  the  tractive  force  in  pounds  per  ton  corresponding 
to  the  acceleration  which  they  produce.  Thus  a  1  per  cent,  up  grade,  for  example,  is 
equivalent  to  a  tractive  force  of  —22  lbs.  per  ton,  and  a  J  per  cent,  down  grade 
to  +11  lbs.  per  ton. 

We  shall  again  consider  a  J-mile  section,  the  first  300  ft.  of  which  have  a 
gradient  of  +60  lbs.  per  ton,  and  the  last  300  ft.  a  gradient  of  —  60  lbs.  per  ton.  The 
remainder  of  the  distance  is  level.  The  calculation  may  be  carried  out  tabularly,  as 
set  forth  in  Table  XXIV.     The  results  have  been  plotted  in  Fig.  96. 
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CHARACTERISTICS   OF   ELECTRIC   RAILWAY   MOTORS 


Table  XXIV. 

Calculations  f 07'  Operation  of  a  120- Ton  2\ain  at  an  average  Speed  of  19  Miles  per  Hour, 
over  a  ^-Mile  Section,  xcith  a  2*73  per  Cent.  Down  Gradient  for  the  first  300  Feet,  and 
a  2'73  per  cent.  Up  Gradient  for  the  last  300  Feet. 


Tractive  Foi*ce 

Tractive  Force      «,_*_  »„»_* 

Resultant 

Speed. 

exerted  by 
Motors  in  Pounds 

exerted  by 
Gradient  in 

A  null  neninMiact; 

in  Pounds 
per  Tor.. 

Acceleration  In 

Miles  per  Hour 

per  becond. 

Time  in 
Seconds. 

Distance  in 

Feet. 

per  Ton. 

Pounds  per  Ton. 

0-141 

106 

-1-60 

6 

1*6 

8*8 

91 

141-15 

96 

-1-60 

6*5 

1*485 

•6 

12 

15-16 

78 

-1-60 

-6*5 

1*315 

*8 

18 

16-17 

68 

-h60 

—7 

1*16 

•9 

21         1 

17-18 

52 

-f60 

—7 

1*05 

9 

24 

18-19 

44 

+60 

—7 

0-97 

1*0 

27 

19-20 

88 

-h60 

—7-5 

0*905 

1*1 

80 

20-21 

84 

+60 

—7*5 

0*865 

1*2 

86         , 

21-22 

29 

+60 

—8 

0*81 

1*2 

89         ' 

22-28 

26 

0 

-8 

018 

5*5 

182 

28-24 

28 

0                  -8 

0*15 

6*7 

281 

24-23 

0 

0                  —8 

—008 

12*5 

432 

1       23-22 

0 

0 

8 

—0*08 

12*5 

414 

22-21 

0 

0 

—8 

—0*08 

12*5 

896 

21-20 

0 

0 

—8 

—0*08 

12*5 

887 

20-13-3 

0 

—60 

—7-5 

—0*675 

9*8 

240 

18-3-0 

1 

1 
1 

—160 

—60 

—6 

2*16 

6-2 
94*7 

60 

1 

2,640 

MeaTi  speed  from  start  to  stop  =  19*0  miles  per  houi 

>  • 

1 

Input  to  train  in  watt-hours  per  ton-mile  =  80*7. 

This  value  of  80*7  watt-hours  input  to  the  train  per  ton-mile  should  be  compared 
with  the  values  in  Table  XXIII.  The  comparison  shows  that  by  a  suitable  use  of  this 
method,  great  economies  are  possible  in  many  cases.  To  obtain  the  full  saving  possible, 
the  use  of  the  brakes  should  be  reduced  to  a  minimum.  This  condition  is  often  not 
complied  with  on  such  roads.  One  often  observes  that  the  motorman  keeps  on  power 
part  way  up  the  grade  approaching  the  arrival  platform,  and  then  cuts  off  the  current 
and  applies  the  brakes.  When  such  methods  are  permitted,  a  large  part  of  the  possible 
saving  is  sacrificed.  The  percentage  of  possible  saving  by  the  use  of  gradients  at  the 
stations,  is  greater  the  greater  the  number  of  stops,  and  the  higher  the  schedule  speed. 
It  would  not  be  worth  while  providing  gradients  for  this  purpose  on  lines  with 
infrequent  stops.  These  gradients  are  considerably  more  effective  than  any  schemes 
for  regenerating,  for  the  reason  that  with  gradients  the  recovery  of  the  energy 
represented  by  the  momentum  of  the  train  is  effected  without  the  aid  of  the  motor, 
i.e.,  without  heating  the  motor,  and  it  follows  directly  that  the  size  of  the  motor  can 
be  considerably  smaller  than  in  any  regenerative  control  system. 

Having  shown  how  to  obtain  the  characteristics  relating  to  each  section  of  a 
railway  and  how  to  deduce  the  average  power  required  corresponding  to  the  average 
speed,  the  average  distance  between  stops,  the  profile  of  the  line,  and  the  number  of 
trains,  we  propose  to  refer  briefly  to  what  is  known  as  the  load  characteristic.  It  is 
often  necessary  to  ascertain  not  only  the  average  load  but  the  nature  and  extent  of  the 
fluctuations,  for  the  proper  proportioning  of  the  generating  station  plant  and  sub- 
station plant.  These  are  obtained  by  superimposing  the  several  section  characteristics, 
and  then  adding  the  ordinates,  the  intervals  corresponding  to  the  frequency  of  service. 
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In  this  way  the  load  characteristic  is  obtained  for  a  particular  number  of  trains.  It 
is  usual  to  construct  the  curve  for  the  maximum  number  of  trains,  and,  after  allowing 
for  losses  in  transmission  and  transformation,  we  obtain  the  conditions  to  be  fulfilled 
by  the  generating  plant. 

We  must  next  consider  the  choice  of  the  motor  and  of  the  gear  ratio.  The  size 
of  the  motor,  so  far  as  relates  to  its  rated  output,  is  mainly  dependent  upon  the 
heating  due  to  the  internal  losses.  The  actual  size  of  the  motor,  however,  i.e.,  its 
weight,  is  also  dependent  upon  the  speed,  i.e.,  upon  the  gear  ratio  and  upon  the 
diameter  of  the  driving  wheels.  Increasing  the  gear  ratio  in  any  particular  motor, 
decreases  the  train  speed  and  increases  the  tractive  effort  both  in  the  same  ratio,  the 
current  being  assumed  constant. 

In  Fig.  97  are  given  the  characteristic  curves  of  the  G.E.  66  A.  motor  for  three 
different  gear  ratios.^  Curves  corresponding  to  those  in  Fig.  77  can  be  plotted  for 
other  gear  ratios  in  this  same  way.  Fig.  98  shows  how  the  transformation  is 
obtained  for  a  20  per  cent,  greater  gear  ratio  than  that  corresponding  to  the  curves  in 
Fig.  77.  Any  alteration  in  the  diameter  of  the  wheels  should  be  treated  as  equivalent 
to  an  alteration  in  the  gear  ratio,  an  increase  in  the  wheel  diameter  being  equivalent 
to  a  decrease  of  the  gear  ratio.  For  instance,  if  we  go  over  from  a  gear  ratio  of 
5*1  to  1  and  a  wheel  of  33  ins.  diameter  to  a  gear  ratio  of  2"7  to  1  and  a  wheel  of 
45  ins.  diameter,  the  equivalent  alteration  is 

2-7  X  33  ■"  ^'^^• 

For  a  given  current,  the  train  speed  increases  in  the  ratio  of  1  to  2'58,  and  the 
torque  decreases  in  the  ratio  of  2*58  to  1. 

The  method  of  estimating  the  temperature  rise  of  a  motor  must  be  selected 
with  reference  to  the  particular  case  in  hand.  In  the  present  discussion  we  shall 
have  occasion  to  refer  more  particularly  to  those  cases  where  the  time  interval 
from  start  to  stop  is  small,  so  small  that  the  temperature  rise  during  one  such  interval 
can  be  neglected  compared  with  the  total  temperature  rise  of  the  motor  after  several 
trips.  In  such  a  case  we  may  calculate  the  copper  and  iron  losses  during  one  run  (as 
has  been  done  in  Figs.  79  and  82),  and  thus  obtain  the  average  loss,  which  we 
express  in  watts.  The  temperature  rise  is  then  obtained  from  the  results  of  tests  made 
with  such  constant  loads  as  correspond  to  this  value  for  the  average  watts  dissipated 
in  the  motor.  For  preliminary  calculations  it  is  usual  to  estimate  the  size  of  the 
motor  from  the  average  load  of  the  motors.  This  may  introduce  slight  errors,  since 
the  losses  during  this  average  load  will  generally  be  different  from  the  average  losses, 
but  the  error  is  not  very  great,  and,  with  a  little  experience  in  making  allowance  for 
this  error,  this  simple  method  can  also  be  used  for  the  final  calculation.  In  cases 
where  the  average  time  from  start  to  stop  is  greater,  and  a  consideration  of  the  heating 
during  a  single  run  from  start  to  stop  becomes  necessary,  one  nevertheless  first 
calculates  the  heating  as  before.  In  addition  one  must,  in  this  case,  take  into 
consideration  the  variation  in  the  final  temperature  during  a  single  run  from  start  to 
stop.  The  temperature  fluctuates  even  after  having  attained  its  final  mean  value,  in 
he  way  indicated  in  Fig.  99,  in  which  it  is  seen  that  a  heating  period  alternates  with 
a  cooling  period.  The  maximum  temperature  is  therefore  greater  than  the  average 
temperature  by  approximately  half  the  difference  between  A  and  B.      The  distance 

^  The  ratios  chosen,  t.e.,  2,  8,  and  4,  allow  a  good  comparison ;  it  is  scarcely  necessary  to  point 
out  that  the  precise  values  are  not  such  as  should  be  employed  in  practice. 
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Pig.  97.    Characteristic  Curves  of  O.E.  66  A,  Motor  for  Three  different  Gear  Batios. 
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CHARACTERISTICS   OF    ELECTRIC   RAILWAY   MOTORS 

A  B  can  be  estimated  fairly  accurately  from  the  cooling  curve  determined  during  the 
complete  tests  on  the  motor,  as  all  the  necessary  factors,  such  as  time  of  cooling  and 
average  temperature,  are  given.  The  temperature  rise  of  the  motor  from  the 
commencement  of  service  would  follow  the  curve  of  Fig.  100,  from  which  we  see  that 
it  increases  by  steps  as  section  after  section  of  the  route  is  traversed. 

The  problem  that  next  arises,  consists  in  appljdng  to  practical  conditions  the 
various  results  deduced  in  the  preceding  sections.  This  general  case  relates  to  a 
route  with  a  number  of  stations  located  at  varying  distances  apart,  the  gradients  on 
each  single  section  also  varying.  The  schedule  speed  for  a  total  train  trip,  the 
approximate  weight  of  the  train,  and  the  duration  of  the  stops  are  also  generally 
given.  Before  determining  the  capacity  of  the  motor  and  the  required  motor 
characteristics,  we  must  ascertain  the  average  distance  between  stations  and  the 
average  profile  of  the  line  and  estimate  from  these  and  the  other  necessary  data 
the  consumption  in  watt-hours  per  ton-mile.  While  the  calculation  of  the  average 
distance  between  stations  offers  no  difficulty,  the  average  profile  of  the  line  is  not  so 
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Fig.  99.    Typical  Temperature  Curve  of  an  intermittently-loaded  Motor. 

readily  ascertained.     In   fact,  this   step  is   sometimes   neglected   altogether  in   the 
preliminary  calculation. 

We  propose  to  give  a  more  detailed  description  of  our  method  for  obtaining?  the 
average  profile  of  the  line,  because  the  importance  of  this  factor  is  often  great.  In 
very  many  cases  the  accuracy  obtained  from  the  study  of  a  single  representative 
section  is  sufficient  for  the  final  estimation  of  the  required  motor  characteristics.  If 
the  average  profile  is  not  taken  into  account,  the  final  and  rather  laborious  calculation 
may  show  that  the  preliminary  calculations  have  led  to  incorrect  conclusions  as  to  the 
motor  characteristics  required,  and  all  the  laborious  calculations  will  then  have  to  be 
repeated.  If  all  single  sections  have  approximately  the  same  profile,  then,  of  course, 
the  average  profile  is  immediately  available.  In  the  general  case,  however,  it  is 
necessary  to  ascertain  the  degree  of  importance  of  the  gradients  and  of  their  location. 
Such  an  analysis,  as  indicated  in  Table  XXIV.  on  p.  81,  would  show  that  an  up  gradient 
at  the  beginning  of  a  run  is  of  the  greater  disadvantage,  and  that  the  effect  is  diminished 
if  the  location  of  the  gradient  is  removed  from  the  beginning  nearer  to  the  end  of  the 
accelerating  period,  and  still  further  diminished  if  nearer  to  the  end  of  the  run.     In 
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fact,  at  the  very  end  of  the  run  an  up  gradient  becomes  advantageous,  since  it  relieves 
the  brakes.  The  effect  of  any  gradient  may,  therefore,  be  fairly  represented  as  a 
function  of  the  amount  of  that  gradient  and  of  its  location. 

Suppose  that  we  have  a  line  where  the  distance  between  stations  varies  between 
one-third  of  a  mile  and  one  and  one-half  miles.  From  a  rough  consideration  of  the 
mean  speed  and  the  practicable  rate  of  acceleration,  we  find  that  the  accelerating  period 
may  extend  to  a  distance  of  from  200  to  500  .ft.,  and  the  braking  period  to  from  150 
to  250  ft.  In  Table  XXV.,  the  gradients  for  the  three  principal  stages  of  each  single 
run  between  stations  are  recorded. 

I,  The  average  gradient  for  the  first  800  ft. 
IL  „  „  „  second  800  ft. 

IIL  „  „  „  last  200  ft. 

To  each  gradient  is  assigned  at  once  its  equivalent  value  in  tractive  force  in 
lbs.  per  ton.  An  up-gradient  is  indicated  as  negative  (— ),  and  a  down-gradient  as 
positive  (+). 

Table  XXV. 

Schedule  of  Gradients  on  the  vaiiotis  Sections  of  the  Raihvay. 


X^llTk 

Average  Gradient 

Average  Gradient 

Average  Gradient 

JKun. 

for  arat  SOO  Feet. 

for  second  300  Feet. 

for  last  200  Feet. 

From  station  A  to  station  B      .         .         . 

+20 

+15 

1-5 

From  B  to  C 

+10 

+  8 

- 

hll 

From  C  to  D 

-5 

-8 

+20 

From  D  to  E 

-6 

-8 

-15 

From  E  to  F 

+80 

+  10 

-5 

From  F  to  G 

-20 

+10 

-25 

Average  A  to  G 

+5 

+4-5 

-2 

From  this  table  an  average  gradient  for  the  first  800  ft.,  for  the  second  800  ft, 
and  for  the  last  200  ft.,  is  readily  obtained,  and  the  average  profile  of  the  average 
run,  from  start  to  stop,  can  be  determined  at  once,  the  intermediate  distance  being 
taken  as  level,  as  the  effect  of  all  intermediate  gradients  is  comparatively  small  unless 
they  are  very  heavy,  in  which  case  an  allowance  should  be  made  in  the  final  result. 
Of  course,  with  sufScient  experience,  one  may  make  an  excellent  determination 
of  the  average  profile  itself  by  unaided  judgment,  thus  avoiding  the  necessity 
for  such  calculations  as  those  indicated  in  Table  XXV.  Armstrong  has  given  very 
convenient  curves  for  cases  of  just  this  sort.  His  curves  give  the  relation  between  the 
kilowatts  input  to  the  train  on  the  one  hand;  and  the  stops  per  mile  and  the  schedule 
speed  of  the  train  on  the  other.  Armstrong's  original  curves,  which  are  reproduced 
in  Fig.  101,  give  the  average  kilowatts  at  the  car  for  a  car  weighing  32  metric  tons. 
The  duration  of  stops  appears  to  have  been  taken  as  20  seconds.  In  Fig.  102,  the  same 
curves  have  been  converted  by  the  writers  into  terms  of  the  watt-hours  per  ton-mile. 
This  is  an  expression  which  does  not  vary  greatly  with  the  weight  of  the  car  or  train. 

Mr.  F.  W.  Carter  has  kindly  placed  at  our  disposal  the  curve  reproduced  in 
Fig.  103.  In  this  curve.  Carter  employs  as  ordinates  the  products  of  rated  horse 
power  per  ton  and  J  stops  per  mile,  and  as  abscissae  the  products  of  mean  running 
speed  in  miles  per  hour  (exclusive  of  stops)  and  V  stops  per  mile.  By  this  very 
ingenious  way  of  plotting.  Carter  has  been  able,  in  a  single  curve,  to  obtain  the 
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equivalent  of  Armstrong's  group  of  curves.  The  authors  have  made  a  comparison 
between  Carter's  curve  and  Armstrong's  curves,  and  find  that  the  latter  curves  can  be 
represented  with  great  accuracy  by  a  single  curve,  in  which  the  abscissae  denote 
schedule  speed  x  stops  per  mile,  the  ordinates  denoting  horse  power  per  ton  x  (stops 
permile)^  We  have  worked  out  such  a  curve  in  Fig.  104  for  a  30-ton  train.  Whereas 
Carter's  curve  (Fig.  103)  gives  the  rated  capacity  (see  p.  66  for  definition  of  rated 
capacity  of  railway  motors),  the  curve  of  Fig.  104  relates  to  input  to  train.  In  going 
from  a  80-ton  car  to  a  100- ton  train,  the  watt-hours  per  ton-mile  will  remain  practically 
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Fig.  101.    The  Effect  of  Frequent  Stops  in  IIigh-Speed  Eailroadtng.    (A.  H.  Armstrong, 

Street  Railway  Journal^  Vol.  XXIII.,  p.  70,  January'  9th,  190-1.) 

Speed  for  above  curves  =  Schedule  Speed  (i.e.,  including  stops). 

Tlie  diagram  shows  the  energy  consumption  for  a  32  (metric)  ton  car.    Duration  of  stops  =  20  seconds. 


unchanged  in  all  cases  in  which  the  air  friction  is  small  compared  with  the  bearing 
friction,  or  in  which  the  energy  for  overcoming  the  friction  is  small  compared  with 
the  energy  wasted  in  rheostats  and  braking.  In  other  words,  the  lower  the  speed  and 
the  greater  the  number  the  stops  per  mile,  the  smaller  will  be  the  diflference  in  the 
value  of  the  watt-hours  per  ton-mile  required  for  a  80-ton  train  and  the  value  for  a 
100-ton  train. 
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While  it  has  been  repeatedly  shown  that  at  medium  and  high  speeds  long  trains 
require  much  less  energy  per  ton  than  is  required  for  short  trains,  different  investigators 
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Fig.  102.    Energy  Coxsumption  for  a  32-Tox  Car  at  various  Schedule  Speeds. 

Duration  of  stop  =  20  seconds. 


have  arrived  at  widely-diverging  values  for  the  relative  consumption  of  long  and  short 
trains.  Aspinall's  curves  for  the  tractive  force  required  at  the  axle  for  trains  of  various 
lengths  have  already  been  given  in  Fig.  2  on  p.  6  of  Chapter  I.    Armstrong,  basing  his 
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conclusions  on  exhaustive  tests  by  Davis,  employs  the  curves  reproduced  in  Fig.  105, 
in  deducing  the  relative  amounts  of  tractive  force  required  for  light  and  heavy  trains. 
It  is  most  difficult  to  reconcile  these  and  other  results,  as  well  as  to  deduce  a  practical 
method  of  allowing  for  the  variations  in  power  required  due  to  variations  in  the 
weight  of  the  train,  but  these  curves  are  useful  as  guides  in  such  cases. 

On    p.    248    of    The    Electric   Journal   for    May,    1906,    Wynne    has    given 
some   curves  plotted  from 

a  formula  by  Blood,  and  ^^|^  /^frer  of  Motors  for  fir€rAgeSubud»n 

showing  the  train  resistance  Conditions 

of  single  cars  of  different  flcoettr»tion-l  5  Mi/ts per  Hour  per  Second 

weights.  These  curves  have  BrAkinq      -//^     '       •       ♦  ^  • 

been   replotted    employing  ComU^ing      -  176%  of  Running  Time/ajudmoSbM) 

metric  tons,  and  are  given  '  i  ^     /  y 

in  Fig.  106. 

It  is  convenient  for 
any  particular  case,  to 
determine  the  required 
motor  capacity  by  means 
of  curves  such  as  those 
just  described,  and  then  to 
increase  this  capacity  by 
an  amount  commensurate 
with  the  conditions  as  to 
permanent  way,  gradients, 
curvature  and  rolling  stock, 
for  the  particular  case 
under  consideration. 

In  comparing  the 
above  data  with  experi- 
mental results  obtained  on 
different  lines,  it  must  be 
kept  in  mind  that  an 
absolute  agreement  is 
quite  out  of  the  question. 
The  rating  of  the  motors 
actually  installed  on  the 
trains  depends  also,  as  has 
been     explained,    on     the 

gradients  and  curvatures  on  the  line.  Even  if  these  factors  were  eliminated,  there 
would  still  be  the  individual  judgment  of  the  designer  to  be  considered.  Never- 
theless, it  is  of  interest  to  give  the  rated  horse-power  of  the  motor  equipment 
chosen  for  a  series  of  lines  operated  by  continuous-current..  These  have  been 
compiled  in  Table  XXVI.  from  data  for  a  considerable  portion  of  which  we  are 
indebted  to  Mr.   F.  W.  Carter. 
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Table  XXVI. 
Contimioiis  Current  Motor  Equipments  emphyed  on  a  Number  of  Typical  Railways. 


Rated  Horse-power 

Number  of  Stops 

of  Motors  Installed 

per  Mile  (the  Stoim 

are  generally  or 

from  10  to  20 

F^econds'  Duration. 

Weight  of  Car  or 

on  Car  or  Train, 

Name  of  Line. 

Schedule  Speetl  in 

Miles  per  Hoar 

(Including  Stops). 

Train  (including 
Equipment)  in 
Metric  Tons  of 

per  Ton  Weight  of 

Train.  Tliis  Rating 

is  the  Standard 

The  Mean  Value  of 

1,000  Kilogrammes 

Nominal  Rating  of 

15  Seconds  may  be 

(2,200  Ibft.). 

76'  C.  Rise  after 

taken). 

One  Hour  on 
Testing  Stand. 

Metropolitan  District  UndergronnrI 

Railway  of  London 

15-7 

21 

176 

6-8 

^lanhattan  Elevated  Bailway   . 

14-7 

80 

127 

7-9 

New  York  Rapid  Transit  Railway     . 

16-2 

2-6 

162 

7-4 

Liverpool  Overhead  Railway     . 

19 

2-6 

55 

7-8 

Central  London  Bailway  . 

14 

21 

120 

4-2 

Illinois  Central  Railway  (Single  Car) 

17-8 

1-8 

29 

8-7 

North  Eastern  Railway     . 

22 

0-9 

92 

6-4 

Railway  A — Express  Service    . 

80-7 

0-8 

64 

12-5 

„             Local  Service 

19 

2-6 

64 

12-6 

„             Express  Service    . 

30-7 

0-8 

48 

14-6 

„            Local  Service 

191 

2-6 

48 

14-6 

Carter  ("  Technical  Considerations  in  Electric  Railway  Engineering  ")  states  that 
on  the  1-hour  75^  Cent,  basis  of  rating  of  railway  motors,  the  weight  of  the 
electrical  equipment  comprising  continuous  current  motors,  rheostats  and  controllers, 
may  be  taken  as  40  lbs.  (18*2  kgs.)  per  nominal  horse-power.  He  states  that  this  is 
an  average  figure  corresponding  to  surburban  service,  and  must,  of  course,  only  be 
treated  as  a  first  approximation.  The  figure  is  furthermore  based  on  motors  of  from 
150  horse-power  to  175  horse-power  rated  capacity.  The  equipment  will  be  heavier 
with  many  motors,  each  of  smaller  capacity,  and  vice  versa.  He  also  points  out  in  this 
conuection,  the  importance  of  not  overlooking  the  greater  weight  of  motor  trucks  as 
compared  with  trailer  trucks.  On  the  basis  of  this  figure  of  40  lbs.  per  rated  horse- 
power. Carter  has  deduced  curves  from  which  the  writers  have  compiled  the  curves  in 
Fig.  107.  It  is  very  evident  that  for  each  length  of  run  there  is  a  limiting  average 
speed  from  start  to  stop  which,  even  with  high  initial  accelerating  rates,  cannot  be 
obtained  owing  to  the  electrical  equipment  requiring  its  entire  available  capacity  for 
self-propulsion,  there  being  no  residue  for  trucks,  cabs,  furnishings  or  for  the  load  to  be 
transported.     This  limiting  speed  is,  of  course,  higher  the  less  the  frequency  of  stops. 

The  curves  of  total  energy  consumption  at  the  contact  shoe,  per  ton-mile, 
corresponding  to  the  curves  in  Fig.  107,  are  given  in  Fig.  108  in  terms  of  the 
schedule  speed,  for  stops  of  0,  10  and  20  seconds'  duration.  Allusion  has  already 
been  made  to  the  importance  of  a  careful  examination  of  any  particular  case,  before 
makilig  definite  statements  as  regards  schedule  speeds  for  a  given  frequency  of  stops. 
Prior  to  a  discussion  of  the  subject  of  motor  power  required  for  given  schedules  and 
weight  of  electrical  equipment,  the  matter  could  not  be  dealt  with  so  fully  as  desirable. 
Now,  however,  we  can  revert  to  the  subject  and  analyse  it  in  the  light  of  the  more 
complete  data  set  forth  in  the  last  section. 

Schedule  Speed  and  Number  of  Stops  per  Mile, 

One  of  electricity's  chief  claims  to  superiority  over  steam  as  a  motive  power  for 
railways  is  based  upon  the  feasibility  of  maintaining  a  high  schedule  speed  with  frequent 
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stops.  The  high  rate  of  acceleration  obtainable  by  electric  traction  permits  higher 
speeds,  with  a  given  number  of  stops  per  mile,  than  has  been  possible  with  steam 
motive  power,  but  these  possibilities  have  so  encouraged  promoters  of  electric  traction 
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Fig.  104.    Curves  for  Deriving  the  Kilowatts  Input  per  Ton  to  a  30-Ton  Car  for  various 

Schedule  Speeds  and  various  Stops  per  Mile. 

Duration  of  stop  =  20  seconds. 

enterprises  that  they  sometimes  lose  sight  of  the  fact  that  even  electric  traction  has 
its  limitations,  and  that  high  schedule  speeds,  which,  with  frequent  stops,  inevitably 
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necessitate  high  accelerating  rates,  are  only  to  be  attained  at  very  disproportionately 
increased  cost.  Limitations  of  space  will  only  permit  of  the  most  cursory  eiLamination 
of  the  subject.  By  steam  traction  on  railways,  the  rate  of  acceleration  is  generally 
considerably  lower  than  0'5  mile  per  hour  per  second,  and  one  is  able  by  electric 
motive  power  to  obtain  accelerating  rates  as  high  as  8  miles  per  hour  per  second; 
but  it  should  not  be  concluded  that  such  accelerating  rates  are  desirable.  They 
impose  severe  strains  on  the  trucks  and  the  permanent  way ;  they  involve  the  use  of 
a  total  weight  of  electrical  equipment,  including  motors,  controllers,  and  regulating 
apparatus — such  as  rheostats  or  transformers,  or  potential  regulators — which  may 
exceed  the  weight  of  the  remainder  of  the  rolling  stock,  together  with  the  passengers. 
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Fig.  106.    Cfeves  of  Tractive  Resistance  for  Single  Cars  of  various  Weights 

ACCORDING  TO  Wynne.     (Blood*8  Formula.) 

The  passengers  might  be  willing  to  sacrifice  their  personal  comfort  in  the  interests  of 
shortening  the  time  spent  on  the  journey,  but  difficulty  will  attend  adjusting  fares  at 
values  commensurate  with  the  expenses  entailed  in  conforming  to  schedules  requiring 
so  high  an  accelerating  rate.  Of  course,  it  must  be  admitted  that  conditions  of  traffic 
exist  where  the  high  train  load  factor  justifies  the  heavy  cost  per  train  mile,  and  there 
is  also  the  off-setting  factor  that  the  higher  mileage  per  train  per  day  reduces  the 
number  of  trains  required  for  a  given  frequency  of  service,  and  thus  also  the  capital 
outlay  for  rolling  stock.  The  greater  wear  and  tear  will,  however,  reduce  this 
advantage  considerably,  in  that  a  larger  percentage  of  the  trains  will  be  undergoing 
repairs  ;  in  other  words,  a  larger  percentage  of  spare  trains  must  be  provided. 

Leaving  out  the  exceptional  cases,  it  may  be  said  that  an  average  accelerating  rate 
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of  1'5  miles  per  hour  per  second  is  generally  a  fairly  satisfactory  value  for  passenger 
trains  electrically  operated,  and  is  rarely  or  never  exceeded  in  regular  service.  This 
is  already  over  three  times  as  great  as  the  accelerating  rates  customary  with  steam 
passenger  trains.  The  average  rate  of  retardation  during  braking  may  also  be  taken 
at  some  1'5  miles  per  hour  per  second.  Let  us  permit  the  maximum  speed  to  exceed 
the  average  speed  from  start  to  stop  by  83J  per  cent.,  i.e.,  with  an  average  speed 
of  15  miles  per  hour  from  start  to  stop,  let  us  permit  a  maximum  speed  of.  20  miles 
per  hour.  Let  the  length  of  stop  equal  15  seconds.  "With  these  assumptions,  it 
may  readily  be  found  by  graphical  plotting  that,  with  one  stop  per  mile,  the  average 
obtainable  speed  between  stops  hardly  exceeds  31  miles  per  hour,  or  a  schedule  speed 
(average  speed,  including  stops)  of  27  miles  per  hour.  "With  two  stops  per  mile 
(i.e.,  one  stop  every  0*5  mile),  the  greatest  obtainable  schedule  speed,  on  these  same 
assumptions,  will  be  but  19  miles  per  hour.  On  the  contrary,  should  we  run 
over  sections  of  2  miles*  length  between  stops,  we  shall  be  able  to  obtain  a  schedule 
speed  of  40  miles  per  hour.     These  results  are  brought  together  in  Table  XXVII : — 

Table  XXVII. 
Schedule  Speed  with  15  Second  Stops,  for  a  mean  Acceleration  of  1*5  Miles  per  Hour 
per  Second,  and  a  mean  Retardation  of  1*5  Miles  per  Hour  per  Second,  when  the 
Maximum  Speed  does  not  exceed  the  average  Speed  from  Start  to  Stop  by  more 
than  83J  per  Cent} 


Number  of  Stops 
per  Mile. 


Greatest  obtainable  Schedule 
Speed. 


20 

19  miles 

per 

hour. 

10 

27        „ 

»» 

0-5 

40 

»» 

In  a  very  interesting  article  on  this  subject  (Street  liaiUcay  Journal,  Vol.  XXIIL, 
pp.  70,  71,  January  9th,  1904)  Armstrong  has  given  data  from  which  the  average 
kilowatts  input  to  the  train,  and  the  rated  horse-power  of  the  electric  equipment  of 
a  100-ton  train,  has  been  obtained  for  the  three  cases  above  considered.  These  values 
are  set  forth  in  Table  XXVIII. 

Table  XXVIII. 
Ai^mstrong's  Data  for  average  Input  to  'Train  under  various  Conditions  of  Service 

{sec  Fig.  101). 


Number  of  Stops 
per  Mile. 


2-0 
1-0 
0-5 


Schedule  Speed. 


19 
27 
40 


Average  Kilowatt 

Input  to 

lOO-Tou  Train. 


Rated  Horse-i)ower 

of  Equipment  of 

lOO-Tou  Train. 


140 
230 
400 


630 
1,000 
1,800 


^  The  mean  speed  from  start  to  stop  is  termed  the  average  speed,  and  the  mean  speed,  including 
stops,  is  termed  the  schedule  speed.  Thus  in  the  case  with  two  stops  per  mile,  a  schedule  speed  of 
19  miles  per  hour  corresponds  to  an  average  speed  of  22*6  miles  per  hour,  and  a  maximum  speed 
of  30  miles  per  hour,  which  is  38i  per  cent,  higher  than  the  average  speed,  and  58  per  cent,  higher 
than  the  schedule  speed. 
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From  data  of  the  weight  of  complete  electrical  equipments,  including  contmuous- 
current  motors  and  accessories,  the  rough  values  set  forth  in  Table  XXIK.  have  been 
compiled : — 

Table  XXIX. 
Representative  Data  of  Trains  for  various  Senices. 


Xuinl)er  of  Stops 
per  Mile. 

Schedule  Speed. 

Train  weighing  100  Tons  complete, 
including  Equipment  and  Passengers. 

Seating 
Capacity. 

Weight,  Electrical 
Equipment. 

Weight  remainder, 

including 

Passengers. 

20 
10 
0-5 

19 
27 
40 

ToiiJi. 

30 
40 
65 

Tons. 

70 
60 
85 

220 
180 
100 

From  the  values  in  Tables  XXVIII.  and  XXIX.,  the  figures  shown  in  Table  XXX. 
for  the  watt  hours  per  seat-mile  are  readily  deduced  : — 

Table  XXX. 
Watt-hours  Input  to  Trains  for  various  Services  per  Seat-mile. 


Number  of  Stops 
per  Mile. 


20 
1-0 
0-5 


Schedule  Sp>eed  in 
Miles  per  Hour. 


19 
27 
40 


Watt-hours  Input 

to  Train  per 

Seat*mile. 


84 

48 

100 


Now  let  us  make  a  rough  estimate  of  the  schedule  speed  which  would  be 
practicable  with  two,  one,  and  one-half  stops  per  mile,  if  we  allow  80  tons  for 
the  electrical  equipment,  i.e.,  80  per  cent,  of  the  total  weight  of  the  loaded  train. 
There  thus  remains  70  tons  for  the  balance  of  the  equipment,  which  will  provide 
for  some  220  seats.  Thirty  tons  of  electrical  equipment  may  be  taken  as  corresponding 
to  some  630  rated  horse-power,  and  this  will  provide  an  average  input  to  train  of 
some  140  kilowatts.  From  Armstrong's  curves  in  Fig.  101,  and  from  the  reasoning 
above  employed,  the  following  schedule  speeds  and  energy  consumption  at  train  in 
watt-hours  per  seat-mile  may  be  deduced,  and  are  given  in  Table  XXXI. 

Table  XXXI. 
Watt-hours  Input  to  Trains  for  various  Services  per  Seat-mile, 


Number  of  Stops 
per  Mile. 

Schedule  Speed  in 
Miles  per  Hour  for 
630  Rated  Horse- 
power of  Electrical 
Equipment. 

Watt-hours  Input 

to  100-Ton  Train 

per  Seat-mile. 

20 
10 
0-5 

19 

24 
30 

84 

27 
21 
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In  Table  XXXII.  some  further  conclusions  are  derived  from  the  preceding  tables. 

Table  XXXII. 
Dependence  of  Energy  Consiunption  on  Schedule  Speed. 


Number 

of  Stops 

per 

Mile. 


Highest  practicable 
Schedule  Speed  (with 
1"5  Miles  ])er  Hour 
per  Second  Accelera- 
tion and  Retardation, 
also  MaJcinmni  Speed 
not  over  IJ  x  Average 
Speed. 


B. 

Schedule  Speed 

corresponding  to  an 

Electrical  Equipment 

constituting  SO  per 

cent,  of  the  total 

Weight  of  Train. 


Percent,  by 

which  Speed  B 

is  less  than 

Speed  A. 


20 
10 
0-5 

19  miles  per  hour. 

27      „ 

40       ff          ,, 

19  miles  per  hour. 
24      „ 
30     „ 

0  per  cent. 

11         » 
26 

84 

48 
100 

C. 

Watt- 
hours 

D. 
Watt- 
hours 

per 
Beat- 
mile 
for  A. 

per 
Beat- 
mile 
forB. 

Percent,  by 

which  D  is 

less  than  C. 


Per  cent. 
Decrease  in 
Energy  Con- 
sumption per 
Seat-mile,  per 
per  ceiitC 
Decrease  in 
Schedule  Speed. 


4'0  per  cent. 
8-2 


»» 


It  is  thus  evident  that  for  the  first  10  per  cent,  to  25  per  cent,  or  so,  by  which  we 
reduce  the  schedule  speed  below  the  maximum  practically  obtainable,  we  shall  reduce 
the  energy  consumption  per  seat-mile  by  from  3  per  cent,  to  4  per  cent,  for  every  1  per 
cent,  decrease  in  schedule  speed ;  thus  we  can  halve  the  watt-hours  per  seat-mile  by  a 
15  per  cent,  decrease  in  the  schedule  speed  below  the  maximum  attainable  under  the 
specified  conditions.  Schedules  requiring  over  40  watt-hours  input  per  seat-mile  are 
for  trains  essentially  extravagant.  As  an  example  of  a  much  more  moderate  service, 
the  Central  London  Railway  may  be  mentioned.  On  this  road,  the  weight  of  the 
electrical  equipment  is  some  20  per  cent,  of  the  total  train  weight,  and  the  energy 
consumption  at  the  train  is  of  the  nature  of  20  watt-hours  per  seat-mile,  the  average 
number  of  stops  being  2*25  per  mile,  and  the  schedule  speed  being  14  miles  per  hour. 
But  in  the  case  of  the  Central  London  Railway,  the  inclines  at  the  station  approaches, 
contribute  considerably  in  decreasing  the  energy  input  per  train  mile. 

The  estimations  throughout  this  investigation  are  of  the  roughest  nature,  and  are 
only  intended  to  show  the  consequences  of  striving  for  high  schedule  speeds  and  frequent 
stops.  Thus  one  might  very  properly  question  whether  a  train  weighing  100  tons 
complete,  and  electrically  equipped  with  power  for  so  high  schedule  and  maximum 
speeds  as  40  and  53  miles  per  hour,  respectively,  with  one  stop  per  2  miles,  would  or 
would  not  have  the  stated  capacity  of  100  seats.  Standards  for  good  practice  in  these 
directions  are  only  slowly  emerging.  In  many  other  respects  the  estimates  are  most 
crude,  but  it  is  thought  tliat  they  may  suffice  to  illustrate  the  point  in  question. 

These  considerations  vitally  affect  the  question  of  the  relative  advantages  of  the 
continuous-current  and  the  single-phase  systems.  An  equipment  with  alternating 
current  single-phase  commutator  motors  and  the  necessary  controlling  apparatus  for 
running  over  not  only  alternating  current,  but  also  continuous  current  sections  of  line, 
may  be  taken  as  weighing  at  least  some  40  per  cent.^  more  than  the  corresponding 
equipment  of  standard  continuous-current  motors.  For  a  given  total  weight  of  train, 
this  will  either  necessitate  reducing  the  seating  capacity  or  reducing  the  schedule 
speed  or  the  number  of  stops.  If  the  total  weight  of  train  is  increased  so  as  to 
obtain  the  same  seating  capacity,  then  the  watt-hours  per  train-mile  will  be  increased, 
and  this  will  require  for  a  given  schedule  a  greater  rated  horse-power  per  seat. 

Let  us  confine  our  comparison  to  the  same  total  weight  of  train — 100  tons — 
already  considered.     The  single-phase  equipment  will  weigh,  say  1*4  x  30  =  42  tons. 

With  the  remaining  58   tons  we  can  provide  seating  capacity  for   some   182 

^  This  low  figure  of  40  per  cent,  greater  weight  is  only  taken  from  motives  of  conservatism. 
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passengers.    Neglecting  the  lower  efficiency  of  the  single-phase  system,  we  obtain  the 
figures  given  in  Table  XXXIII. 

Table  XXXIII. 

Comparison  of  Input  per  Seat-mile,  tvitli  Continuous-current  and  Single-phase  Equipments. 


Number  of  Stops 

Schedule  Speed  in 
MileA  per  Hoar  for 
630  Rated  Home- 
power  of  Electrical 
Equipment. 

Watt-hours  Input  to  lOO-Ton  Train 
per  Seat-mile. 

per  Mile. 

Gontinuou8.current 
Equipment. 

Single*  phase 
Equipment. 

2-0 
1-0 
0-5 

19 
24 
30 

84 

27 
21 

41 
88 
25 

As  a  matter  of  fact,  the  lower  efficiency  of  the  single-phase  equipment  will  make 
these  figures  still  more  unfavourable  to  that  system.  Should  we  keep  the  seating 
capacity  the  same,  we  should  be  obliged  to  reduce  the  size  of  the  equipment  to  not 
over  450  horse-power,  and  we  should  then  have  the  schedule  speeds  and  watt-hours 
per  ton-mile  for  the  two  systems,  as  shown  in  Table  XXXIV. 

Table  XXXIV. 
Further  Comparisons  of  Input  with  Continu^us-cuirent  and  Single-phase  Equipments. 


Schedule  Speed  in  Miles  per  Hour. 

Watt-hours  Input  to  100-ton  Train  per 
Seat  mile. 

Continuous-current 

Equipment  of 

680  Horse-power, 

and  weigning 

80  Tons. 

Single-phase 

Equipment  of 

450  Horse-power, 

and  weighing 

80  Tons. 

Number  of  Stops 
per  Mile. 

Gontinuoujt-current 
Equipment. 

Single-phase 
Equipment. 

2-0 
1-0 
0-5 

19 
24 
80 

17 
21 
26 

84 

27 
21 

80 
24 

18 

By  interpolation  from  the  two  preceding  tables,  it  is  seen  that  for  the  same  watt- 
hours  per  seat-mile  for  the  two  systems  the  schedule  speeds  would  be  as  shown  in 
Table  XXXV. 

Table  XXXV. 

Comparison  of  Schedule  Speeds  with  Continuous-current  and  Single-phase  Equijyments. 


Number  of  Htops 
per  Mile. 

Watt- hours  Input 

to  lOO-Ton  Ti-ain 

per  Seat-mile. 

Schedule  Speed  in  Miles  per  Houi. 

Continuous-current 
Equipment. 

Single-phase 
Equipment. 

2-0 
1-0 
0-5 

84 
27 
21 

19 
24 
80 

18 
22 
28 

Furthermore,  there  is  as  yet  no  accessible  comparative  data  to  make  it  clear  that 
the  commutator  of  the  single-phase  motor  will  not  deteriorate  far  more  rapidly  for  ft 
mean  accelerating  rate  of  1*5  miles  per  hour  per  second  than  will  the  commutator  ot 
the  continuous-current  motor.     Many  engineers  are  quite  satisfied  that  the  former  will 
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deteriorate  far  more  rapidly.  It  would  be  well,  pending  the  further  development  of 
this  class  of  motor,  to  specify  that  such  motors  shall  be  subjected  on  the  testing  stand 
to  accelerating  on  an  alternating  current  circuit  from  rest  up  to  20, 80,  or  40  miles  per 
hour,  as  the  case  may  be,  under  such  conditions  of  terminal  voltage  and  load  as 
would  in  actual  practice  give  a  constant  accelerating  rate  of  somewhat  over  1*5  miles 
per  hour  per  second  with  the  car  or  train  to  be  handled.  If  the  motor  is  for  a  road 
operating  with  one  stop  per  mile  at  a  schedule  speed  of  20  miles  per  hour,  this 
acceleration  from  rest  should  be  repeated  every  3  minutes  for  15  hours  per  day  for 
10  days.  If  the  commutators  of  2  or  8  motors  should  be  shown  to  sustain  this  test 
anywhere  nearly  as  satisfactorily  as  the  commutators  of  corresponding  continuous- 
current  motors,  this  commutation  menace  would  be  removed  from  the  question,  and 
the  chief  remaining  disadvantages  of  the  single-phase  equipment  would  relate  to  its 
greater  weight  and  lower  efficiency.  The  matter  has  been  alluded  to,  since  attractive 
schedules  for  suburban  trains  are  dependent  upon  the  use  of  accelerating  rates  of 
from  1  to  2  miles  per  hour  per  second,  and  there  appears  to  be  room  for  doubt  whether 
the  single-phase  commutator  motor  can  equal  the  continuous-current  motor  with 
respect  to  good  commutation  under  these  conditions.  Should  this  be  so,  then  the 
use  of  the  single-phase  system  will  entail  still  further  decrease  in  schedule  speeds 
below  those  practicable  with  continuous-current  equipments.  Single-phase  equipments 
will,  of  course,  permit  of  much  better  schedule  speeds  for  suburban  service  than  are 
obtainable  with  steam  locomotives,  but  it  is  probable  that  they  will,  to  many  of  us, 
prove  to  be  disappointingly  inferior  to  continuous-current  equipments. 
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Chapter    V 

THE  ELECTRICAL  POWER  GENERATING  PLANT 

THE  amount  of  power  to  be  provided  by  the  generating  station  under  service 
conditions  has  been  dealt  with  in  a  previous  chapter.  For  tramways  working 
under  normal  conditions  as  to  surface  characteristics  and  rolling  stock,  the  average 
power  required  at  the  generating  station  works  out  at  about  7*8  kilowatts  per  car. 
The  maximum  fluctuation  is  from  50  per  cent,  to  100  per  cent,  in  excess  of  this, 
according  to  the  number  of  cars  in  service  and  the  extent  of  the  undertaking.  It  has 
been  shown  that  in  regard  to  the  generating  plant  for  a  railway,  a  close  investigation 
of  the  conditions  of  each  undertaking  is  necessary,  as  the  factors  vary  considerably.  It 
has  been  shown  how  to  take  account  of  these  variables,  and  how  to  derive,  from  the 
power  curve  of  each  section,  a  total  output  curve  for  the  sub-stations  and  generating 
station,  from  which  are  obtained  the  average  power,  the  magnitude,  and  frequency  of  the 
fluctuations.  The  present  chapter  will  deal  with  the  arrangement  of  the  generating 
plant,  and  the  design  and  characteristics  of  the  component  parts. 

Taking  as  our  starting  point  the  load  curve  of  the  station,  the  next  step  is  to 
decide  upon  the  size  of  unit  and  the  type  of  generating  plant.  The  daily  load  curve 
should  be  consulted  to  determine  the  most  suitable  size  of  unit,  which  should  be  such 
as  to  give  the  highest  load  factor  for  the  running  plant  consistent  with  steam 
economy,  operating  expenses,  and  capital  cost.  The  range  of  load  over  which  the 
generating  set  will  maintain  a  suitable  efficiency  also  enters  into  the  question  of  its 
size,  which  should  be  increased  until  the  extra  steam  consumption  due  to  the  poorer 
load  factor  balances  the  saving  in  capital  cost  and  operating  expenses.  Under  these 
conditions,  the  size  of  the  generating  set  will  increase  with  the  size  of  the  station  up 
to  the  limit  where  mechanical  unwieldiness  interferes  with  operating  economies.  A 
limit  of  5,000  kilowatts  appears  to  be  reached  with  reciprocating  engines,  but  steam 
turbines  appear  to  have  a  far  higher  limit  than  this,  and  for  this  reason,  other 
conditions  being  favourable,  it  is  probable  that  turbines  will  be  favoured  for  future 
large  installations. 

Fig.  109  shows  a  daily  load  curve  of  the  Central  London  Railway,  and  in  the  same 
difiigram  is  drawn  a  line  indicating  the  full  rated  output  of  the  plant  in  service,  the 
ratio  of  the  two  areas  being  the  load  factor  of  the  plant.  In  this  case  six  units  of 
plant  are  installed,  and  the  units  in  service  during  the  particular  day  vary  from  one 
to  five,  and  follow  the  load  curve  fairly  closely.  The  momentary  fluctuations  in  the  load 
are  not  shown  in  this  curve,  and  these,  of  course,  have  to  be  taken  into  account  in 
adjusting  the  plant  to  the  load.  It  will  be  seen  how  the  peaks  of  the  load  are  supplied 
from  the  overload  capacity  of  the  generators.  In  this  connection  the  curve  of  the 
combined  efficiency  of  the  engine  and  generator  is  of  importance,  for  by  designing  the 
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engine  and  generator  with  a  high  level  of  efficiency  over  a  long  range  a  larger  unit  of 
plant  might  be  used.  This,  however,  tends  to  limit  the  overload  margin  of  the  set. 
Superheating  of  the  steam  has  a  tendency  to  preserve  a  high  level  of  efficiency  over  a 
wide  range,  so  that  larger  units  may  be  used  with  good  economy  than  otherwise  would 
be  advisable. 

The  amount  of  spare  plant  depends  upon  how  often  the  plant  is  called  upon  to 
meet  abnormal  demands.  Tramways,  for  instance,  are  liable  to  heavy  loads  on  one  or 
two  days  in  the  week,  and  to  a  still  heavier  one  on  special  occasions,  such  as  public 
holidays.  To  meet  the  former  condition  a  single  unit  of  plant  may  be  provided  as 
spare,  while  in  the  case  of  infrequent  maxima  it  is  sufficient  to  arrange  that  the  whole 
of  the  plant  shall  be  in  service  for  the  occasion,  provided  that  the  plant  is  of  a  reliable 
type,  and  the  intervals  sufficient  to  attend  to  repairs. 

With  regard  to  the  type  of  generating  plant,  provided  that  the  space  at  one's 
disposal  and  the  characteristics  of  the  load  be  taken  into  account,  such  matters  as  the 
choice  of  a  plant  resolve  themselves  into  a  question  of  capital  cost  against  running 
cost.  Broadly  speaking,  for  a  large  installation  with  large  units,  a  slow- speed  engine 
or  a  steam  turbine  would  be  more  suitable  than  a  high-speed  reciprocating  engine. 
The  former  would  be  used  if  the  facilities  for  condensing  be  limited,  and  the  turbine  if 
there  is  abundance  of  condensing  water  at  a  convenient  level  not  involving  much  extra 
power  in  lifting.  In  the  case  of  a  small  installation,  where  the  size  of  units  is  under 
say  500  kilowatts,  the  high-speed  reciprocating  set  would  be  found  more  suitable  than 
a  slow-speed  set ;  and  if  the  condensing  facilities  are  limited,  a  steam  turbine  is  out  of 
the  question  as  against  a  high-speed  set,  as  the  latter  is  not  much  more  expensive,  and 
is  more  economical  under  the  circumstances. 

In  order  to  fulfil  the  conditions  outlined,  the  engine  and  generator  must  be 
designed  so  as  to  respond  readily  to  rapid  fluctuations  in  the  load.  As  regards  the 
engine,  the  speed-regulating  apparatus  must  be  so  designed  that  the  variations  of  the 
speed  from  no  load  to  full  load,  and  also  during  each  revolution,  must  be  kept  within 
the  defined  limits.  It  is  usual  to  specify  that  the  maximum  variation  in  speed  due  to 
any  variation  in  load  between  minimum  and  maximum  shall  not  exceed  IJ  per  cent, 
above  or  below  the  normal  speed. 

With  regard  to  the  first  condition,  the  difference  between  the  mean  speed  revolu- 
tions per  minute  at  maximum  and  minimum  load  is  dependent  entirely  upon  the 
governor,  but  variations  during  any  one  revolution  must  be  taken  care  of  by  the 
flywheel.  These  latter  variations  may  be  divided  into  two  classes:  first,  those  due 
to  variations  in  the  impelling  force,  the  load  remaining  constant ;  secondly,  those  due 
to  variations  in  the  load  without  corresponding  increase  of  the  impelling  force. 

It  has  been  found  in  practice  for  engines  for  electric  traction  purposes  that  the 
weight  of  flywheel  necessary  to  maintain  the  speed  between  the  fixed  limits  is  much 
greater  for  the  second  than  for  the  first  of  these  conditions,  and  that  if  designed  to 
fulfil  the  second,  the  flywheel  will,  in  a  well-balanced  engine,  be  more  than  sufficient 
to  deal  with  the  variations  in  angular  velocity  due  to  variation  in  the  impelling  force. 
The  weight  of  the  flywheel  rim  must  be  such  that  the  energy  given  out  in  dropping 
through  the  allowable  limit  of  speed  variation  during  one  revolution  must  be  equal 
to  the  increase  of  load  beyond  that  which  can  be  dealt  with  by  the  energy  expended 
by  the  steam  available. 

It  has  been  found  in  practice  that  the  maximum  energy  which  the  flywheel  should 
be  designed  to  supply  under  these  conditions  is  about  80  per  cent,  of  the  maximum 
fluctuation  of  load  to  be  dealt  with. 
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In  designing  the  flywheel  the  effect  of  the  revolving  field  or  armature  of  the 
generator  should  be  taken  into  consideration,  and  the  weight  of  the  wheel  reduced 
accordingly. 

As  regards  the  variation  of  angular  velocity  during  a  revolution,  the  limits  depend 
upon  the  design  and  type  of  generator  and  upon  the  periodicity.  With  alternators 
running  in  parallel,  it  is  found,  as  a  matter  of  experience,  that  in  order  to  avoid 
fluctuations  of  voltage  in  the  system,  it  is  advisable  to  confine  the  angular  displacement 
to  within  the  limits  of  2^  electrical  degrees  above  or  below  the  mean. 

The  rapid  alterations  in  the  stresses  and  the  weight  of  the  flywheel  necessitate  a 
stiff  shaft,  but  it  is  found  advantageous  to  make  the  shaft  considerably  stiffer  than 
these  considerations  alone  would  demand,  as  by  this  means  undue  stresses  upon  the 
reciprocating  parts  are  avoided.  These  parts  can  then  be  designed  strictly  to  fulfil 
their  normal  functions,  and  in  consequence  can  be  made  much  lighter  than  is  otherwise 
the  case. 

As  regards  the  generator,  if  of  the  continuous  current  type  the  conditions  to  be 
fulfilled  are  met  by  designing  the  armature  coils  for  a  sufficiently  low  inductance,  a 
high  magnetisation  of  the  armature  projections,  and  by  over-compounding  ;  by  these 
means  sparkless  commutation  may  be  obtained  throughout  a  wide  range  of  load.  The 
generator  is  usually  required  to  supply  its  full  rated  load  continuously  without  a  rise 
of  more  than  85  degrees  Cent.,  and  must,  with  fixed  brush  position  for  all  loads,  take 
50  per  cent,  overload  without  sparking  at  the  commutator.  If  the  generator  be  of 
the  alternating  current  type,  in  addition  to  the  considerations  mentioned  as  to  varia- 
tion in  load,  consideration  must  be  given  to  the  transmission,  transforming,  and 
converting  system,  in  fact  the  whole  system  is  closely  interdependent.  The  design 
of  the  generator  is  affected  by  the  resistance  and  inductance  of  the  transmission 
system  and  by  the  nature  and  electrical  properties  of  the  sub-station  plant,  and  the 
properties  and  characteristics  of  the  whole  must  be  kept  in  view  in  the  design  of 
each  part. 

The  following  is  a  specification  of  a  type  of  engine  and  generator  which  has  found 
extensive  application  in  this  country ;  the  unit  consists  of  a  vertical  cross  compound 
engine  coupled  to  a  continuous  current  generator  of  550  kilowatts  rated  output,  and 
suitable  for  electric  traction  purposes. 

Engine : — 

Diameter  of  high-pressure  cylinder        ...       22  ins. 
Diameter  of  low-pressure  cylinder 

Stroke 

Revolutions  per  minute 
Initial  steam  pressure    . 

Vacuum 

Rated  load,  (I.H.-P.)  800 ;  cut-off,  one-third  stroke. 

Total  weight  of  engine 120  tons. 

Weight  of  wheel,  70,000  lbs. ;  diameter,  19  ft. ;  face,  16  ins. 

Diameter  of  bearing,  18  ins. ;  length,  36  ins. 

Diameter  of  shaft  between  bearings  .         .       19^  ins. 

Diameter  of  crank-pin,  6  ins. ;  length,  6  ins. 

Diameter  of  cross-head  pin,  6  ins.  ;  length,  6  ins. 

Diameter  of  piston  rod 4 J  ins. 

Diameter  of  steam    inlet,   7   ins.  ;    diameter   of 

exhaust  outlet,  16  ins. 
Guaranteed  steam  consumption     ....       13  lbs.  of  dry  saturated  strain  per 

I.H.P.  hour. 
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Generator : — 

Bated  output  .... 

Pressure  :  no  load,  500  volts ;  full  load,  550  volts 

Current 

Speed 

Amiature  toinding : — 

Number  of  circuits 

Number  of  turns  in  series  per  circuit 

Size  of  conductor   .... 

Amperes  per  square  inch  of  conductor 

Number  of  slots      .... 

Number  of  conductors  per  slot 

Diameter  of  armature  at  face 

Length  of  core  between  heads 

Dimensions  of  slots 
Field  ivinding  : — 

Type 

Number  of  turns  per  shunt  spool  . 

Size  of  conductor  in  shunt  winding 

Turns  per  series  spool    . 
Size  of  conductor  .... 
Commutator : — 

Diameter 

Active  length         .... 

Number  of  segments 

Brushes 


Amperes  per  square  inch  of  brush  contact    . 
Heating : — 

Bise  in  temperature  after  eight  hours'  run  at 
550  volts  and  1,000  amperes  : — 

Armature  core  surface 

Commutator  bars 

Spool  shunt 

Insulation  Test : — 
2,000  volts  effective  alternating  pressure  applied 
for  one  minute,  between   the   electric   circuits 
and  framework. 
'Efficiency  : — 


550  kilowatts. 

1,000  amperes. 

90  revolutions  per  minute. 

10 

90 

0-8  ins.  X  0-08  ins. 

1,560 

300 

6 

96  ins. 

20-5  ins. 

2  ins.  X  0-525  ins. 

Compound. 

1,164 

780  turns  of  No.  9  B.  and  S. 

874        ,,        No.  10   ,,      ,, 

8i 

'145  ins.  X  6*5  ins. 

86  ins. 

8-875  ins. 

900 

\  in.  X  1^  ins.,  five  per  stud,  ten 

studs. 
42-8 


26  degs.  Cent. 

22 

26 


♦» 


»» 


»» 


»> 


One  and  a  quarterload    .... 

94-4  per  cent. 

Full  load 

94-5       „ 

Three-quarter  load          .... 

.       94-5       „ 

Half-load 

940       „ 

Quarter-load 

.       91-0       „ 

Weight,  total 

87  tons. 

In  the  following  specification  are  given  particulars  of  a  vertical  3-cylinder 
compound  engine  and  2,500-kilowatt  three  phase  generator,  also  designed  for  traction 
purposes. 

Engine : — 

Diameter  of  high -pressure  cylinder       ....  42  ins. 

Diameter  of  low-pressure  cylinders       ....  62  ins.  and  62  ins. 

Stroke 60  ins. 

Speed 75  revolutions  per  minute. 

Initial  steam  pressure 150  lbs. 

Vacuum 25  ins. 
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Engine — continued. 

Kated  load     ......... 

Cut-off  .......... 

Total  weight  of  engine  ....... 

Flywheel :  weight,  100  tons  diameter  24  ft.  X  26i  ins. 
face. 

Diameter  of  bearings  first  and  second  from  high-pressure 
end,  22  ins.  X  36  ins. ;  third  and  fourth,  24  ins.  X 
36  ins. ;  fifth  and  sixth,  32  ins.  X  64  ins. ;  outer 
bearing,  30  ins.  X  48  ins. 

Diameter  of  shaft  at  flywheel  and  armature  spider 

Diameter  of  crank-pina :  high-pressure,  12  ins.  X  12  ins. ; 
first  low-pressure,  16  ins.  X  12  ins. ;  second  low- 
pressure,  20  ins.  X  12  ins. 

Diameter  of  cross-head  pins  ...... 

Diameter  of  piston  rods         ...... 

Diameter  of  steam  inlet       ....... 

Diameter  of  exhaust  outlets         ..... 

Generator : — 
Bated  output 
Nmuber  of  phases 
Connections  .... 
Periodicity  in  cycles  per  second 
Speed  in  revolutions  per  minute 
Voltage  between  terminals     . 
Voltage  per  phase 
Amperes  per  phase 
Number  of  poles    . 

A r mature  Iron  : — 

External  diameter  of  armature  laminations 
Diameter  at  the  bottom  of  the  slots 
Internal  diameter  of  armature  laminations 
Gross  length  of  core  between  flanges    . 
Effective  length  of  armature  core  . 

Nunjber  of  slots 

Number  of  slots  per  pole  per  phase 

Nett  weight  of  armature  laminations  after  deducting 


Amiature  Copper: — 

Number  of  conductors  per  slot  (two  in  parallel)  . 
Total  number  of  conductors  ..... 
Turns  in  series  per  phase  ..... 
Apparent  cross-section  of  two  conductors  in  parallel 
Mean  length  of  one  turn  ..... 
Resistance  of  armature  winding  per  phase  at60degs.  Cent. 
Weight  of  armature  copper    ...... 

Revolving  Field  : — 

liadial  dej)th  of  the  air  gap  at  the  middle  of  the  pole  arc 
l*ole  face  diameter  ....... 

Total  radial  length  of  magnet  core,  including  pole  shoe 
Material  of  magnet  core         .... 

Material  of  yoke    ...... 

Polar  pitch  at  air  gap     ..... 

Length  of  pole  arc  ..... 

Weight  of  magnet  cores  (including  pole  shoes) 
W^eight  of  yoke  (exclusive  of  spider) 

io6 


4,000  I.H.-P. 
One-third  stroke. 
700  tons. 


86  ins. 


12  ins.  X  12  ins. 

8  ins. 

14  ins. 

24  ins.  and  24  ins. 

2,500  kilowatts. 

8 

Y 

25 

75 

6,600 

3,750 

222 

40 

220  ins. 
207J  ins. 
200  ins. 
22  ins. 
16-6  ins. 
240 
2 

25,000  lbs. 

18 

4,320 

360 

0-266  sq.  ins. 

97  ins. 

0'14  ohms. 

7,000  lbs. 


T5  in- 
199|  ins. 

lOjJ  ins. 

Lan)i  nations 

Cast  iron. 

15J  ins. 

10  ins. 

19,200  lbs. 

23,000    „ 
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Magnet  Copper: — 

Number  of  turns  per  spool 42*6 

Size  of  conductor If  ins.  X  0*17  ins. 

Resistance  per  spool  at  60  degrees  Cent.  0*0078  ohms. 

Mean  length  of  one  field  turn 64  ins. 

Total  weight  of  copper  in  forty  spools  ....  10,000  lbs. 

Full  Load  Teat:— 

Indicated  horse-power  ..-.,..  8,680 

Brake  horse-power 3,480 

Electrical  horse-power 3,850 

Steam  per  I.H.-P .         .  12-2  lbs. 

Steam  per  B.H.-P. 12-7    „ 

Steam  per  E.H.-P 13*2    „ 

Combined  efficiency 92*8  per  cent. 

Mechanical  efficiency,  taking  generator  efficiency  as 

96  per  cent 96*2        „ 

Permanent  variation  of  speed  from  mean  between  no 

load  and  full  load 1*6  per  cent. 

Efficiency  of  Generator  : — 

At  full  load 96        „ 

At  three-quarter  load 95        ,, 

At  half-load 93        „ 

The  station  should  if  possible  be  arranged  so  that  each  generating  set  is  piped 
direct  from  one  boiler  or  battery  of  boilers,  thus  forming  one  complete  unit.  This 
enables  the  piping  to  be  considerably  simplified.  Each  unit  can  be  operated  indepen- 
dently ;  the  steam  header  can  be  shut  off  completely,  or  can  be  used  to  enable  any 
engine  to  be  supplied  from  any  boiler.  This  arrangement  of  steam  piping  gives  good 
facilities  for  testing,  and  also  provides  numerous  alternatives  for  working  in  the  event 
of  breakdown.  The  feed  piping  should  be  in  duplicate,  and  all  piping  should  have 
large  easy  bends  where  possible,  and  ample  provision  should  be  made  for  expansion. 

The  boiler  plant  should  be  arranged  in  units,  each  unit  corresponding  as  nearly 
as  possible  to  the  requirements  of  one  generating  set.  For  small  stations  the 
Lancashire  or  tubular  types  of  boiler  still  hold  their  own,  but  owing  to  the  limitations 
of  size  by  considerations  of  transport,  they  cannot  be  economically  installed  in  any 
but  the  smallest  power  stations,  as  such  small  units  in  a  large  station  would  involve 
extra  capital  expenditure  on  buildings  and  piping,  and  an  increase  in  the  working  cost. 

For  large  installations,  boilers  of  the  water  tube  type  are  the  rule,  for  the  reason 
that  they  can  be  built  in  large  units,  30,000  lbs.  per  hour  at  a  pressure  of  150  lbs.  per 
square  inch  being  in  common  use  at  the  present  time.  By  this  means  the  piping  can 
be  simplified,  and  the  first  cost  considerably  reduced.  Examples  of  this  grouping 
and  of  the  piping  thereto  will  be  seen  on  referring  to  the  descriptive  portions  of  this 
chapter. 

The  heating  surface  required  for  a  steam  boiler  depends  upon  the  initial  and 
final  temperatures  of  the  furnace  gases  and  the  temperature  of  the  feed  water.  The 
boiler  is  most  efficient  when  the  furnace  temperature  is  as  high,  and  the  final 
temperature  of  the  gases  as  low,  as  possible,  and  the  heating  surface  will  transmit 
from  three  to  five  British  thermal  units  per  hour  per  square  foot  per  degree  difference 
between  the  mean  temperatures  of  gases  and  water,  varying  according  to  the 
condition,  both  internal  and  external,  of  the  tubes. 

The  furnace  temperature  will  depend  upon  the  amount  of  surplus  air  necessary 
for  combustion,   which  amount  varies  considerably  with   different   grades  of  coal ; 
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50  per  cent  surplus  air  is  usual  for  furnaces  burning  24  lbs.  of  small  coal  per  square 
foot  per  hour,  and  the  corresponding  furnace  temperature  under  these  conditions  will 
be  about  2,400  degrees  F.,  varying  with  the  thermal  value  of  the  fuel  burned. 

The  necessary  draught  for  this  rate  of  combustion  is  about  f  inch  of  water,  which 
may  be  produced  either  by  a  chimney  or  by  artificial  means. 

The  most  satisfactory  results  are  obtained  when  the  velocity  of  the  flue  gases  is 
between  the  limits  of  12  to  15  feet  per  second.  The  amount  of  gases  to  be  carried 
off  being  known,  the  necessary  area  of  the  chimney  can  be  calculated  from  these 
figures. 

The  draught  produced  by  a  chimney  depends  upon  its  height  and  the  temperature 
of  the  gases,  and  increases  rapidly  with  this  temperature  up  to  about  800  degrees  F., 
when  the  increased  volume  of  the  gases  begins  to  counteract  the  effect  of  the  increased 
draught  until  at  about  500  degrees  F.  the  weight  of  air  delivered  to  the  furnace  is  a 
maximum,  and  for  a  given  height  of  chimney  the  weight  of  air  delivered  will  decrease 
as  this  temperature  is  exceeded.  The  decrease,  however,  is  very  slight  up  to  800 
degrees  F.,  and  as  the  requisite  quantity  of  surplus  air  for  combustion  is  correspondingly 
less  as  the  rate  of  combustion  is  increased,  the  boiler  may  be  forced  by  allowing  the 
gases  to  escape  at  a  high  temperature,  thus  increasing  the  difference  of  temperature 
between  the  gases  and  the  water,  and  increasing  the  rate  of  evaporation  to  meet  special 
demands,  at  the  expense  of  extra  chimney  losses. 

With  the  steam  pressure  at  165  lbs.  absolute,  which  is  the  usual  pressure  adopted 
in  modern  installations,  it  is  found  impracticable  to  reduce  the  temperature  of  the 
gases  leaving  the  boiler  to  less  than  500  degrees  F.,  and  it  follows  therefore  that  a 
thermal  gain  would  result  from  the  introduction  of  a  feed  heater  or  economiser,  and 
the  consequent  reduction  of  the  flue  temperature  from  500  degrees  to  the  necessary 
chimney  temperature  of  300  degrees.  It  will  be  seen,  too,  that  an  additional  saving 
of  heat  can  be  effected  by  installing  forced  or  induced  draught  and  reducing  the 
temperature  of  the  gases  still  lower  by  a  further  increase  in  the  economiser  surface,  at 
the  same  time  reducing  the  height  of  chimney  to  that  necessary  to  dissipate  the 
products  of  combustion. 

These  thermal  gains,  however,  are  not  always  commercial  gains,  and  when  the 
cost  of  economisers,  flue  space  required,  and  the  working  cost  of  scraper  gear  and  fans 
are  taken  into  account,  it  will  often  be  found  better,  from  a  commercial  point  of  view, 
to  allow  the  gases  to  escape  at  500  degrees,  especially  when  the  feed-water  has  already 
been  heated  by  exhaust  steam.  No  definite  rule  can  be  laid  down  as  to  the  advantages 
or  otherwise  of  forced  draught  and  economisers,  owing  to  the  widely  varying  con- 
ditions attaching  to  individual  installations,  but  it  may  be  taken  as  a  general  rule 
that  economisers  and  forced  draught  should  be  installed  only  where  the  price  of  coal 
is  very  high  and  the  feed  temperature  very  low. 

The  advantages  of  superheating  have  been  demonstrated  and  known  for  a  con- 
siderable time,  but  many  difficulties  were  encountered  in  adapting  engines,  pipes,  and 
valves  so  as  to  withstand  the  high  temperature.  These  difficulties  have  now  been 
overcome  so  as  to  admit  of  superheating  up  to  150  degrees  F.  without  any  elaborate 
precautions,  whilst  superheating  to  the  extent  of  3C0  degrees  F.  and  over  is  practised 
successfully  with  special  precautions.  This  degree  of  superheat  is  apparently 
sufficient  to  ensure  dry  steam  at  the  release  point,  and  up  to  this  point  the  saving 
in  steam  consumption  appears  to  be  about  10  per  cent,  for  every  100  degrees  of 
superheat,  and  a  nett  saving  in  heat  energy  of  6  per  cent,  for  every  100  degrees. 
Above  300  degrees  F.  the  law  would  probably  be  different,  and  it  is  questionable 
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whether  there  would  be  any  great  advantage  in  working  at  a  higher  superheat.  The 
figure  quoted  is  for  compound  engines  working  at  full  load  with  cut-oflf  about  one-third 
of  the  stroke ;  with  steam  turbines  the  saving  in  steam  consumption  is  about  9  per 
cent,  for  every  100  degrees  of  superheat.  The  question  as  to  whether  the  super- 
heater should  be  separately  fired  or  fired  by  hot  gases  from  the  boiler  furnaces 
depends  upon  the  degree  to  which  it  is  thought  desirable  to  control  the  superheating. 
When  the  superheater  is  made  an  adjunct  of  the  boiler,  the  heat  of  combustion  is 
utilised  to  the  utmost,  and  the  means  of  control  are  sufficient  for  all  practical 
purposes.  With  a  steady  load  the  superheating  is  fairly  constant.  With  large  boiler 
units,  the  tendency  is  to  combine  the  boiler  and  superheater  and  to  place  the  super- 
heater so  that  the  hot  gases  are  passed  through  at  an  early  stage  in  their  course 
from  the  furnaces  into  the  flue.  This  ensures  sufficient  and  regular  superheating, 
^whereas  if  placed  in  the  boiler  uptake,  the  temperature  may  fall  below  the  temperature 
necessary  to  impart  the  required  degree  of  superheat  and  subject  the  superheater 
to  a  deposit  of  soot. 

The  amount  of  surface  required  for  superheaters  varies  according  to  the  condition 
of  the  surface,  but  0*75  B.Th.U.  per  hour  may  be  taken  as  the  average  transference 
for  1  square  foot  per  degree  difference  of  temperature  between  the  mean  steam 
temperature  and  the  mean  temperature  of  the  hot  gases.  This  rate  of  transference 
is  lower  than  for  boiler  heating  surface,  due  to  the  fact  that  the  resistance  to  heat 
transference  between  two  gases  is  higher  than  between  gas  and  liquid.  On  the  whole 
it  would  seem  that  the  most  economical  arrangement  of  plant  is  to  use  superheaters 
as  part  of  the  boiler  construction. 

Considerable  difference  of  opinion  exists  as  to  the  relative  advantages  of 
mechanical  stokers  and  hand  firing ;  this  is  a  matter  depending  a  good  deal  upon 
the  personality  of  the  station  superintendent.  With  the  same  plant  one  man  will 
get  better  results  from  hand  firing,  and  another  from  mechanical  stokers. 

Where  large  boiler  units  are  to  be  used,  mechanical  stokers  are  almost  a  neces- 
sity, owing  to  the  quantity  of  coal  to  be  handled  and  the  size  of  the  grate.  A  boiler 
to  evaporate  20,000  lbs.  of  steam  per  hour  at  a  pressure  of  165  lbs.  absolute,  would 
consume  about  1  ton  of  coal  per  hour,  and  would  require  a  grate  area  of  180  square 
feet  to  burn  the  cheaper  classes  of  coal ;  a  stoker  would  have  considerable  difficulty  in 
reaching  the  far  end  of  the  furnace  and  in  covering  the  surface  evenly,  and,  moreover, 
the  furnace  door  would  need  to  be  open  a  considerable  proportion  of  the  time  and 
interfere  seriously  with  the  combustion. 

When  mechanical  stokers  are  used,  they  should  be  selected  with  great  care  and 
should  be  adapted  to  burn  the  particular  class  and  grade  of  coal  available.  The 
troubles  which  have  been  experienced  with  mechanical  stokers  have  been  due  to  a 
neglect  of  the  limitations  of  the  mechanical  stoker  in  this  respect. 

We  come  now  to  the  general  principles  affecting  the  condensing  plant.  The 
question  of  condensing  or  non-condensing  does  not  arise  in  tramway  or  railway  work, 
as  the  benefits  to  be  derived  from  condensing  are  only  doubtful  when  a  plant  is  for 
occasional  use,  and  not  when  the  plant  is  run  every  day  and  for  a  considerable  portion 
of  each  day.  The  type  and  arrangement  of  condensing  plant,  the  highest  vacuum 
which  can  be  economically  obtained,  and  the  extent  to  which  condensing  should  be 
carried  in  any  plant,  are  points  which  merit  some  consideration. 

The  arrangement  of  the  condensing  plant  may  be  either  independent,  that 
is,  one  condenser,  air  and  circulating  pump  for  each  unit,  or  central,  with  a  con- 
densing plant  dealing  with  the  exhaust  from  the  whole  station.     The  central  system 
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has  many  advantages  over  the  independent  condensers ;  the  plant  is  concentrated, 
and  therefore  requires  less  attention,  and  the  pamping  machinery  has  a  better 
efficiency  owing  to  the  larger  capacity. 

The  condensers  for  the  central  system  should  be  in  duplicate,  each  one  of  half 
the  capacity  of  the  station.  This  arrangement  enables  one  condensing  set  to  be 
shut  down  on  light  loads  for  overhaul  or  repair,  and,  in  the  event  of  a  breakdown 
on  one  condenser,  the  whole  station  could  be  run  on  the  other  on  a  slightly  impaired 
vacuum. 

Independent  condensers  should  only  be  installed  with  large  units,  and  when  the 
output  of  the  station  is  so  great  as  to  render  a  central  condensing  system  unwieldy. 

The  type  of  condenser  depends  entirely  on  the  water  supply.  The  types  generally 
in  use  are  the  barometric,  the  jet  and  the  surface  condenser.  If  the  station  is  situated 
near  an  abundant  supply  of  cold  water,  the  surface  condenser  gives  the  best  results. 
The  water  of  condensation,  being  free  from  impurities,  can  be  pumped  straight  to  the 
boilers  without  treatment,  at  a  temperature  within  five  degrees  of  that  corresponding 
to  the  vacuum,  while  the  low  temperature  of  the  cooling  water  also  reduces  the 
necessary  cooling  surface  and  thus  enables  the  surface  condenser  to  compare 
favourably  with  the  barometric  in  point  of  cost. 

Where  water  is  scarce  it  becomes  necessary  to  cool  the  circulating  water  by 
means  of  cooling  towers,  in  which  case  the  inlet  temperature  of  cooling  water  is  some 
20  degrees  F.  higher  than  would  be  the  case  if  the  supply  was  drawn  from  a  river, 
lake,  or  canal.  The  higher  temperature  of  the  inlet  water  necessitates  a  much  larger 
quantity,  and  to  reduce  this  quantity  to  a  minimum  and  also  to  increase  the  efficiency 
of  the  cooling  towers  it  is  necessary  that  the  water  should  leave  the  condenser  as  near 
the  temperature  of  the  steam  as  possible.  The  cooling  water  can  be  discharged  from 
a  barometric  condenser  within  five  degrees  of  the  steam  temperature  at  any  vacuum 
or  any  inlet  temperature,  w^hile,  to  obtain  the  same  results  f lom  a  surface  condenser 
with  high  inlet  temperature,  the  surface  would  have  to  be  increased  to  an  amount 
altogether  prohibitive.  Barometric  condensers  are,  therefore,  the  most  economical 
where  cooling  towers  are  used,  as,  the  discharge  from  the  condenser  being  ns  hot  as 
possible,  less  water  will  be  required,  and  the  efficiency  of  the  towers  will  be  higher 
than  with  surface  condensers. 

In  determining  the  cooling  surface  and  the  quantity  of  water  required  for  a 
surface  condensing  plant  for  any  given  vacuum,  the  all-important  factor  is  the 
temperature  of  the  cooling  water.  The  quantity  of  water  required  may  be  reduced 
by  a  proportionate  increase  in  the  cooling  surface  ;  the  greater  the  cooling  surface, 
the  nearer  the  final  temperature  of  the  water  will  approach  the  temperature  of  the 
steam,  and  the  reduced  working  expenses  must  be  balanced  against  the  extra  first 
cost  of  the  condenser  to  arrive  at  the  most  economical  arrangement.  In  practice, 
however,  it  is  seldom  desirable  to  reduce  the  difference  of  temperature  between  the 
discharge  water  and  steam  to  less  than  15  degrees  F.,  owing  to  the  abnormal  amount 
of  cooling  surface  w^bich  would  be  necessary  to  obtain  this  result.  The  diagram 
shown  on  Fig.  110  has  been  prepared  for  the  purpose  of  determining  the  quantity  of 
surface  and  water  necessary  for  any  given  vacuum  and.  inlet  temperature.  The 
condenser  should  be  designed  so  that  the  speed  of  water  through  the  tube  reaches  or 
exceeds  tlie  critical  speed  at  which  the  water  is  broken  up,  and  the  consequent 
transference  of  heat  reaches  a  maximum.  The  speed  should  exceed  3  feet  per 
second  for  tubes  of  1  inch  diameter. 

The  diagram  is  based  on  a  heat  transference  of  200  B.T.U.  per  hour  per  square  foot 
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of  surface  per  degree  difference  of  temperature  for  all  temperatures.  This  figure  will 
vary  with  the  state  of  the  surfaces  and  according  to  the  amount  of  air  present,  and, 
although  it  has  been  shown  by  tests  that  this  figure  can  be  exceeded,  even  doubled, 
the  figure  given  may  be  taken  as  the  average  for  condenser  lubes  under  ordinary 
working  conditions. 

The  vacua  given  in  the  diagram  refer  to  the  steam  within  the  condenser.  The 
presence  of  air  in  the  condenser  would  cause  the  vacuum  recorded  on  the  gauge  to  be 
lower  than  that  actually  due  to  the  steam,  the  difi^erence  depending  on  the  effective 
volumetric  capacity  of  the  air-pump,  so  that  about  97  per  cent,  of  the  vacuum  given 
in  the  diagram  would  represent  the  gauge  vacuum,  the  proportion  varying  according 
to  the  quantity  of  air  present. 

Of  the  many  conditions  whicli  are  inseparable  from  condensing  propositions,  the 
two  known  conditions  are  usually  the  vacuum  required  and  tlie  temperature  of 
the  cooling  water. 

The  inlet  water  temperature  is  indicated  on  the  left-hand  side  of  the  diagram  by 
the  diagonal  lines  ascending  from  left  to  right,  and  the  difference  of  temperature 
between  the  outlet  water  and  steam  is  shown  by  reverse  diagonals.  To  ascertain  from 
the  diagram  the  quantity  of  water  and  surface  required,  follow  the  line  corresponding 
to  the  known  inlet  temperature  until  the  reverse  diagonal  corresponding  to  15  degrees 
difference  of  temperature  is  reached.  From  this  point  ascend  vertically  to  the  curve 
corresponding  to  the  vacuum,  when  the  water  required  can  be  read  to  the  left  of  the 
diagram.  From  the  same  point  (i.e.,  where  the  diagonals  cross)  proceed  horizontally 
to  the  line  corresponding  to  the  vacuum  at  the  right  of  the  diagram,  when  the 
necessary  surface  will  be  found  at  the  bottom.  It  will  be  seen  that,  should  the 
amount  of  surface  thus  obtained  be  prohibitive,  it  can  be  reduced  and  the  quantity 
of  water  increased,  by  varying  the  difference  of  temperature  and  proceeding  as 
before. 

For  barometric  condensers,  the  right-hand  portion  of  the  diagram  is  unnecessary, 
and,  as  the  water  can  always  be  discharged  at  a  temperature  within  5  degrees  of  the 
steam,  the  necessary  quantity  may  be  found  by  following  the  line  corresponding  to  the 
known  inlet  temperature  up  to  the  diagonal  corresponding  to  5  degrees  differenqe, 
ascending  vertically  to  the  vacuum  curve  and  reading  to  the  left. 

The  difference  of  temperature  between  the  steam  and  the  outlet  water  in  a 
barometric  condenser,  depends  upon  the  extent  of  water  surface  exposed  to  the  steam, 
and  the  finer  the  division  of  water  and  the  more  efficiently  the  steam  is  mixed  with  it, 
the  smaller  will  be  the  difference  of  temperature  and  the  less  water  will  be  required. 
In  the  most  efficient  counter-current  condensers,  this  difference  can  be  reduced  to 
6  degrees  without  increasing  the  size  of  the  condensing  chamber  beyond  the  normal 
dimensions. 

For  circulating  the  water,  there  is  little  to  choose  between  a  reciprocating  and  a 
centrifugal  pump.  The  former  has  the  advantage  of  greater  efficiency,  and  the 
quantity  pumped  can  be  varied  to  suit  the  load.  The  latter  is  cheaper  in  first 
cost,  its  mainteijance  is  practically  nil,  and  it  requires  the  minimum  of  attention.  In 
the  case  of  a  barometric  condenser  the  quantity  of  water  thrown  by  the  centrifugal 
pump  is  to  some  extent  dependent  on  the  vacuum,  which  necessitates  speed  adjust- 
ment, either  automatic  or  otherwise,  to  prevent  the  quantity  of  wat^r  pumped 
decreasing  whenever  the  vacuum  falls.  In  spite,  however,  of  the  relatively  poor 
efficiency  of  the  centrifugal  pump  and  the  disadvantages  due  to  the  lack  of  positive 
actioji,  its  use  in  connection  with  a  barometric  condenser  is  often  desirable  on  account 
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of  its  simplicity,  cheapness,  and  low  upkeep,  and  the  special  features  of  individual  cases 
must  decide  the  type  of  pump  which  should  be  installed. 

The  air  should  be  extracted  from  the  vacuum  chamber  by  means  of  an  air-pump, 
of  which  there  are  two  types  in  general  use,  viz.,  the  dry  air-pump,  which  extracts  the 
air  only  from  the  condenser,  and  the  wet  pump,  which  deals  with  the  air  and  water  in 
one  operation.  The  dry  air-pump  is  usually  double-acting,  and  the  friction  losses  are. 
therefore,  only  half  of  those  which  occur  in  a  single-acting  wet  air-pump,  but,  owing  to 
clearance  spaces,  the  eflSciency  of  the  dry  air-pump  falls  off  rapidly  as  the  vacuum  is 
increased  until  a  point  is  reached  at  which  the  entire  stroke  of  the  pump  is  devoted  to 
compressing  the  air  into  the  clearance  space  without  raising  its  pressure  sufficiently 
to  discharge  it  against  the  atmosphere ;  on  the  return  stroke  the  air  re-expands  into 
the  cylinder,  and  no  effective  work  is  done  by  the  pump.  The  air  extracted  from  the 
condenser,  being  separate  from  the  water  of  condensation,  may  be  cooled  on  its  way  to 
the  pump,  thereby  reducing  the  volume  to  be  dealt  with  and  consequently  increasing 
the  effective  work  performed  by  the  dry  air  pump.  The  wet  air-pump  is  usually 
single-acting,  and  for  that  reason  is  made  with  three  cylinders  to  increase  the  volumetric 
capacity.  The  clearance  spaces  are  water-sealed,  and  therefore  the  effective  work  of 
this  pump  only  ceases  when  the  air  has  been  rarefied  to  such  an  extent  that  the 
leakages  through  joints,  glands,  etc.,  balance  the  volumetric  capacity  of  the  pump. 
The  volumetric  efficiency  of  a  dry  air-pump  depends  mainly  on  the  proportion  of 
clearance  to  length  of  stroke,  and  at  low  vacua  the  loss  due  to  clearance  is  compensated 
for  by  its  cylinders  being  double-acting,  and  its  efficiency  at  a  low  vacuum  is  greater 
than  that  of  a  wet  air-pump,  but  with  a  high  vacuum  the  superior  volumetric  efficiency 
of  the  wet  air-pump,  due  to  the  absence  of  clearance  spaces,  considerably  more  than 
compensates  for  the  fact  that  its  cylinders  are  single-acting.  It  may  be  assumed 
therefore  that  the  higher  the  vacuun^  the  greater  the  advantage  of  the  wet  over  the 
dry  air-pump,  but  the  point  at  which  this  advantage  begins  depends  on  the  extent  of 
clearance  in  the  dry  air-pump. 

If  a  wet  pump  is  used  in  connection  with  a  barometric  condenser,  cold  water 
should  be  admitted  to  the  suction  in  sufficient  quantity  to  fill  the  clearance  spaces, 
while  in  the  case  of  a  dry  air-pump  operating  with  a  surface  condenser  an  additional 
small  pump  is  necessary  to  remove  the  water  of  condensation. 

The  air  which  has  to  be  removed  from  the  condenser  is  due  largely  to  the  air 
pumped  into  the  boiler  with  the  feed  water,  and  to  leakage  in  the  engine  stuffing  boxes, 
and  at  the  various  joints  in  the  piping  and  vessels  in  which  the  vacuum  is  maintained. 

The  presence  of  air  tends  to  raise  the  pressure  within  the  condenser,  directly  by 
reason  of  its  own  pressure  being  added  to  that  of  the  stealm  and  indirectly  by  retarding 
the  transference  ot  heat  from  the  steam  to  the  water.  The  reduction  in  the  rate  of 
heat  transference  due  to  the  latter,  necessitates  a  greater  difference  of  temperature 
between  the  steam  and  water  in  order  to  condense  the  same  amount  of  steam,  and  the  ^ 
temperature,  and  consequently  the  pressure,  of  the  steam  will  therefore  be  raised  until 
the  difference  of  temperature  is  sufficient  to  transfer  the  necessary  amount  of  heat 
against  the  resistance  to  heat  transference  due  to  accumulation  of  air. 

The  quantity  of  air  thus  admitted  into  the  condensing  system  varies  greatly  with 
different  installations,  and  is  much  larger  with  reciprocating  engines  than  with  turbines, 
and  the  volumetric  capacity  of  the  air-pump  must  depend  upon  the  quantity  of 
air  to  be  dealt  with  and  the  extent  to  which  it  is  expanded.  As  the  degree  of  air 
expansion  is  increased,  and  the  air  pressure  reduced,  the  gauge  vacuum  will  approach 
nearer  to  the  vacuum  corresponding  to  the  steam  temperature,  but  as  finality  in  this 
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respect  can  never  be  reached,  it  becomes  necessary  to  limit  the  vacuum  efficiency,  i.e., 
the  ratio  of  gauge  vacuum  to  that  corresponding  to  steam,  to  a  figure  which  can  be 
obtained  with  an  air-pump  of  reasonable  dimensions. 

It  will  be  seen  that  the  quantity  of  air  admitted  must  be  assumed,  but  various 
trials  of  existing  installations  have  shown  that  an  effective  air-pump  displacement  of 
1  cubic  ft.  per  pound  of  steam  condensed  will  give  a  vacuum  efficiency  of  98  per  cent, 
while  maintaining  a  gauge  vacuum  of  28  ins.  of  mercury.  The  above  figures 
indicate  that  the  amount  of  air  admitted  to  the  condensing  system  under  the  conditions 
mentioned,  is  about  0*02  cubic  ft.  at  atmospheric  pressure  for  every  pound  of  steam 
condensed,  and  if  the  air-pump  displacement  is  assumed  as  above,  the  vacuum 
efficiency  will  vary  with  the  extent  of  air  leakage. 

It  would  appear  at  first  sight  that  the  barometric  condenser  would  require  an  air- 
pump  with  a  larger  capacity  than  would  be  necessary  for  a  surface  condenser,  but 
experience  has  shown  that  the  air  brought  into  the  condenser  by  the  cooling  water  is 
carried  away  down  the  barometric  pipe  by  the  velocity  of  the  water  itself ;  in  fact,  with 
the  requisite  supply  of  cooling  water,  a  vacuum  of  28  ins.  can  be  maintained  in  a 
barometric  condenser  working  without  an  air-pump.  The  air-pump  proposition  is 
therefore  the  same  for  both  surface  and  barometric  condensers. 

Given  equal  conditions,  the  economical  vacuum  is  much  higher  for  a  steam  turbine 
than  for  a  reciprocating  engine,  the  economy  in  steam  due  to  increased  vacuum  for 
the  former  being  about  three  times  as  great  as  the  steam  economy  of  a  modern 
reciprocating  engine.  This  is  partly  accounted  for  by  the  leakage  past  the  piston 
and  valves  of  a  reciprocating  engine,  and  also  cylinder  condensation,  increasing  with 
the  vacuum,  while  a  steam  turbine  has  no  source  of  leakage  which  cannot  be 
water-sealed. 

With  large  units,  the  steam  consumption  is  reduced  by  about  1  lb.  per  kilowatt- 
hour  for  turbines  and  by  about  0"85  lbs.  per  k.w.h.  for  modern  compound  reciprocating 
engines  for  every  inch  increase  in  vacuum  between  24  in.  and  29  in. 

The  economical  vacuum  is  reached  when  the  extra  saving  in  steam  due  to  any 
extra  increase  in  vacuum  is  balanced  by  the  cost  of  producing  this  increase,  and  as 
the  quantity  of  water  required  for  this  purpose  increases  greatly  with  the  inlet 
temperature,  it  follows  that  the  chief  factor  in  determining  the  economical  vacuum  is 
generally  the  temperature  of  the  circulating  water.  There  are  so  many  conditions 
which  indirectly  bear  on  this  question  that  it  is  impossible  to  lay  down  any  definite 
rule  applying  to  all  cases,  and  in  determining  the  most  suitable  vacuum  the  special 
features  relating  to  each  installation  must  be  considered. 

The  extent  to  which  condensing  should  be  carried  is  also  affected  by  the  desirability 
of  not  unduly  reducing  the  temperature  of  the  hot  well,  which  in  a  properly  propor- 
tioned condenser  with  an  air-pump  of  ample  displacement,  will  not  differ  materially 
from  the  temperature  corresponding  to  the  vacuum,  and  a  portion  of  the  plant  should 
be  run  non-condensing  in  order  to  provide  sufficient  exhaust  steam  to  raise  the  tempera- 
ture of  the  feed  water  from  the  hot-well  temperature  to  212  degrees  F.,  that  is  to  say, 
to  the  highest  possible  temperature  at  atmospheric  pressure.  Where  the  plant  consists 
of  a  few  large  units,  it  is  impracticable  to  apply  this  principle  to  the  main  plant,  as 
the  exhaust  from  one  unit  would  be  far  in  excess  of  the  quantity  necessary  for 
feed  water  heating,  and  the  loss  of  power  due  to  atmospheric  working  would 
outweigh  the  benefits  derived  from  raising  the  feed  water  temperature.  There 
remains,  however,  the  auxiliary  plant,  consisting  of  feed-pumps,  air  and  circulating 
pumps,  and,  in  the  case  of  alternating  current  stations,  exciter  engines,  and  as 
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many  of  these  auxiliaries  should  be  steam-driven  as  will  provide,  with  a  margin 
for  contingencies,  sufficient  exhaust  steam  to  raise  the  temperature  of  the  condensed 
water  from  the  main  plant,  together  with  the  make-up  water,  to  212  degrees  F. 
The  proportion  of  plant  which  should  be  used  for  this  purpose  will,  of  course,  vary 
with  the  relative  steam  consumption  of  the  main  and  auxiliary  plants,  but  speaking 
generally,  1  i.h.-p.  of  auxiliary  engines  will  be  required  to  deal  with  the  condensed 
water  of  16  i.h.-p.  of  main  plant  when  the  vacuum  is  26  ins.,  and  for  14'6  i.h.-p. 
with  the  vacuum  at  28  ins.  . 

At  212  degrees  F.  any  scale-forming  substance  in  the  make-up  water  is  deposited, 
hence  the  heater  should  take  the  form  of  a  heater  detartariser,  in  wliich  the  deposits  can 
be  conveniently  dealt  with,  and  in  which  the  steam  mingles  with  the  water,  and  so 
ensures  the  maximum  transference  of  heat.  In  view  of  the  advantages  derived  by  the 
scale  being  formed  outside  instead  of  inside  the  boiler,  it  is  important  that  the  feed 
water  should  be  kept  up  to  the  atmospheric  boiling  point,  and  if,  as  is  often  the  case, 
the  exhaust  from  the  whole  of  the  auxiliary  plant  is  insufficient  for  this  purpose,  live 
steam  should  be  introduced  into  the  heater  in  sufficient  quantity  to  impart  the 
necessary  heat  to  the  water. 

There  are  many  varieties  of  apparatus  in  use  for  cooling  the  circulating  water,  all 
of  which  depend  for  their  action  upon  the  contact  of  water  and  air  in  motion.  The 
apparatus  which  is  mostly  favoured,  and  which  is  generally  found  to  be  the  most  con- 
venient and  suitable  for  ordinary  installations,  is  the  cooling  tower,  in  which  the  water 
is  pumped  to  a  height  of  about  80  or  40  ft.,  and  allowed  to  fall  in  drops,  or  in  a  film, 
over  suitably  disposed  surfaces,  the  heat  being  extracted  by  the  ascending  current  of 
air,  the  volume  of  which  is  dependent  on  the  area  of,  and  draught  produced  by,  a 
chimney  about  60  ft.  in  height. 

The  temperature  and  humidity  of  the  air  entering  and  leaving  the  tower,  and  the 
temperature  of  the  inlet  and  outlet  water,  are  the  conditions  which  determine  the 
necessary  water  surface  and  the  height  of  chimney,  and  as  the  former  varies  greatly 
in  different  seasons  and  localities,  the  cooling  plant  should  be  designed  on  a  very 
liberal  basis,  and  to  meet  the  worst  possible  conditions. 

Heat  is  transferred  from  the  water  to  the  air  by  radiation,  which  raises  the 
temperature  of  the  air,  and  by  evaporation,  the  latent  heat  for  which  is  extracted  from 
the  remaining  water.  The  transference  due  to  radiation  may  be  taken  as  0*3  B.Th.U. 
per  hour  per  square  foot  of  water  surface  per  degree  F.  of  mean  difference  of 
temperature  between  water  and  air,  at  a  relative  air  and  water  velocity  of  6  ft.  per 
second,  and  this  transference  varies  as  the  square  root  of  the  velocity.  The  heat 
given  up  by  the  water  for  evaporation,  however,  varies  with  the  humidity  and 
temperature  of  the  air  entering  and  leaving  the  cooling  tower.  The  air  on  leaving 
the  water  is  usually  saturated  to  about  90  per  cent,  of  the  maximum  saturation  due  to 
its  temperature,  and  as  the  water  necessary  for  completely  saturating  the  air  increases 
greatly  as  the  temperature  rises,  it  follows  that  the  higher  the  outlet  temperature  of 
the  air  the  greater  the  amount  of  heat  transferred  by  evaporation  for  a  given  inlet 
temperature  and  humidity.  On  the  other  hand,  the  higher  the  outlet  temperature  of  the 
air,  the  greater  will  be  the  amount  of  water  surface  necessary  for  radiating  the  balance 
of  the  heat  to  be  transferred.  A  difference  of  temperature  of  10  to  20  degrees 
between  the  outgoing  air  and  the  incoming  water  will  be  found  to  give  an  amount 
of  surface  which  can  be  contained  in  a  tower  of  reasonable  dimensions.  The  outlet 
temperature  of  the  air  may  be  fixed  by  assuming  a  difference  as  above,  and  thus  the 
amount  of  heat  extracted  from  the  water  for  90  per  cent,  saturation  of  air  at  thia 
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temperature  may  be  ascertained,  so  that  if  this  amount  is  added  to  the  heat  taken  to 
raise  the  air  temperature,  and  the  sum  divided  into  the  total  heat  to  be  extracted,  the 
total  amount  of  air  required  is  the  result.  Accepting  60  ft.  as  the  height  of  chimney, 
and  the  density  and  volume  of  air  required  being  known,  the  velocity  of  air  and  conse- 
quent area  of  chimney  may  be  found  by  the  application  of  well-known  rules,  and  the 
airways  through  the  water  surfaces  should  total  rather  more  than  the  area  of  the 
chimney  in  order  to  avoid  excessive  resistance.  The  necessary  surface  can  now 
be  ascertained  by  applying  the  figure  given  above  for  transference  of  heat  by 
radiation. 

It  may  happen  that,  owing  to  the  low  inlet  temperature  of  the  water  to  be  cooled 
and  the  high  prevailing  atmospheric  temperature  and  humidity,  the  necessary  amount  of 
water  surface  will  be  so  great  that  the  first  cost  and  ground  area  required  will  render 
the  size  of  tower  thus  obtained  prohibitive.  It  will  be  seen  that  the  cooling  surface 
may  be  reduced  by  increasing  the  difference  of  temperature  between  the  outlet  air  and 
inlet  water,  but  as  this  means  a  greater  volume  of  air,  and  as  the  lower  air  temperature 
will  reduce  the  draught  produced  by  the  chimney,  it  follows  that  the  chimney  height 
must  be  greatly  increased,  or  that  the  air  must  be  forced  through  the  tower  by  fans. 
It  will  be  found  impracticable  to  produce  the  desired  result  by  increasing  the  height 
of  chimney,  and  as  the  power  consumed  by  fans  is  seldom  justified  by  results,  the 
vacuum  should  be  reduced,  and  the  consequent  temperature  of  the  water  and  the 
efficiency  of  the  tower  increased  until  the  necessary  size  of  tower  is  reduced  to 
the  proportions  at  which  the  first  cost  is  justified  by  the  saving  in  coal  due 
to  the  resulting  vacuum. 

If  the  water  passes  in  a  film  over  plates  or  pipes,  the  amount  of  exposed  water 
surface  is,  of  course,  equal  to  the  total  area  over  which  it  travels,  but  where  the  water 
is  allowed  to  fall  in  drops,  the  tower  should  be  designed  so  as  to  ensure  that  the  water 
is  divided  up  as  finely  as  possible,  and  for  proportioning  the  surface  under  such 
conditions  it  may  be  assumed  that  300  gallons  of  water  will  expose  100  sq.  ft.  of 
surface  when  falling  through  a  height  of  82  ft.  in  the  finest  possible  state  of 
division. 

Having  outlined  the  principles  affecting  the  generating  station  equipment,  the 
design  of  the  individual  apparatus,  and  their  combination,  these  principles  are 
best  illustrated  by  reference  to  plants  in  actual  operation,  and  we  select  for  this 
purpose  the  following  stations  as  being  representative  of  large  tramway  and  railway 
generating  plants  which  have  proved  very  successful  from  every  point  of  view. 
The  conditions  to  be  met  in  each  case  are  sufficiently  divergent  to  illustrate  the 
application  of  the  principles  set  forth  in  the  early  part  of  this  chapter.  The 
plants  we  select  for  our  purpose  are  those  of  the  Central  London  Railway  Co., 
the  Glasgow  Corporation  tramways,  the  Bristol  tramways,  and  the  Dublin  United 
tramways. 

A  special  feature  of  the  Central  London  Railway  is  the  use  of  cooling  towers  for 
dealing  with  the  circulating  water  for  condensing.  In  the  case  of  the  Bristol  tram- 
ways plant,  owing  to  the  limited  space,  the  plant  is  arranged  in  storeys.  In  the  case 
of  the  Glasgow  Corporation  tramways  and  the  Dublin  United  tramways  the 
conditions  to  be  met  are  not  exceptional,  and  the  installations  may  be  taken  as 
representative  of  their  class. 

Taking  first  the  Central  London  Railway,  the  power-house  (Figs.  Ill  and  112) 
is  situated  at  the  Shepherd's  Bush  terminus  of  the  Central  London  Railway.  The 
building  consists  of  a  framing  of  steel  work  which  supports  the  crane  girders,  coal 
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bunkers,  and  roof  trusses,  the  framenoi-k  being  filled  in  with  brick  walls  1  ft.  10^  ins. 
thick.    The  floors  of  both  engine  and  boiler  rooms  are  constructed  of  steel  joists  filled 
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in  with  concrete,  and  the  roofs  consist  of  boarding  supported  on  wood  purlins,  the 
whole  being  covered  with  slates. 
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Coal  is  brought  on  to  the  site  by  a  siding  from  the  Great  Western  and  London 
and  North- Western  Eailways,  and  is  dumped  from  the  trucks  into  a  hopper  situated  at 
the  end  of  the  boiler  room.  The  coal  is  fed  from  this  hopper  into  a  gravity  bucket 
conveyer,  which  passes  along  the  boiler  room  basement,  up  the  end  walls,  and  over 
the  boiler  room  coal  bunkers,  from  which  the  coal  is  supplied  to  the  automatic 
stokers  as  required,  by  means  of  spouts. 

The  boilers  are  arranged  in  eight  batteries  of  two  boilers  each,  four  batteries 
being  on  each  side  of  the  boiler  room,  and  the  firing  floor  in  the  centre. 

The  steam  piping  is  arranged  so  that  each  battery  of  two  boilers  can  supply  one 
engine  direct  through  an  8-in.  pipe,  and  a  branch  is  taken  from  each  of  these 
pipes  into  a  12-in.  header,  so  that,  if  necessary,  any  engine  may  be  supplied 
from  any  battery. 

Two  lines  of  standard-gauge  railway  track  are  laid  in  the  boiler  room  basement, 
and  the  ashes  are  run  direct  into  trucks,  which,  after  passing  through  a  tunnel 
under  the  outside  hopper,  are  hauled  up  an  incline  of  about  1  in  24  to  the  general 
yard  level. 

The  main  flues  are  situated  at  the  back  of  the  boilers  in  the  basement,  and  a 
fuel  economiser  is  inserted  in  each  flue,  a  by-pass  being  provided  so  that  either  flue 
may  be  turned  through  either  economiser  into  either  chimney.  There  are  two  brick 
chimneys,  octagonal  in  shape,  situated  about  90  ft.  from  the  end  of  the  boiler 
room,  and  44  ft.  apart,  and  the  firebrick  lining  in  each  is  carried  to  a  height 
of  40  ft.  The  economiser  scraper  gear  and  motors  for  driving  same  are  situated 
in  a  chamber  above  the  economisers  and  flues,  between  the  boiler  room  and  the 
chimneys,  and  at  the  level  of  the  boiler  room  firing  floor. 

The  main  generating  sets  are  arranged  three  on  each  side  of  the  engine  room, 
leaving  a  clear  floor  space  of  10  ft.  in  the  centre  of  the  engine  room.  The  exhaust 
from  the  main  engines  is  taken  through  18-in.  branches  into  a  main  42-in. 
pipe,  which  passes  along  the  centre  of  the  engine  room  basement  to  the  end  of  the 
engine  room.  It  is  then  taken  upwards  to  a  height  of  16  ft.  above  the  engine 
room  floor  level,  where,  by  means  of  a  42-in.  tee  piece,  the  exhaust  steam  is  turned 
either  right  or  left  into  duplicate  oil  separators  and  condenners.  A  24-in.  pipe 
provided  with  an  automatic  relief  valve  is  taken  from  the  top  of  the  tee  piece  and 
continued  up  the  engine  room  end  wall  above  the  roof  to  the  atmosphere. 

The  circulating  water  is  drawn  from  three  tanks,  23  ft.  in  diameter  and  20  ft. 
deep,  by  three  triple  expansion  pumps,  the  water  being  pumped  into  the  bottom  of 
either  or  both  condensers.  After  passing  twice  through  the  condenser  the  water 
passes  to  the  cooling  towers  and  finally  reaches  the  suction  tanks. 

The  Edwards  air-pumps  are  situated  at  the  end  of  the  engine  room,  and  dis- 
charge the  water  of  condensation  into  a  tank  of  1,580  gallons  capacity,  from  which  the 
boiler  feed-pumps  draw  their  supply  through  a  Venturi  water  meter.  The  make-up 
feed  water  is  drawn  from  the  circulating  water  on  the  discharge  side  of  the  con- 
densers, and  the  make-up  for  the  circulating  water  is  discharged  into  the  cooling 
tower  tank  from  an  artesian  well,  the  air  compressor  for  this  purpose  being  situated 
in  the  basement  of  the  engine  room. 

The  oil  is  drawn  from  the  separators  by  means  of  small  oil  pumps  fixed  to  the 
end  of  the  air-pumps  and  operated  from  the  end  of  the  air-pump  crank  shaft. 

Table  XXXVa.  contains  a  schedule  of  the  type  and  capacity  of  the  plant  installed. 


ii8 


THE   ELECTRICAL   POWER  GENERATING   PLANT 


Tablk  XXXVa. 

Schedule  of  Type  and  Capacity  of  Plant  Installed  at  the  Central  London  Railway 

Generating  Station. 


Item. 

Number. 
6 

Type. 

Size  aDd  Rating. 

Remarks. 

Main  engines     . 

Horizontal        cross 

Cylinders     28    ins.  !  Steam  consumption 

compound       con- 

and 46  ins.  in  dia- 

on full  load,   14-8 

densing,      Corliss 

meter    X    48  ins. 

lbs.    of     saturated 

gear,    94    revolu- 

stroke,       1,250       steain,      150     lbs. 

tions  per  minute 

LH.-P. 

pressure,  and  26 
ins.  vacuum. 

Main  generators 

6 

Three  -  phase      re- 

Full load,  860  kilo- 

Efficiency    at     full 

volving  field  type, 
5,000     volts,     25 
cycles  per  second 

watts 

load  95  per  cent., 
at  half-load  91  per 
cent. 

JKxciter  engines . 

8 

Vertical        tandem 
compound,        400 
revolutions       per 
minute 

Cylinders  9^  ins.  X 
16  ins.  diameter  X 
6  ins.    stroke,   75 
I.H.-P. 

Exciter  generators     . 

8 

125.volt  . 

Full  load,  50  kilo- 
watts 

Exciter  motor    . 

1 

Induction      type, 
6,000    volts,    290 
revolutions       per 
minute 

Full  load,  200  H.-P. 

Exciter  generator 

1 

125.volt . 

Full  load,  120  kilo- 
watts 

Lighting  engines 

2 

Vertical  compound, 
400  revolutions  per 
minute 

Cylinders  8  ins.  and 
14    ins.    diameter 
X    7  ins.   stroke, 
75  LH.-P. 

Lighting  generators  . 

2 

Continuous  current, 
500  volts 

Full  load,  800  kilo- 
watts 

Transformers     . 

8 

Three  -  phase,    air- 
cooled,  5,000  volts 
to  800  volts 

Full  load,  800  kilo- 
watts 

Botary  converter 

1 

Three  -  phase,    800 
volts  A.C.  to  500 
volts  C.C. 

FuU  load,  900  kilo- 
watts 

Condensers 

2 

Vertical,   open  top 

Cooling  surface. 

surface  condensers 

9,000  sq.  ft. ;  capa- 
city, 80,000  lbs.  of 
steam  per  hour 

Air-pninps 

2 

Edwards,        three- 

Cylinders     22    ins.    Driven  by   85-H,-P. 

throw,  180  revolu- 

diameter X  16 ins.       C.C.  motor. 

tions  per  minute 

stroke 

Circulating  pumps     . 

8 

Worthington  triple 

Steam        cvlinders 

expansion 

6  ins.  and  9  ins. 
and    16    ins.   dia- 
meter   X    15   ins. 

stroke;     water 

cylinders,   20  ins. 

diameter  X  15  ins. 

stroke 

Cooling  towers  . 

4 

Barnard     Wheeler, 
with  one  pair  of 
fans  to  each 

Fans  driven  by  86- 
H.-P.  engines  at 
180  revolutions  per 
minute. 

Cooling  towers  . 

2 

Klein  towers  . 

— 

Boilers       .... 

16 

Babcock  and  Wil- 
cox 

Heating    surface, 
3,580    sq.    ft.     to 
evaporate     12,000 
lbs.  of  steam  per 
hour  at   160    lbs. 

pressure 
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Table  XXXVa continued. 


Item. 

Number. 

Type. 

1          Size  and  Rating. 

Remarks. 

Stokers      .... 

16 

Vickers  . 

,  Grate  area,  90  sq.ft. 

1 

Driven  by  two  9§- 
H.-P.  tandem  com- 
pound engines. 

EcoDomisers 

2 

Green's  patent 

768  tubes 

Scrapers  driven  by 
two  5-H.-P.  motors. 

Feed-pumps 

8 

Direct-acting  duplex 

Steam       cylinders, 
12  ins.  and  18  ins. 
diameter  X  15  ins. 
stroke;     16,000 
gallons    each   per 
hour  against    160 
lbs.   pressure   per 
square  inch 

Water  tanks 

2 

— 

20,000  gallons  each 

Coal  conveyer    . 

1 

Gravity  bucket 

60  tons  per  hour     . 

Driven  by  8-H.-P. 
motor. 

Coal  blinkers 

1 

1,000  tons  capacity 

Coming  next  to  the  generating  station  of  the  Glasgow  Corporation  tramways, 
shown  on  Figs.  118  and  114,  the  generating  station  is  situated  in  the  northern  district 
of  the  city,  on  the  north  bank  of  the  Forth  and  Clyde  Canal.  The  Caledonian  and 
North  British  Railway  Companies  have  sidings  running  over  the  outer  storage  hoppers. 

The  building  consists  of  a  framing  of  steel  work  supporting  the  coal  hoppers  and 
conveyer,  main  flues,  and  economisers,  crane  runway  girders,  and  roof  trusses,  and 
enclosed  with  brick  walls. 

The  firebrick  lining  in  the  chimneys  is  carried  to  a  height  of  150  ft.,  and  varies 
in  thickness  from  18  ins.  to  9  ins. 

The  engine  house  and  boiler  house  floors  are  constructed  of  rolled  steel  beams 
filled  in  with  concrete. 

The  main  flues  are  supported  on  girders  above  the  boilers,  and  enter  the  stacks 
at  a  height  of  30  ft.  above  the  boiler  house  floor. 

They  are  constructed  of  f-in.  plating  stiffened  by  steel  angles.  Branches  con- 
structed in  the  same  manner  are  taken  off  to  the  economisers,  which  are  fixed  above 
the  main  flue,  a  separate  connection  being  made  to  the  stacks;  dampers  are 
arranged  so  that  the  economisers  may  be  bye-passed  when  necessary.  The  uptakes 
from  the  boilers  to  the  flues  are  made  of  ^-in.  plate. 

The  outside  coal-handling  arrangement  consists  of  a  bunker  structure  with  two 
dumping  tracks  and  eight  hoppers  for  the  high  level  line,  and  two  dumping  hoppers 
for  the  low  level  line.  In  addition  to  the  coal  dumping  tracks  on  the  high  level  line, 
a  third  track  is  laid  between  these  two  tracks  to  serve  as  a  siding  and  for  carrying  the 
ashes  from  the  ash  shute  outside  the  boiler  house  wall. 

The  inside  coal  bunkers  are  arranged  in  the  centre  of  the  boiler  house,  and 
extend  the  full  length  of  the  boiler  batteries.  The  side  plating  is  J  in.  thick,  and 
the  bottom  plating  fonning  the  hoppers  is  f  in.  thick.  A  bulkhead  is  arranged  in  the 
bunkers  between  each  battery  of  boilers,  the  sides  and  bulkheads  have  stiffeners 
riveted  to  the  plating  3  ft.  apart,  and  each  hopper  is  arranged  with  a  16-in.  opening 
and  valve  at  the  bottom. 

The  coal  runs  through  valves  provided  in  the  hoppers  of  the  outer  bunkers  to 
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the  conveyer  filler  below,  and  ia  conveyed  to  the  bunkers  above  the  boilers,  dumping 
levers  being  provided  over  each  bunker,  bo  that  the  buckets  may  be  tipped  at  any 
one  of  these. 

Travelling  ash  fillers  are  provided  in  the  basement,  so  that  ashes  may  be  run 
from  the  boiler  ash-pits  into  the  conveyer  and  transferred  to  the  ash  bunker  at  the 
end  of  the  boiler  house.  This  is  periodically  emptied  by  running  the  ashes  through 
the  spout  into  wagons  on  the  aiding  outside  the  boiler  house. 

Below  the  valve  of  the  overhead  bunkers  are  fixed  hoppers  of  the  self-contained 
trolley  type,  with  shutes,  and  provided  with  a  weighing  scale.    At  the  bottom  of  the 


Pig.  114.    Glasoow  Coepoeation  Tramways:  Chobs-hection  of  Power  Station. 

shute  is  provided  a  balanced  valve  operated  by  a  lever  from  the  boiler  house  floor 
level,  and  from  these  shutes  the  coal  is  delivered  into  the  stoker  hoppers. 

The  water  supply  for  feed  purposes  is  obtained  from  the  Corporation  mains 
through  storage  taniis,  placed  on  girders  between  the  stacks,  the  make-up  water  being 
supplied  from  these  tanks  through  ball  valves  in  the  hot  wetls.  The  feed-pumps  take 
their  supply  from  the  hot  wells  and  deliver  into  a  header  in  the  engine  house  base- 
ment, which  is  connected  up  to  each  boiler  feed  ring,  directly  and  also  through  the 
economisers.  Each  of  the  pump  delivery  branches  to  this  header  is  provided  with 
one  feed-water  filter  (capacity  16,000  gallons  per  hour)  and  one  water  meter  so 
arranged  that  either  or  both  may  be  bye-passed. 

The  boilers  are  arranged  in  eight  batteries  of  two  boilers  each. 

The  main  steam  piping  consists  of  one  main  header,  16  ins.  diameter,  divided 
into  two  parts  by  means  of  expansion  bends,  wbich  are  provided  with  valves  on  each 
side  for  cutting  off  the  steam.  Each  of  the  main  parts  of  the  header  is  further 
divided  by  16-in.  valves  into  two  sections.  Each  of  these  four  sections  is  connected 
to  two  batteries  of  boilers  by  two  9-in.  pipes  with  7-in.  branches,  and  to  one  of  the 
main  engines  by  one  14-in.  pipe  for  each  of  Nos.  1  and  2  engines,  and  a  15-in.  pipe  for 
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each  of  Nos.  8  and  4  engines.  By  this  arrangement  it  is  possible  to  sapply  steam 
from  two  boilers  directly  to  the  corresponding  engine,  or  the  header  may  be  used  in 
common  by  the  boilers  and  engines. 

The  auxiliary  steam  piping  consists  of  a  main  range  10  ins.  diameter  con- 
nected to  each  end  of  the  main  steam  header,  and  forming  with  it  a  complete  ring ; 
branches  7  ins.  diameter  are  provided  for  the  auxiliary  engines,  3J  infi.  diameter 
for  the  exciter  engines,  and  2^  ins.  diameter  for  the  boiler  feed-pumps. 

The  exhaust  piping  between  each  main  engine  and  its  condenser,  consists  of  two 
24- in.  vertical  pipes,  with  bends  bolted  up  to  the  exhaust  branches  on  the  two  low- 
pressure  cylinders  of  the  engines,  these  two  pipes  being  connected  by  means  of  bends 
and  tees  into  a  80-in.  pipe  carried  to  the  condenser;  connection  is  also  made 
through  a  stop  valve  and  an  automatic  relief  valve  to  the  atmospheric  exhaust  pipe, 
which  varies  in  diameter  from  34  to  40  ins. 

The  auxiliary  exhaust  piping  consists  of  one  main  range,  18  ins.  diameter, 
connected  up  to  the  main  exhaust  piping  through  an  18-in.  stop  valve  and  automatic 
relief  valve  by  a  reducing  pipe  18  ins.  to  34  ins.  diameter. 

Between  exciters  4  and  5  the  diameter  of  the  piping  is  reduced  to  8  ins. 
diameter.  Branches  14  ins.  diameter  are  provided  for  the  exciter  engines,  and 
8  ins.  diameter  for  the  feed-pumps. 

The  air-pump  discharge  piping  consists  of  a  14-in.  main  range  running  between 
the  air-pumps  and  the  hot  wells,  with  10-in.  branches  to  the  main  air-pumps, 
8-in.  to  the  auxiliary  pump,  and  14  ins.  diameter  to  the  hot  wells. 

The  suction  piping  from  the  canal  to  each  main  circulating  puinp  is  15  ins., 
and  for  the  auxiliary  pump  10  ins.  diameter,  provided  with  foot  valves  and  strainers  at 
the  canal  intake. 

The  main  discharge  varies  from  24  ins.  to  30  ins.  diameter,  with  15-in.  branches  to 
the  main  condenser  and  10-in.  to  the  auxiliary  condenser. 

Blow-down  piping  from  the  boilers  and  economisers,  drain  piping  from  the  tanks, 
hot  wells,  etc.,  are  also  provided,  together  with  the  piping  and  steam  traps  for  efficiently 
draining  the  main  and  auxiliary  steam  piping. 

The  switch  gear  is  designed  to  control  the  operation  of  four  three-phase  generators, 
together  with  the  exciters,  and  for  the  distribution  to  five  sub-stations  of  the  following 
capacities  :— 2,500,  2,000, 1,500,  3,500,  and  2,500  kilowatts. 

The  sizes  and  types  of  the  various  items  of  plant  are  given  in  Table  XXXVb. 

Table  XXXVb. 
Schedule  of  Type  and  Capacity  of  Plant  Installed  at  the  Generating  Station  of  the 

Glasgow  Corporation  Tramways, 


Item. 


Number. 


Main  engines     . 


Main  engines     . 


Main  generators 


Type. 


Vertical  three- 
cylinder  com- 
pound condensing, 
75  revolutions  per 
minute 

Ditto         ditto 


Three-phase  revolv- 
ing field  tvpe, 
6,500  volts,  ^  25 
cycles  per  second . 


Size  and  Rating. 


Cylinders  42  ins. 
and  60  ins.  and 
60  ins.  X  60  ins. 
stroke  ;  full  load, 
4,000  I.H..P. 

Cylinders,  42  ins. 
and  62  ins.  and 
62  ins.  X  60  ins. 
stroke  ;  full,  load, 
4,000  I.H.-P. 

Full  load,  2,500  kilo- 
watts. 


Remarks. 
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Table  XXXVb. — continued. 


Item. 


Auxiliaxy  engines 


Auxiliary  generators  . 


Exciter  engines . 


Exciter  generators 
Main  condensers 


Number. 


2 
4 


Main  circulating  pumps     .  4 

Main  air-pumps         .        .  4 


Auxiliary  condenser  . 

Auxiliary  circulating  pump 
Auxiliary  air-pump    . 


Boilers 


* 


Stokers 
Economisers 


1 
1 


16 


16 
2 


Feed-pumps 


Water  tanks 
Coal  conveyers  . 
Coal  bunkers 


Type. 


Vertical  cross  com- 
pound condensing, 
Corliss  gear,  90 
revolutions  per 
minute 

Continuous-current 
compound-wound, 
500  to  550  volts 

Vertical  compound 
condensing,  800 
revolutions  per 
minute 

Shunt- wound  . 

Horizontal  type  sur- 
face condensers 


Centrifugal 

Edwards,  three- 
throw,  150  revolu- 
tions per  minute 


Horizontal  type  sur- 
face condenser 


Centrifugal 

Edwards,  three- 
throw,  150  revolu- 
tions per  minute 


Babcock    and   Wil- 
cox 


Babcock    and   Wil- 
cox chain  grate 


Three-throw  single- 
acting,  45  revolu- 
tions per  minute 


Gravity     bucket 
type 
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Size  and  Rating. 


Cylinders  22  ins. 
and  44  ins.  dia- 
meter X  42  ins. 
stroke ;  full  load, 
800  I.H.-P. 

Full  load,  600  kilo- 
watts 

Cylinders  11  ins. 
and  19  ins.  dia- 
meter X  8  ins. 
stroke  ;  full  load, 
85  I.H.-P. 

Full  load,  50  kilo- 
watts 

Cooling  surface, 
7,000  sq.  ft. ;  capa- 
city, 60,000  lbs.  of 
steam  per  hour 

240,000  gallons  of 
water  per  hour 

Cylinders  16  ins. 
diameter,  12  ins. 
stroke ;  capacity, 
60,000  lbs.  of  con- 
densed  water  per 
hour 

Cooling  surface, 
2,800  sq.  ft. ;  capa- 
city, 24,000  lbs.  of 
steam  per  hour 

96,000  gallons  of 
water  per  hour 

Cylinders  11  ins. 
diameter,  9  ins. 
stroke ;  capacity, 
24,000  lbs.  of  con- 
densed water  per 
hour 

Heating  surface, 
5, 178  sq.ft.;  super- 
heater surface,  452 
sq.  ft. ;  capacity, 
20,000  lbs.  of  steam 
per  hour  at  160  lbs. 
pressure 

Grate  area,  76  sq.  ft. 

Capacity  of  each, 
12,000  gallons  per 
hour,  raised  from 
90*^  to  160^  F. 

Plungers,  6  ins. 
diameter ;  capa- 
city, 8,000  gallons 
of  water  per  hour, 
against  180  lbs. 
pressure 

Capacity  of  each, 
18,000  gallons 

Capacity,  50  tons 
per  hour  each 

Capacity,  5,400  tons 


Remarks. 


Driven  by  55-H..P. 

motor. 
Driven  by  27-H..P. 

motor. 


Driven  by  25.H.-P. 

motor. 
Driven  by  12-H.-P. 

motor. 


Driven   by  four 
motors  of  12-H.-P. 
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We  shall  next  describe  the  power  station  of  the  Bristol  tramways  (Fig.  115).  This 
is  interesting  partly  because  it  is  built  in  storeys  owing  to  the  limitations  of  the  ground 
at  disposal. 

The  power  house  is  situated  at  approximately  the  centre  of  the  tramway  system. 
The  site  adjoins  the  Floating  Harbour  and  St.  PhUip's  Street.  An  ample  supply  of 
condensing  i«rater  can  be  obtained,  and  the  facilities  for  the  delivery  of  coal  by  means 
of  barges  are  satisfactory. 

Owing  to  the  limited  space,  it  was  found  necessary  to  arrange  the  boiler  room 
above  the  engine  room,  and  the  concentration  of  the  loads  on  a  small  area  which 
resulted  from  this  arrangement,  together  with  the  unsatisfactory  nature  of  the  soil, 
necessitated  special  precautions  in  designing  the  foundations. 

The  whole  of  the  framing  and  walls  of  the  power  house,  together  with  the  stack, 
coal  storage  tank,  and  harbour  wall,  are  supported  on  pitch  pine  piles  12  ins.  to  14  ins. 
square,  and  about  80  ft.  long. 

The  main  columns  are  built  up  of  Z  bars  and  plates,  the  overall  dimensions  being 
20  ins.  X  15  ins.,  and  the  sectional  area  80  sq.  ins. 

Brackets  are  provided  at  a  height  of  36  ft.  for  supporting  the  crane  runway  girders. 

The  boiler  house  floor  is  at  a  height  of  44  ft.  above  the  engine  room  floor,  and  is 
carried  by  rolled  beams  supported  by  girders  5  ft.  6  ins.  deep  with  flanges  16  ins.  x 
2  ins.,  which  in  turn  are  supported  on  the  main  columns. 

At  the  boiler  house  floor  the  dimensions  of  the  main  columns  are  12^  ins.  x  10^  ins. 
and  25  sq.  ins.  area.  These  serve  to  support  the  main  girders  (5  ft.  deep,  flanges 
16  ins.  X  1^  ins.)  carrying  the  coal  bunkers,  water  tanks,  flue,  and  economi&er.  The 
main  columns  for  supporting  the  roof  above  this  level  are  of  9  ins.  x  4J  ins.  I  section. 

The  coal  bunkers  are  constructed  with  sides  of  J-inch  plating  with  stiffeners  3  ft. 
apart.  The  bottom  plating  forming  the  hoppers  is  f  in.  thick.  A  16-in.  opening  is 
provided  to  each  hopper,  to  which  is  fixed  a  balanced  valve.  The  coal  storage  tank 
consists  of  a  circular  shell  of  steel  plating,  the  bottom  being  funnel-shaped  and  provided 
with  an  opening  and  valve. 

The  stack  is  constructed  of  steel  plating  varying  in  thickness  from  f  in.  to  J  in. 
The  diameter  at  the  top  is  10  ft.  9  ins. ;  this  increases  gradually  to  14  ft.  at  25  ft. 
from  the  base ;  from  this  point  it  flares  out  to  20  ft.  at  the  base. 

The  lining  of  firebrick  varies  in  thickness  from  9  ins.  to  4J  ins.,  the  bricks  being 
specially  made  to  the  radius  required. 

The  plating  is  riveted  at  the  bottom  to  the  cast  iron  base,  which  is  anchored 
down  to  the  brick  base  by  means  of  eight  24-in.  bolts.  This  brick  base  is  60  ft.  high, 
and  contains  the  stairway  for  giving  access  to  the  boiler  house. 

The  flue,  which  enters  the  steel  stack  at  a  height  of  12  ft.  from  the  base  plate,  is 
constructed  of  steel  plating  i  in.  thick,  stiffened  by  steel  angles,  and  lined  through- 
out with  firebrick.  The  economiser  is  fixed  at  the  side  of  the  flue  near  the  stack  end, 
and  dampers  are  provided  so  that  the  economiser  may  be  cut  out  of  service  for  repairs. 

The  coal  is  hoisted  from  the  barges  by  means  of  the  Hunt  automatic  shovel,  into 
the  Avery  weigher  at  the  top  of  the  outside  storage  tank,  into  which  it  drops  after  the 
weight  has  been  automatically  recorded.  The  bottom  of  this  tank  is  of  a  funnel  shape, 
a  valve  being  provided  at  the  opening  to  regulate  the  flow  of  coal  into  the  filler  of  the 
Hunt  conveyer,  which  transfers  the  coal  to  the  bunkers  above  the  boilers.  The  conveyer 
returns  through  a  trough  below  the  boiler  house  floor,  and  openings  are  provided 
through  which  the  ashes  may  be  shovelled  into  the  conveyer  for  conveyance  to  the  ash 
tank,  above  which  the  buckets  pass  on  their  return  to  the  coal  filler  below  the  storage 
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Fig.  113.    Bristol  Teamways:  Cross- bection  of  Power  Station. 
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tank.  The  conveyer  thus  serves  both  purposes  at  the  same  time.  The  ash  tank  is  pro- 
vided with  a  valve  and  spout,  by  means  of  which  the  ashes  can  be  run  out  into  barges. 

The  water  supply  for  feed  purposes  is  obtained  from  the  city  mains.  Owing  to 
its  hardness,  a  water  softener  was  installed  to  obviate  boiler  troubles  due  to  deposit  in 
the  tubes. 

The  feed-pumps  take  their  supply  of  water  from  the  storage  tanks  above,  and 
deliver  through  the  economiser  into  a  duplicate  system  of  piping  provided  with 
branches  to  each  of  the  boilers. 

The  boilers  are  arranged  in  four  batteries  of  two  boilers  each.  Steam  is  conveyed 
directly  from  each  battery  to  the  main  header  in  the  engine  room,  from  which  there 
is  a  branch  to  each  engine.  This  header  is  divided  by  a  valve  into  two  sections.  There 
is  in  addition  a  duplicate  header  in  the  boiler  room  to  which  each  battery  is 
connected,  and  by  means  of  which  it  is  possible  to  supply  steam  from  any  of  the 
boilers,  whilst  part  of  the  engine  room  header  may  be  out  of  service  for  repairs. 

A  connection  is  made  to  each  end  of  the  engine  room  header  for  a  supply  to  the 
auxiliary  plant.  This  forms  a  ring  system,  so  that  steam  may  be  taken  from  either  end 
of  the  header. 

The  exhaust  piping  is  so  arranged  that  any  of  the  engines  can  exhaust  to  either 
condenser,  and  as  one  condenser,  with  its  circulating  pump  and  air-pump,  is  capable 
of  dealing  with  the  total  load,  repairs  can  always  be  effected  without  exhausting  to  the 
atmosphere. 

The  air-pumps  deliver  into  a  hot  well  in  the  basement,  from  which  the  water  is 
drawn  by  the  three-throw  pumps  and  forced  through  Bailton  and  Campbell  filters  up 
to  the  storage  tanks.  The  additional  water  required  to  make  up  losses,  etc.,  is  supplied 
from  the  water  softener  through  a  ball  valve  in  the  hot  well. 

The  steam  piping,  etc.,  is  all  drained  in  an  efficient  manner  by  means  of  Geipel 
steam  traps,  the  condensed  water  being  led  away  to  the  hot  well. 

The  switchboard  is  situated  on  a  gallery  at  the  end  of  the  engine  room  at  a  height 

of  12  ft.  from  the  fioor. 

The  schedule  in  Table  XXXVo.  contains  types  and  sizes  of  plant  installed  in  this 
station. 

Table  XXXVc. 

Schedule  of  Type  and  Capacity  of  Plant  Installed  at  the  British  Tramways  Generating 

Station. 


Item. 

Number. 
4 

Type. 

Size  AUd  Rating. 

Remarks. 

Main  engines 

Vertical  cross -com- 

Cylinders    22    ins. 

pound  condensing, 

and    44   ins.   dia- 

Corliss    gear,    90 

meter    X    42  ins. 

revolutions      p  e  r 

stroke,  800 1.H.-P. 

minute 

Main  generators 

4 

Continuous  current 

Full  load,  650  Idlo- 

Efficiency:     full 

compound -wound, 

watts ;     overload. 

load,  94*5  per  cent ; 

600-550  volts 

25    per    cent,   for 
2  hours 

half-load,    94    per 
cent. ;  quarter-load, 
91  per  cent. 

Auxiliary  engines 

2 

Vertical  compound, 
400      revolutions 

FuU  load,  76 1.H.-P. 

per  minute 

Auxiliary  generators 

2 

Continuous  current 
compound- wound , 

Full  load,  50  kilo- 
watts 

500-550  volts 
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Table  XXX Vc. — continued. 


»• 

Item. 

Number. 

Type.                  1          Size  and  Rating. 

Remarks. 

Motor  generators 

8 

Motor      5  0  0  -  V  0 1 1    50  kilowatts. 

shunt  -  wound 

Generator,    series 

wound 

Condensers 

2 

Horizontal  type  sur- 
face condensers 

Cooling     surface, 
3,200  sq.  ft. 

Air-pnmps  .... 

2 

Vertical  twin  type 

Steam        cylinders 
7}    ins.    diameter 
by  8  ins.   stroke ; 
pump       cylinders 
17*  ins.  diameter 

Circulating  pumps 

2 

Centrifugal      •         •  j                 — 

Driven  by  29-H. 
motors. 

-P. 

Lift  pumps 

2 

Three-throw,  single-   Plungers,    6i     ins. 

Driven  by   15-H. 

-P. 

acting 

diameter,    8    ins. 
stroke 

motors. 

Boilers       .... 

8 

Babcock   and   Wil- 1  Heating    surface, 

cox 

8,140 sq.ft.;  8,260 
lbs.  of  steam  per 
hour    at   150  lbs. 
pressure 

Stokers       .... 

8 

Vickers  type    . 

Grate  area,  45  sq.  ft. 

Economiser 

1 

Green's  patent 

860  tubes 

Feed-pumps 

8 

Vertical  compound 
duplex 

Steam        cylinders 
5  ins.  and  10  ins. ; 
water      cylinders 
5  ins.  diameter  X 

'     10  ins.  stroke 

Water  tanks 

2 

6,000  gallons  each 

Water  softener  . 

1 

Tyacke  patent          .  8,000  ^gallons    per 

]    hour 

Coal  conveyer    . 

1 

Gravity  bucket  type    60  tons  per  hour 

Driven  by  16-H. 

-P. 

motor. 

Coal  hoist  .... 

1 

Himt    automatic    60  tons  per  hour, 
shovel 

Coal  bunkers 

800  tons  capacity. 

We  shall  now  describe  the  power  station  of  the  Dublin  United  Tramways, 
illustrated  in  Figs.  116,  117  and  118. 

The  generating  station  is  situated  at  Bingsend,  adjacent  to  the  Grand  Canal 
Dock,  and  is  built  upon  hard  gravel  and  blue  clay.  The  building  is  composed  of  a 
steel  framework,  enclosed  with  brickwork,  and  rests  on  heavy  concrete  foundations. 
Two  main  bays,  one  housing  the  boilers  and  coal  storage,  and  the  other  containing 
the  generating  and  distributing  machinery,  are  separated  by  a  party  wall,  the  engine 
room  being  80  ft.  and  the  boiler  room  76  ft.  wide.  The  entire  building  is  above 
ground,  the  engine  room  floor  level  being  12 J  ft.  above  the  general  ground  level,  thus 
ensuring  ample  light  and  ventilation. 

The  coal  is  taken  from  barges  at  the  quay  side  by  a  grab  suspended  from  a  hoisting 
tower.  The  grab,  which  holds  one  ton,  lifts  the  coal  and  drops  it  into  a  small  truck, 
which,  after  being  automatically  weighed,  travels  down  an  incline,  and  dumps  the  coal 
at  a  predetermined  point  into  the  coal  store,  of  800  tons  capacity,  adjoining  the  end 
of  the  boiler  room.  From  this  store  the  coal  drops  into  a  gravity  bucket  conveyer, 
and  is  delivered  to  the  coal  bunkers,  of  1,200  tons  capacity,  situated  above  the  central 
space  between  the  two  ranges  of  boilers.  The  whole  series  of  operations  is  automatic, 
and  a  minimum  of  attention  is  required. 
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The  boilers  are  arranged  in  six  batteries  of  two  boilers  each,  three  batteries  being 
ranged  on  each  side  of  the  boiler  room.  They  are  of  the  Babcock  and  Wilcox  water 
tube  type,  with  steam  and  water  drams  36  ins.  diameter,  and  21  ft.  4  ins.  long, 
and  are  fitted  with  automatic  stokers,  operated  by  a  driving  shaft  beneath  the  boiler 
room  floor. 

The  gases  leaving  the  boilers  are  conducted  by  means  of  two  flues,  one  each  side 
of  the  boiler  house,  to  the  economisers,  situated  on  either  side  of  the  outside  coal 
store,  and  finally  to  the  two  chimneys.  These  chimneys  are  of  steel  plate,  with  fire- 
brick lining,  and  rest  on  brick  bases,  octagonal  in  shape.  They  are  230  ft.  in  height, 
with  an  inside  diameter  of  10  ft. 

The  steam  piping  is  arranged  so  that  one  battery  can  supply  one  engine  direct, 
forming  an  independent  unit,  while  the  main  steam  header  enables  the  boilers  and 
engines  to  be  interchanged. 

The  main  engines  are  vertical  cross-compound  condensing  and  direct  coupled 
to  500-kilowatt  generators,  and  the  units  are  arranged  in  rows,  with  ample  floor  space 
in  the  centre  of  the  engine  room. 

There  are  three  surface  condensers  situated  in  the  centre  of  the  engine  room 
basement,  each  condenser  being  between  the  foundations  of  two  main  units,  and 
capable  of  dealing  with  the  exhaust  steam  from  both.  These  condensers  are 
provided  with  combined  steam-driven  air  and  circulating  pumps,  and  are  all  inter- 
changeable, thus  facilitating  the  combination  of  any  two  generating  sets  with  either  con- 
denser. The  feed-pumps,  two  in  number,  are  of  the  vertical  duplex  tandem  compound 
type,  and  each  is  capable  of  dealing  with  the  whole  of  the  necessary  feed  water,  which 
is  pumped  through  a  feed  water  heater  and  duplicate  filters  on  its  way  to  the  boilers. 
This  heater  takes  the  exhaust  from  the  feed-pumps,  air  and  circulating  pumps,  and 
the  small  stoker  engines,  and  the  water  of  condensation  is  drained  into  a  cylindrical 
hot  well,  which  also  receives  the  air-pump  discharge  and  clean  steam  drains.  The 
level  in  the  hot  well  is  maintained  by  a  make-up  supply  from  the  circulating  discharge, 
and  thus  provides  a  continuous  supply  of  hot  feed  water. 

The  engine  room  is  equipped  with  a  25-ton  overhead  crane,  electrically  operated  by 
three  separate  motors,  which  are  controlled  from  a  cage  suspended  from  the  bridge 
girders.  The  cage  is  situated  so  that  the  operator  has  a  clear  view  of  the  engine- 
room.  The  hoisting  speed  of  the  crane  is  from  4  to  60  ft.  per  minute,  according 
to  the  weight,  and  the  travelling  speed  is  60  ft.  per  minute  in  both  directions.  The 
switchboard  is  situated  at  the  permanent  end  of  the  engine  room,  on  a  gallery  16  ft. 
from  the  engine  room  floor,  and  is  approached  by  means  of  two  iron  staircases. 

The  switchboard  extends  almost  the  entire  width  of  the  engine  room,  sufficient 
space  being  left  on  either  side  for  access  to  the  back  of  the  board  and  to  the  offices. 
The  panels  comprising  the  board  are  bolted  to  suitable  sustaining  angle  irons  by 
nickel-plated  bolts. 

At  the  back  of  the  switchboard,  and  in  three  storeys,  are  situated  the  store  rooms, 
workmen's  quarters,  and  various  offices  for  engineers  and  switchboard  attendants,  the 
whole  being  well  equipped  with  lavatories,  bath-rooms,  etc.  The  entire  power- 
station  and  outside  coal-handling  apparatus  is  thoroughly  well  lit  by  an  elaborate  system 
of  arc  lighting  and  incandescent  lamps. 

A  schedule  setting  forth  the  types  and  sizes  of  the  plant  installed,  is  given  in 
Table  XXXVd. 
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Table  XXXVd. 

Schedule  of  Type  and  Capacity  of  Plant  Installed  at  the  Generating  Station  of 

the  Dublin  United  Tramivays  Co. 


Item. 


Number. 


Type. 


Size  and  Rating. 


Remarks. 


Main  engines 


Main  generators 


Boosters    . 

Boosters  . 
Condensers 
Air-pumps . 


•  I 


6  Vertical  cross-com- 
pound condensing, 
Corliss  gear,  90 
revolutions  per 
minute 

6        C.C.  600  volts 


I  Cylinders    20     ins.    Steam  consumption 
•     and  40  ins.  X  42       at  full  load,  13'2o 

ins.     stroke,    800  i    lbs.    per     I.H.-P. 

I.H.-P.  ,     satunited,  150  lbs. 

'  I    pressure,     27    ins. 

'  vacuum. 

'  Full  rated  load,  650    Efficiency  :  full,    94 

kilowatts  I     per  cent. ;  half,  95 

per  cent. ;  quarter, 


3 

1 
8 
8 


500  volts  motor,  30 

volts  generator 
Ditto        ditto 
Horizontal  surface 


Circulating-pumps 
Feed-pumps 


Travelling  crane 
Boilers 

Stokers 
Conveyor  . 

Shutes 

Hoisting  tower  . 
Economisers 


8 
2 


1 
12 

12 
1 

6 

1 
2 


16  kilowatts 


98  per  cent. 


Vertical  duplex  tan- 
dem compound 


Electrical  overhead 
Babcock    and   Wil- 
cox water  tube 
Vickers 
Gravity  bucket 

Weighing    and 

travelling 
Steam-driven  grab 
Green's  patent 


I 


24  kilowatts 
2,400  sq.  ft. 
16  ins.  diameter,  16 'Combined      and 

ins.  stroke  i     driven   by  tandem 

steam  engine  cylin- 
ders, 7  ins.  and  14 
ins. 
18  ins.  diameter,  16  >  Ditto        ditto. 

ins.  stroke  | 

8,000    gallons    per  | 

hour,    5   ins.   and  | 

10   ins.  X  10  ins. 

stroke 

25  tons 
2,580  sq.  ft. 


50  tons  per  hour 

8  cwt.  capacity 

40  tons  per  hour 
192  tubes  each 


10  H.-P.  motor- 
driven. 


Motor-driven  scraper 
gear. 


Although  giving  good  results,  and  possessing  individual  features  contributing  to 
high  overall  efficiency,  none  of  the  stations  described  embody  all  the  details  or  fuLfil 
all  the  conditions  set  forth  earlier  in  this  chapter  as  necessary  to  obtain  the  best 
possible  results.  This  is  chiefly  due  to  the  location  of  these  stations  being  such  as  to 
preclude  the  greatest  advantages  being  obtained.  Lack  of  a  natural  supply  of  cooling 
water  in  one  case,  restricted  ground  area  in  another,  and  the  fact  that  they  have  all 
been  in  service  a  good  number  of  years,  tend  to  limit  the  efficiency  of  the  power 
stations  described. 

Figs.  119  and  120  illustrate  a  turbine  powder  station  designed  on  the  principles 
already  outlined,  and  may  be  taken  as  representing,  both  in  arrangement  and  detail, 
the  best  practice  in  modern  central  station  design. 

This  station  is  equipped  with  five  2,000-kilowatt  turbines  of  the  vertical  type,  and 
supplied  with  steam  at  150  lbs.  pressure  and  200  degrees  superheat  from  ten  marine 
type,  water-tube  boilers. 

The  condensers  are  of  the  barometric  jet  type  in  duplicate,  each  set  taking  care 
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of  half  the  station.  The  water  is  circulated  by  centrifugal  pumpa,  and  the  air 
extracted  by  single-acting  three-throw  wet  air-pumps. 

The  feed  water  passes  from  overhead  storage  tanks  through  heater  detartarisers 
on  its  way  to  tlie  feed-pumps,  and  is  raised  to  the  atmospheric  boiling  point  by  the 
exhaust  steam  from  the  auxiliaries. 

The  feed-pumps  are  situated  with  a  head  on  the  suction  side,  thus  enabling  them 
to  deal  with  the  water  at  this  temperature. 

The  coal  is  handled  automatically  by  gravity  conveyors  ;  the  boilers  are  provided 
with  automatic  stokers,  and  the  ashes  are  removed  from  the  boiler  room  basement  in 


Fig.  120.    Design  of  10,000-k.w.  Power  Statios.    Cross -section. 

trucks.     The  turbines  maintain  a  low  steam  consumption  over  a  wide  range,  the 
piping  throughout  is  of  the  simplest  nature,  and  a  vacuum  of  28  ins.  is  maintained. 

Dealing  next  with  the  cost  of  operating  and  maintaining  a  generating  station 
plant,  we  propose  setting  forth  the  working  costs  of  a  number  of  power  stations,  first  as 
recorded  and  in  the  next  place  in  such  a  manner  as  to  enable  an  absolute  comparison 
to  be  made.  It  is  not  an  easy  matter  in  making  comparison  between  the  returns  of 
working  of  different  power  stations  to  obtain  a  common  basis  for  comparison.  The  first 
difficulty  one  encounters  is  with  regard  to  the  cost  of  coal.  The  cost  is  given  usually  iu 
pence  per  kilowatt  hour,  and  it  is  seldom  that  the  average  price  per  ton  paid  for  the  coal 
is  mentioned.  Another  difficulty  arises  out  of  the  uncertainty  as  to  the  meaning  of 
the  term  "units  generated."  This  ambiguity  arises  from  the  use  in  some  cases  of 
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electricity  for  running  a  part  or  the  whole  of  the  auxiliary  plant,  and  from  inclusion  in 
the  total  by  some,  and  exclusion  by  other  engineers,  of  the  energy  so  used  when 
computing  the  cost  per  unit.  Where  the  energy  used  for  auxiliary  purposes  is 
included,  it  precludes  a  fair  comparison  with  other  stations  where  the  auxiliary  plant 
is  steam-driven. 

In  the  following  tables  we  have,  from  the  total  energy  generated,  deducted  all  energy 
used  in  the  power  house  for  auxiliary  purposes,  including  excitation  where  necessary,  and 
have  adopted  the  term  "energy  issued  out  of  power  station,*'  as  conveying  this  meaning 
without  ambiguity,  so  that  it  is  clear  that  comparisons  of  the  working  expenses  of 
different  power  stations  are  made  on  the  same  basis.  Table  XXXVI.  gives  the  operating 
cost  of  the  plants  already  described. 

Table  XXXVI. 
Operating  Costs  of  Electrical  Power  Generating  Stations. 


Total  kilowatt  hours  generated  per  annum 
,,  ,,  used  in  power  station 

,,  ,,  issued  out  of  power  station 

Total  coal  consumed,  tons 

Coal  per  kilowatt  hour  (issued  from  station),  pounds 
Cost  ,,  ,,  ,.  pence 

Cost  of  coal  per  ton  shillings 


Glasgow 
Corporation 
Tramways. 


Central 
London 
Railway. 


Cost  in  pence  per  Tcilowatt  hour  issued :  — 
Operation  : 

Salaries  and  wages     .... 

Fuel 

Water 

Oil,  waste  and  stores  .... 
Bepair  and  maintenance  : 

Material  and  wages    .... 


28,918,863 

919,488 

28,000,612 

86,267 

8-43 

012 

6-52 


0104 
0120 
0-008 
0014 

0-086 


Total  . 


18,652,646 
612,762 
17,989,784 
29,225 
8-66 
0-817 
16-26 


0-088 
0-817 
0-0012 
0-0140 

0-0460 


0-282 


0-4662 


Dublin 

United 

Tramways. 


8,624,125 
147,864 

8,476,771 

16,488 

4-86 

0-226 

9-68 


0-128 
0-226 
0-007 
0-016 

0-088 


0-405 


We  now  present  a  series  of  tables  in  which  an  absolute  comparison  is  made  of  the 
working  of  various  plants  differing  in  magnitude  and  in  the  extent  of  use  and  setting 
forth  in  each  case  the  overall  efficiency  of  the  plant  in  terms  of  the  energy  contained 
in  the  coal,  the  eflSciency  being  defined  as  the  ratio  of  the  energy  issued  out  of  the 
power  station  to  the  energy  contained  in  the  coal. 

The  following  table  (XXXVIL,  on  p.  134),  is  a  comparison  of  the  overall  eflSciency 
of  three  of  the  plants  described,  and  inasmuch  as  the  plant  is  in  each  case  of  the  same 
class,  the  comparison  is  a  valuable  one. 

It  will  be  noted  that  the  overall  eflSciency  increases  with  the  magnitude  of  the 
plant  owing  to  the  higher  eflSciency  of  the  larger  units.  In  order  to  determine 
approximately  the  law  of  eflSciency  in  this  respect,  we  have  analysed  the  returns  of  a 
large  number  of  stations  both  in  this  country  and  in  other  countries. 

Twenty-six  of  these  stations  are  classified  in  three  groups  in  Table  XXXVIII. 
on  pp.  186  and  137.  In  each  group,  one-half  represents  British  stations,  and  one- 
half  represents  stations  outside  of  Great  Britain.  Two  considerations  controlled  the 
choice  of  stations  for  inclusion  in  the  investigation.  The  first  consideration  was 
that  the  available  data  should  include  as  many  as  possible  of  the  facts  affecting  the 
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annual  overall  efficiency ;  the  second  consideration  was  that  the  range  of  capacities 
and  the  average  capacity  of  the  British  stations  should  be  about  equal  to  the  range  of 
capacities  and  the  average  capacity  of  the  stations  located  outside  of  Great  Britain. 
This  selection  was  made  without  any  reference  whatever  to  the  value  of  the  resulting 
average  efficiencies. 

.  Table  XXXVIL 
Annual  Overall  Efficiencies  of  Three  Electrical  Power  Generating  Stations. 


InstAllation. 


Total  rated  capacity  (kilowatts) 

Kilowatt  hours  generated  per  annum 

„  f,      issued  out  of  power  station  per  annum   . 

Maximum  output,  kilowatts 

Load  factor 

Coal  consumed,  tons  ........ 

Calorific  value  (B.T.U.)  per  lb 

,,  „      kilowatt  hours  per  ton      .         .         .         .         . 

Kilowatt  hours  input  per  kilowatt  hour  output 
Annual  overall  efficiency  ........ 

Coal  cost  per  ton,  shillings 

Cost  of  coal  per  kilowatt  hour  of  calorific  value,  pence    . 
Final  cost  of  electrical  energy  per  kilowatt  hour  of  output,  pence 


Glasgow 

Central 

Dublin 

Corjioratioii 

London 

United 

Tramways. 

Railway. 

Tnmwafs. 

1905. 

1905. 

1905. 

.     11,200 

5,100 

3,600 

23,918,863 

18,552,546 

1     8,624,125 

23,000,512 

17,939,784 

8,476,771 

8,520 

5,000 

3,000 

32 

41-4 

32-2 

35,267 

29,225 

16,488 

12,600 

14,600 

12,500 

8,270  , 

9,540 

8,230 

12-65 

15-6 

16 

70 

6-4 

6  25 

6-52 

16-25 

9-68 

0-00949 

00204 

00141 

012         1 

0-317 

0226 

The  table  gives  the  output  of  the  station  for  the  period  considered,  in  millions  of 
kilowatt  hours  per  annum.  The  stations  are  arranged  in  the  order  of  their  annual 
outputs.  In  the  table  are  also  compiled  those  particulars  of  each  station  which  could 
be  expected  to  have  a  bearing  upon  the  overall  efficiency,  together  with  the  data 
nec^ssary  for  calculating  this  overall  efficiency.  The  annual  input  of  energy  in  the 
form  of  the  energy  of  combustion  of  the  coal,  the  annual  output  in  millions  of  kilowatt 
hours  of  electrical  energy,  and  the  annual  overall  efficiency  are  likewise  recorded  for 
each  of  the  twenty-six  stations. 

In  Table  XXXIX.  these  results  are  averaged  for  the  British  stations  and  for  the 
stations  situated  outside  of  Great  Britain. 


Table  XXXIX. 
Annual  Overall  Efficiencies  of  English  and  Foreign  Electrical  Generating  Statiojis. 


Class. 


Great  Britain  (B) 
or  Abroad  (A). 


Average  Output  from 
Generating  Station 

during  Year  in 

Millions  of  Kilowatt 

Hours. 


Between  0-9  and  8'3  millions  of  kilowatt  ( 
hours  per  year        .         .         .         .         .    i 

Between  6  and  13  millions  of  kilowatt  ( 
hours  per  year ( 

Between  18  and  45  millions  of  kilowatt  ) 
hours  per  year ( 


B 
A 
B 
A 
B 
A 


2-0 
1-9 
9-3 
9-9 
28-8 
32-6 


Average  Efficiency  of 

Generating  Station 

in  per  cent. 


2-8 
6-2 
5-8 
6-6 
72 
8-3 


In  Fig.  121  these  average  results  are  plotted  in  the  form  of  curves  showing  the 
annual  overall  eflSciency  of  the  generating  stations  as  a  function  of  the  millions  of 
kilowatt  hours  of  annual  output. 
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It  is  to  be  regretted  that  the  published  returns  from  generating  stations  are  not 
more  complete.  Thus  we  naturally  ask  ourselves  whether  it  might  not  be  possible  to 
trace  a  connection  between  the  overall  efficiency  and  the  extent  to  which  electrical 
storage  batteries  are  employed,  but  we  find  that  the  incompleteness  of  our  data  makes, 
this  impossible.  It  is  fair  to  assume  that  all  these  stations  were  operated  condensing 
although  this  fact  is  recorded  only  in  the  case  of  the  British  stations.  In  fact,  non- 
condensing  stations,  when  known  to  be  such,  were  purposely  excluded  from  the 
comparison.  In  no  case,  however,  are  there  records  of  the  average  vacuum  main- 
tained, nor  of  the  average  amount  of  superheat  employed.  The  comparison  of  the 
capital  cost  and  the  rate  of  depreciation  would  also  have  been  impracticable,  owing  to 
the  insufficiency  of  the  published  data,  and  hence  one  cannot  assert  conclusively  that 
the  one  or  the  other  set  of  generating  stations  represents  the  better  engineering. 

It  is,  however,  quite  evident  that  even  the  better  of  the  two  efficiency  curves  of 
Fig.  121  is  very  low.     The  efficiency  of  steam  generating  sets  at  full-load  frequently 
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Fig.  121.    Comparison  of  Efficiencies  of  English  and  Foreign  Electrical 

Generating  Stations. 

exceeds  20  per  cent,  in  larger  sizes,  and  the  efficiency  of  a  good  boiler  working  at  its 
rated  capacity  should  not  fall  below  75  per  cent.  Taking  the  efficiency  of  the  steam 
piping  at  95  per  cent.,  there  is  obtained  a  practicable  full-load  overall  efficiency  of  the 
generating  station  of  0'20  x  0*75  x  0-95  =  0-14. 

The  diflference  between  this  efficiency  and  that  actually  obtained  in  practice,  is  due 
chiefly  to  the  circumstances  that  the  plant  is  run  for  a  large  part  of  the  time  at 
considerably  less  than  full  load,  that  fires  must  be  kept  under  one  or  more  spare 
boilers,  that  the  boilers  and  engines  are  not  maintained  in  the  condition  of  highest 
efficiency,  that  the  supply  of  air  to  the  fires  is  not  suitably  regulated,  that  the  coal 
is  not  uniformly  of  the  calorific  value  of  the  samples  tested,  and  to  various  other  detail 
circumstances. 

As  shown  in  Table  XXXIX.,  it  is  not  unusual  to  find  large  stations  with  an 
annual  overall  efficiency  of  over  7  per  cent. 
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2  6C 

©♦J 
««*-  o 


0-95 
0-97 
1-00 
109 
1*18 
1-33 
2-07 
2-25 
2-fiO 
8-02 
312 
3-25 


6-8 

8-2 

9-0 

9-4 

9-5 

10-1 

11-9 

12-6 


18-1 
23-0 
26-7 
29-6 
41-5 
45-0 


c 
c 

2 


bc 


I    o 


tcs 
c  o 

|8 


a 


c  S 

c  «  • 

«>  s  c 

ge  »  O 


? 


o 


Id 

M      o 


Not  stated 

A 

Accumulators 
employed 

Xot  stated 

A 

Accumulators 
employed 

Ck>nden8ing 

B 

Not  stated 

Condensing 

B 

Not  sUted 

Not  stated 

A 

Afcumulatoni 
employed 

Condensing 

B 

Accumulators 
employed 

Not  stated 

A 

Accumulators 
employed 

Condensing 

B 

Accumulators 
employed 

Condensing 

B 

Accumulators 
employed 

Not  sUted 

A 

Accumulators 
employed 

Condensing 

B 

Accumulators 
employed 

Not  stoted 

A 

Accumulators 
employed 

Not  sUted 

A 

No  accumula- 
tors employed 

Condensing 

B 

Not  stated 

Not  sUted 

A 

Accumulators 
employed 

Condensing 

B 

Not  stated        ^ 

Condensing 

B 

Not  stated       -, 

Condensing 

B 

Accumulatom 
employed 

Not  sUted 

A 

Accumulators  1 
employed 

Not  sUted 

A 

Accumulators 
employed 

Condensing 

B 

Not  stated 

Condensing 

B 

Accumulators 
employer! 

Not  stated 

A 

Accumulators 
employed       ^ 

Not  stated 

A 

Accumulators 
employed        | 

Not  stated 

A 

Accumulators  . 
employed        i 

Both 

B 

Accumulators 
employed        i 

177,600      I 
148,880      I 

I 

Not  stated  ' 
Not  sUted 

200,800 
Not  stated  | 

262,738 
Not  sUted 
Not  stated 

211,000 
Not  stated 

180,000 

Not  stated 
Not  stated 
Not  stated 
Not  stated 
Notsteted  I 
Not  stated  ' 


18-7 

15-4 
Not  stated 
Not  stated 

17-0 
Not  stated 

12-7 
Not  stated 
Not  stated 

7-0 

Not  stated 

6-6 


c 

h 
O 


Not  stated 
Not  stated  , 

Not  stated  ' 

Not  stated 

2,491,000 

276,000 

1,188,000 

Not  stated 


Not  stated 
Not  stated 
Not  stated 
Not  stated 
Not  stated 
Not  stated 
Not  stated 
Not  stated 


Not  stated 
Not  stated 

9-4 

0-93 

2-86 
Not  stated 


Not  stated 
Not  stated 
Not  stated 
Not  stated 
Not  stated 

Superheated 
Not  stated 

Superheated 

None 
Not  stated 

Superheated 
Not  stated 


Not  stated 

Not  stated 

Superheated 

Suiierheated 

None 

Superheated 

Not  stated 

Not  stated 


Not  stated 
Superheated 
Not  stated 
Not  stated 
Not  stated 
Su{)erheated 


I- 

®  S 

o  f 

> 


Not  stated 

Not  stated 

Not  stated 

Not  stated 

Not  stated 

28' 

Not  stated 

Portion  slightly 

Buperheatad 

Not  stated 

Not  stated 

Very  little 
superheat 
Not  stated 


Not  stated 

Not  stated 

Not  stated 

Part  superheated 

to  238* 

Not  stated 

28«  to  56° 

Not  stated 

Not  stated 


Not  stated 

Superheated 

to  200° 
Not  stated 

Not  stated 

Not  stated 

Part  superheated 
to  500 


I 

1 

O 

O 

s 


German 
bituminous 

German 
ttituminous 
Not  stat^ 

Not  stated 

Westphalian 
anthracite 
Small  peas 

Westphalian 

bituminous 

Best  Welsh 

Derby  pea  nuts 

Derby  pea  nuta 

Yorkshire 

steam 

Not  stated 

Fife  small 

Scotch  anthracite 

and  German 

anthracite 


German  lignite 

Not  stated 

German  lignite 

Smudge 

Slack 

Slack 

Lignite  briquettes 

and  gas  coke 

CaniiflTand 

Westphalian 


Not  stated 

Washed  nuta 

W^estphaliau 

bituminous 

Caitiitr 

German  lignite 

Washed  slack 


We  shall  now  put  forward  a  table  (XL.)  of  thermal  efficiencies  of  power  station 
plants  which  cover  a  wide  range  of  load  factors  and  size  of  generating  units. 

In  the  preparation  of  this  table  we  have  not  adopted  any  impossible  ideal,  but 
wish  it  to  be  understood  that  the  figures  given  for  efficiencies  are  within  the  range  of 
possibilities,  and  have  been  attained  in  one  or  two  instances.  In  the  preparation  of 
the  table  we  have  embodied  all  the  principles  set  forth  in  this  chapter,  and  the  plants 
are  taken  as  provided  with  superheaters,  economisers,  feed-water  heaters,  steam- 
driven  auxiliaries,  with  boilers  and  condensers  properly  proportioned,  and  an  ample 
supply  of  circulating  water  for  the  condensers  and  at  a  convenient  level. 

It  is  not  often  that  it  is  possible  to  obtain  all  the  advantages  in  one  plant.     Water 
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xxxvni. 

fix  Electrical  Oenerating  Stations. 


Calorific  Value  in  Kilo- 
watt Hours  per  Ton. 

Number  of  Tons  of  Coal 
bunied  per  Year. 

Price  in  Shillings  per 
Ton. 

Use  to  which  the  Elec- 
trical Energy  is  put. 
Light,  L. ;  Traction,  T.  ; 
Power,  P. 

Average  T^oad  Factor 

of  Generating  Station 

per  Year. 

Date  of  End  of  Year  for 
which  Date  applies. 

Year  of  Working. 

(C) 

Total  Kilowatt  Hours 

of  CalorilJc  Value  of  Coal 

burned  per  Year. 

(D) 
Total  Output    In  Kilo- 
watt  Hours  during  Year. 

1 
100  D 

C 

Efficiency  of  Generating 

Station  in  per  cent. 

8.600 

2,060 

21*4 

LP.T. 

lS-8 

1904 

6th 

17,IK)0,000 

948,000 

6-3 

8.500 

2,780 

9-6 

L.P.T. 

27-5 

1903—1904 

4th 

23,200,000 

965,000 

4-16 

9,000 

3,100 

110 

L.T. 

15-4 

March,  1904 

6th 

27,900,000 

1,000,000 

3-58 

7,700 

4,250 

11-5 

L. 

16-0 

March  25,  1904 

7th 

32,700,000 

1,090,000 

3-34 

8,150 

8,458 

18-0 

LP.T. 

14-05 

1903—1904 

5th 

28,200,000 

1,177,000 

4-2 

9,100 

8,200 

7-7 

T. 

13-8 

March,  1903 

10th 

74,500,000 

1,830,000 

1-79 

9,050 

4,190 

14-2 

L.P.T. 

43-6 

1903—1904 

5th 

37,900,000 

2,070,000 

5-5 

8,500 

17,300 

10-75 

T. 

11-6 

March  31,  1904 

6th 

147,000,000 

2,250,000 

1-52 

9,500 

11,300 

12-3 

L. 

12-1 

March  31. 1903 

10th 

107,300,000 

2,900,000 

2-7 

8,320 

5,940 

12-6 

L.P.T. 

20-5 

1903—1904 

12th 

49,400,000 

3,020,000 

61 

7,100 

10,800 

8-2 

T. 

17-4 

March  15, 1904 

Not  stated 

76,600,000 

3.120,000 

406 

7,100 

7,500 

16-3 

L.P.T. 
L.P. 

13-7 

1903—1904 

14th 

53,200,000 

3,250,000 

1 

6,260,000 

61 

5,600 

22,580 

101 

360 

1904 

nth 

126,300,000 

4-95 

8,020 

16,500 

9-75 

T. 

Not  stated 

— 

Not  stated 

182,600,000 

8,200,000 

6-2 

2,800 

44,900 

Not  stated 

T. 

76*7 

1904 

9th 

126,000,000 

8,988,000 

714 

7,060 

26.100 

50 

L.P. 

14-5 

March  25, 1905 

Not  steted 

184,000,000 

9,400,000 

6-1 

7,700 

aO,300 

8-2 

T. 

Not  stated 

March  25,  1904 

nth 

156,500,000 

9,500,000 

605 

9,320 

18,000 

7-7 

L.P.T. 

286 

March  31,  1905 

Not  stated 

168,000,000 

10,100,000 

610 

8,360 

20,800 

13  0 

L.P.T. 

38-1 

1904 

13th 

173,500,000 

11,890,000 

6-85 

8,750 

19,800 

Not  stated 

L.P.T. 

40-1 

1904 

10th 

173,000  000 

12,480,000 

7-21 

9,300 

30,184 

16-45 

T. 

Not  stated 

April,  1905 

Not  stated 

290,000.000 

18.100,0<J0 

6-45 

8,100 

35,270 

6-4 

T. 

30-8 

May  31,  1905 

6th 

286,000,000 

23,000,000 

806 

8,750 

40,800 

17-1 

L.P.T. 

34-3 

1903—1904 

16th 

357,000,000 

1 

26,650,000 

7-46 

8,750 

43,800 

Not  steted 

L.P.T. 

Not  stated 

1904 

.'»th 

\  383,000,000 

29,600,000 

7-75 

7,750 

50,000 

Not  stated 

L.P.T. 

35-2 

1904 

3rd 

433,000,000 

41,500,000 

9-61 

8,940 

75,000 

1 

10-0 

L.P.T. 

25-5 

March  31, 1905 

Not  stated 

670,000,000 

45,000,000 

6-72 

for  condensing  is  often  not  available,  and  cooling  towers  have  to  be  used ;  in  other 
cases  the  financial  conditions  may  be  such  that  a  cheaper  and  therefore  less  efificient 
plant  is  the  economical  one  to  adopt.  In  these  cases,  allowances  can  readily  be  made 
for  the  special  circumstances  of  the  case.  None  of  the  stations  described  possess  all 
the  advantages,  but  when  their  disadvantages  are  allowed  for,  one,  if  not  two,  of  the 
plants  come  very  close  to  the  attainable  as  thus  defined. 

Provided  all  the  conditions  are  similar,  that  is,  provided  that  the  size  of  unit  in 
each  case  bears  the  same  ratio  to  the  average  load,  the  efi&ciency  of  the  station  will 
depend  on  the  size  of  the  unit  of  generating  plant.  The  basis  of  the  table  is  therefore 
the  efficiency  of  the  engine  and  generator  and  its  variation  with  size.    The  term  engine 
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includes  either  reciprocating  engine  or  turbine,  and  no  limitations  are  imposed  in 
the  choice  of  type,  but  it  is  assumed  that  the  engine  is  the  most  efl&cient  of  its  type, 
and  is  working  at  its  most  economical  point,  and  at  the  most  economical  vacuum. 
The  sizes  we  have  selected  range  from  10,000  down  to  500  kilowatts,  and  in  Table  XL. 
the  efificiencies  are  the  combined  efficiencies  of  the  engine  and  generator,  and 
represent  the  best  which  have  been  yet  attained.  The  steam  pressure  selected  is 
165  lbs.  per  square  inch,  and  superheat  300  degrees  F. 


Table  XL. 

Table  of  I'hermal  Efficiency  of  Engine  and  Generator  and  Overall  Efficiency  of 

Complete  Plant  on  Steady  Load. 


Economical  Rating  of 

Engine  and  Generator. 

(Kilowatts.) 


10,000 
5,000 
2,500 
1,250 
1,000 
750 
600 


Nett  Energy  supplied 

to  Engine  per 

Kilowatt  Hour  Output 

(B.T.U.) 


15,000 
15,820 
15,900 
1(5,820 
17,270 
17,970 
18,930 


Thermal  Efficiency  of 
Combined  Set. 


Total  Energy  in  Fuel 

bunied  per  Kilowatt 

H  our  Output. 

(B.T.  (f.) 


0-229 

20,600 

0-224 

21,100 

0-216 

21,850 

0-204 

23,100 

0-199 

23,700 

0192 

24,510 

0-181 

26,150 

Overall  Efficieucy. 


0-167 
0-163 
0-167 
0-149 
0-145 
0-140 
0-131 


The  figures  given  in  the  second  column  are  nett  amounts,  and  do  not  take  into 
account  the  energy  required  for  air  and  circulating  pumps,  or  losses  in  condenser. 
After  allowing  for  these,  and  for  losses  in  radiation  from  piping,  boiler,  and  economisers, 
and  for  the  energy  supplied  to  the  chimney  to  produce  a  draught,  we  obtain  the 
figures  in  the  fourth  column,  being  the  total  energy  in  the  fuel.  We  have  now  the 
energy  to  be  provided  by  the  fuel  per  kilowatt  hour  under  the  best  conditions  and  for 
steady  load.  In  order  to  obtain  the  efficiencies  of  the  power  plant  under  service  con- 
ditions, we  take  the  above  table  as  a  basis.  We  have  first  to  allow  for  a  fluctuation  in 
the  load,  where,  although  the  output  in  a  given  time  may  be  the  same  as  for  steady 
load,  the  load  may  have  fluctuated  between  wide  limits  ;  next,  allowance  has  to  be  made 
for  variation  in  the  load,  as  a  result  of  which  the  plant  is  working  part  of  the  time  at 
a  less  efficient  part  of  its  range.  The  losses  suffered  depend  upon  the  nature  of  the 
load  curve,  and  in  the  following  it  is  assumed  that  the  minimum  load  can  be  supplied 
economically  from  the  unit,  and  that  the  new  load  capacity  is  drawn  upon  before  an 
additional  unit  is  put  in  parallel.  A  further,  and  by  far  the  greater,  source  of  loss 
which  follows  from  the  variation  in  the  load,  is  due  to  the  necessity  of  keeping  up  the 
fires  and  boilers  in  readiness  for  the  maximum  load.  The  coal  consumed  may  amount 
to  as  much  as  6  lbs.  per  square  foot  of  furnace  per  hour,  the  energy  being  dissipated 
by  radiation  from  boilers,  and  piping,  and  engines,  which  must  be  kept  in  a  state  of 
readiness.  All  these  losses  are  taken  into  account  in  Table  XLI.,  the  values  being 
based  on  our  general  experience  and  specific  tests  and  observations.  The  values  are 
plotted  in  terms  of  the  size  of  unit  and  the  load  factor.  By  load  factor  in  this  case  is 
meant  the  "  daily  "  load  factor  obtained  from  the  daily  load  curve  as  distinct  from  the 
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annual  load  factor^  as  it  is  upon  this  that  the  efl&ciency  or  otherwise  of  the  working 
depends. 

Table  XLI. 
Table  of  Overall  Ejpiciencies  of  Steam  Plants  binder  Service  Conditions. 


Economic  Rating  of  Unit  of  Generating  Plant  in  Power  Station  in  Kilowattn. 

Daily  IxMd 
Factor, 

10,000 

6,000 

2,600 

1,260 

1,000 

750 

600 

per  cent. 

Thenmil  Efficiency  of  Plant,  being  Ratio  of  Output  of  Generating  Plant  to  the  Input  into  the  Furnaces. 

100 

0-168 

0-156 

0-150 

0141 

0-138 

0-138 

0126 

90 

0-161 

0147 

0-142 

0135 

0-132 

0-127 

0118 

80 

0-144 

0-141 

0-135 

0128 

0126              0-121 

0113 

70 

0186 

0133 

0-128 

0121  . 

0118              0-116 

0-108 

60 

0127 

0-124 

0-120 

0-113 

0-110 

0-106 

0101 

50 

0-116 

0114 

0-110 

0-104 

0-102 

0-098 

0098 

40 

0104 

0101 

0-098 

0093 

0-090 

0-087 

0-082 

80 

0089 

0087 

0-084 

0079 

0-078 

0-075 

0071 

20 

0071 

0067 

0-066 

0-061 

0-060 

0-057 

0-054 

10 

0043 

0041 

0-039 

0-036 

0-036 

0034 

0-082 

The  values  given  are  such  as  the  station  engineer  should  obtain  provided  he 
has  all  the  advantages  assumed.  If  any  specific  advantage,  such,  for  instance,  as 
superheat,  is  absent,  or  if  he  is  placed  so  that  the  water  supply  for  condensing  purposes 
is  limited,  or  if  the  water  has  to  be  lifted  a  considerable  height,  the  value  of  such 
deficiency  can  be  readily  calculated,  and,  after  applying  the  correction  to  the  values 
given  in  the  table  corresponding  to  the  load  factor  and  size  of  unit,  the  result  can 
then  be  applied  to  gauge  the  actual  performance  of  the  plant. 
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THE   HIGH  TENSION  TBANSMISSION  SYSTEM 

IN  the  last  chapter  we  traced  the  energy  from  the  fuel  up  to  the  outgoing  mains 
from  the  generating  station.  Up  to  that  point  neither  the  capital  costs  nor  the 
generating  costs  are  appreciably  different  whether  continuous-current  or  alternating- 
current  energy  is  supplied,  nor  will  the  voltage  of  the  supply  affect  the  result  to  any 
considerable  extent. 

But  we  now  come  to  a  link  in  the  system  where  the  cost  is  a  function  of  the 
form  of  electrical  energy  and  of  the  voltage  at  which  it  is  supplied.  In  the  most 
extensive  and  approved  modern  plants,  the  electrical  energy  is  delivered  from  the 
generating  station  in  the  form  of  three-phase  high  tension  currents,  and  is  trans- 
mitted in  this  form  to  sub-stations,  where  by  means  of  suitable  converting  plant,  it 
is  transformed  into  continuous  current.  This  continuous  current  is  supplied  to  the 
conducting  rails,  or  to  the  overhead  trolley  line,  and  thence  to  the  motors  on  the  cars 
or  trains.  Where  the  area  over  which  the  energy  is  to  be  transmitted  is  not  extensive, 
it  may  often  be  preferable  to  supply  continuous  current  direct  from  the  generating 
station  and  thus  avoid  the  necessity  for  sub-stations.  There  are  also  a  few  plants 
where  high  tension  continuous  current  is  supplied  from  the  generating  station. 
During  the  last  couple  of  years,  a  great  deal  of  attention  and  study  has  also  been 
given  to  single-phase  systems  of  traction,  which  permit  of  transmitting  at  high  tension 
direct  to  the  car  or  train,  on  which  is  carried  an  equipment  of  transforming  devices 
and  alternating-current  commutator  motors.  In  a  related  system,  the  train  receives 
high  tension  alternating  current,  which  is  transformed  by  means  of  a  motor-generator 
carried  on  the  train,  into  low  tension  continuous-current,  and  is  distributed  in  this 
form  to  the  motors.  Polyphase  motors  are  used  on  the  car  or  train  on  quite  a 
number  of  roads,  and  for  certain  cases  this  system  is  excellent. 

We  shall  work  out  the  general  case  of  electric  traction  on  the  basis  of  the  first  of 
the  above-named  systems,  since  this  system  has  come  into  very  extensive  and 
successful  use,  and,  so  far  as  it  is  displaced  by  one  or  other  of  the  alternative 
systems,  this  displacement  will  occur  very  gradually,  so  that  for  several  years,  at 
any  rate,  a  large  amount  of  work  will  be  done  by  the  three-phase  continuous-current 
system. 

In  cities,  and  wherever  the  local  conditions  or  regulations  require  it,  the  three- 
phase  high  tension  transmission  system  is  installed  with  underground  cables.  A 
pressure  of  11,000  volts  between  cores  has  so  frequently  been  employed  that  we  may, 
for  our  present  purpose,  take  it  as  standard.  A  higher  voltage  would,  at  the  present 
state  of  development  in  cable  manufacture,  rarely  be  economical,  since,  as  we  shall 
see,  even  at  11,000  volts,  the  cost,  including  installation,  is  from  three  to  twenty 
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times  the  cost  of  the  contained  copper  according  to  the  cross- section  per  core.     This 

multiplier  rises  rapidly  with  the  voltage.    In  special  cases  a  lower  voltage  is  more 

economical,  but  for  all  extensive  systems  we  may  take  11,000  volts  as  the  basis,  at 

any  rate  for  preliminary  estimates.     As  the  neutral  points  of  the  armature  windings 

of  the  high  tension  generators  are  grounded  at  the  generating  stations,  the  pressure 

11  000 
from  any  core  to  earth  is  — '-y^  =  6,350  volts. 

Estimation  of  the  Cost  of  High  Tension  Cables. 

The  data  given  by  cable  manufacturers  in  their  catalogues,  while  often  very  exten- 
sive, are  rarely  in  the  form  most  useful  to  the  engineer  in  designing  projects.  He  must, 
of  course,  before  the  project  is  completed,  have  recourse  to  precise  estimates  from  the 
cable  manufacturers,  but  prior  to  that  stage  he  is  more  especially  concerned  with  the 
relative  costs  of  complete  cables  for  different  voltages.  These  are,  for  his  purpose,  most 
conveniently  expressed  in  terms  of  the  weight  of  the  copper  in  the  cable,  or,  more 
precisely,  it  is  convenient  for  him  to  figure  on  a  cost  in  pounds  sterling  per  metric  ton 
of  contained  copper.  These  data,  together  with  some  details  of  construction,  guarantees, 
etc.,  suffices  for  obtaining  a  rough  estimate  of  the  percentage  of  the  total  cost  which 
will  be  required  for  the  cables.  This  is  all  that  is  required  up  to  the  later  stages 
of  the  designing  of  an  installation.  This  small  amount  of  data  he  should,  however, 
have  at  hand  in  as  compact  a  form  as  practicable. 

The  following  brief  descriptive  specification  may  be  taken  as  representative  of  the 
most  generally  employed  three-phase  cables. 

Specification. — Three  cores  of  stranded  copper  conductors,  symmetrically  disposed 
with  relation  to  one  another,  and  individually  insulated  with  paper,  or  other  insula- 
tion, are  spirally  assembled  together,  the  pitch  of  the  spiral  varying  chiefly  as  a 
function  of  the  diameter  per  core.  The  three  cores  thus  assembled  together,  are 
covered  with  paper  or  other  insulation  of  suitable  thickness.^  An  external  covering  of 
lead  is  then  applied,  and  this  in  turn  is  often  protected  by  an  armouring,  frequently 
consisting  of  two  layers  of  steel  tape.^  Sometimes  the  steel  or  iron  covering  is,  in  its 
turn,  protected  by  a  final  covering  of  tough  jute  or  other  suitable  material. 

Such  a  cable,  when  for  11,000  volts,  is  generally  guaranteed  to  withstand  for 
1  hour,  the  application  of  an  effective  alternating  current  voltage  of  three  times  the 
normal  voltage  when  tested  at  the  manufacturer's  works,  and  a  further  test,  with  at 
least  double  the  normal  voltage,  when  finally  installed.  This  test  is  made  between 
each  pair  of  cores,  and  from  each  core  to  lead. 

Recently  there  has  appeared  a  new  type  of  cable  insulated  with  varnished 
cambric.  The  construction  of  the  cable  is  as  follows : — Specially  prepared  cotton 
fabric  is  coated  on  both  sides  with  multiple  films  of  insulating  varnish.  The  coated 
cloth,  cut  into  strips,  is  applied  to  the  copper  core  with  films  of  special  non-drying, 
viscous  and  adhesive  compound  between  the  copper  and  the  taping. 

The  result  is  a  flexible  and  homogeneous  insulating  wall  of  great  dielectric 
strength.  This  insulation,  unlike  paper,  does  not  absorb  moisture,  and  it  is  therefore 
unnecessary  to  seal  the  ends.  It  is  stated  that  leaded  varnished-cambric  cable 
installed  in  1898  on  11,000  volts  circuits  in  connection  with  overhead  transmission 
lines,  exposed  to  lightning  discharge,  is  still  in  use  without  failure  or  deterioration. 

*  The  Engineering  Standards  Committee's  specifications  for  thicknesses  of  dielectric  and  lead 
sheathing  and  armouring  are  given  on  pp.  162  to  164. 
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The  prices  of  cable  vary  chiefly  with  the  normal  voltage  and  with  the  cross 
section  per  core.  A  further  but  less  important  variation  in  price  is  introduced  by 
the  particular  specification  as  regards  the  application  of  armouring  or  other  covering 
over  the  lead.  The  chief  components  of  the  cost  are,  however,  represented  by  the 
copper,  the  insulation,  the  lead,  and*  the  installation  of  the  cable.  This  last  item, 
the  installation,  tends  to  partly  offset  variations  with  respect  to  whether  armouring 
and  further  outer  coverings  are  or  are  not  used.  For  an  armoured  cable  will 
require  less  expensive  further  provisions  than  in  the  case  of  a  bare  lead  cable. 
Of  course  the  cost,  of  installing  varies  greatly.  The  prices  which  will  be  given  in 
subsequent  tables  may  be  taken  as  applying  to  cables  installed  in  the  tunnels  of 
underground  electric  railways,  and  in  other  cases  in  subways  especially  provided  for 
the  reception  of  cables,  and  will  not  cover  any  part  of  the  cost  of  construction  of  such 
subways,  or  of  the  cost  of  opening  up  the  streets  when  other  locations  are 
necessary. 

With  these  premises  we  may  take  the  prices  given  in  Table  XLII.  as  repre- 
sentative, though  in  cases  where  competition  is  exceedingly  keen,  the  price  for 
large  quantities  may  be  as  much  as  20  per  cent,  lower.  Such  variations  will 
in  no  way  invalidate  the  general  engineering  problem  as  set  forth  in  this  chapter. 

The  cost  of  copper  on  which  Table  XLII.  is  based,  is  taken  at  jOIOO  per  ton. 
This  is  the  cost  of  the  copper  core  as  stranded,  including  charges  due  to  wire 
drawing  and  stranding.  O'Gorman  in  a  paper  entitled  "  Insulation  on  Cables,"  ^ 
allocates  this  JBlOO  as  follows : — 

"  G.M.B.  copper  in  the  market,  £77 ;  cost  of  wire  drawing,  £8  ;  stranding,  £5  ; 
shop  charges  and  administration,  £10  per  ton." 

The  current  market  price  for  copper  is  a  few  pounds  lower  than  £77,  so  that 
£100  per  ton  for  the  copper  cores  is  rather  high.  This,  however,  will  cover 
market  fluctuations,  and  moreover,  if  more  accurate  estimates  are  desired,  it  is 
easy  to  convert  costs  which  are  based  on  a  decimal  figure,  as  £100.  The  results 
set  forth  in  Table  XLII.  have  been  plotted  in  Figs.  122  and  123,  the  former 
giving  the  cost  of  complete  cable  in  pounds  per  ton  of  copper  contained  in 
the  three  cores,  and  the  latter  showing  the  ratio  of  the  cost  of  complete  cable 
to  the  cost  of  contained  copper  at  £100  per  ton  for  various  voltages  and  cross 
sections  of  core. 

In  the  paper  by  O'Gorman  referred  to  above,  the  following  data  as  to  the 
cost  of  insulation  and  lead  sheathing  are  given : — 

"  Copper  is  taken  at  £100  a  ton  (or  lid.  per  pound),  a  price  which  is  rather 
too  high.  This  is  to  cover  market  fluctuations.  I  justify  its  use  because  the 
deductions  and  curves  which  follow  are  only  comparative,  and  the  effect  on  the 
total  price  of  the  various  insulation  thicknesses  outweighs  the  price  of  copper  on 
both  small  and  large  sizes.  For  example,  between  15,000  kilowatts  and  30,000 
kilowatts  the  price  of  cable  is  nearly  constant,  although  the  copper  varies  from 
0*53  sq.  ins.  to  1*5  sq.  ins.  Another  reason  for  taking  a  high  price 
for  copper  is  that  the  labour  of  handling  and  jointing  will  depend  on  the 
weight  of  the  cable  even  though  the  radial  thickness  of  insulation  may  go  down. 
Lastly,  the  decimal  figure  £100  is  easy  to  correct  if  a  more  accurate  estimate  is 
available. 

**  Insulation  is  taken  at  £50  per  ton.     This  price  is  too  low  for  rubber  cables, 

1  "  Journal  of  the  Institution  of  Electrical  Engineers,"  Vol.  XXX.,  p.  608  (March  7th,  1901). 
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ograimiies  or  2,200  lbs. 


o 

E 
o 

o 

« 

S 


Milli 
metres. 


720 
74-0 


Inches. 


2-83 
2-91 


761    2-96 


781 
801 

82-2 

84-2 

86-3 
88-3 
90-3 


307 
8156 

3-285 
3-317 

3-89 

3-466 

3-665 


^^ 

o  - 
O  2 

Oh 


Tons 

per 
Mile. 


28-6 
260 

26-4 

27-9 
29-8 

80-8 
82-1 

83-6 
851 
86-4 


2 


s  i  31. 


-6 

^  to 

O^ 


•« 

s 


118-6 
60-6 

430 

88-7 

28-7 

24-8 
22-4 

20-2 
190 
17-6 


» 

a 

»  s 

'3,5, 

6  « 

o-S 

^5 


■♦J 


.si 

ll 

SH  o 
O^W 

2S, 


'  o 


2 


B 


oLjg 


Pounds 

per 

Mile. 


800 
870 

940 

1,010 
1,080 

1,150 
1,210 

1,290 
1,350 
1,430 


Pounds. 


3,870 
2,100 

1,626 

1,210 
1,060 

930 

846 

760 
730 

686 


38-7 
210 

15-26 

1210 
10-60 

9-30 

8-45 

7-50 
7-30 
6-85 


Kilo- 
watts. 


260 
620 

762 

1,040 
1,280 

1,660 
1,800 

2,080 
2,820 
2,600 


THE    HIGH   TENSION   TRANSMISSION   SYSTEM 

but  as  it  is  well  known  that  the  cost  of  fibre,  together  vfith  its  lead,  is  of  the 
same  order  as  rubber,  it  will  follow  that  the  general  trend  of  the  curves  holds 
for  rubber  also,  only  the  maxima  and  minima  will  be  more  marked  for  any  class 
of  insulation  dearer  than  I  have  selected  unless  the  disruptive  strength  is 
correspondingly  greater.  Paper,  JtSS  per  ton ;  impregnating  oil,  £7 ;  labour,  iJlO ; 
administration,  etc.,  £19. 

*'  Lead  was  taken  at  £25  a  ton  to  allow  for  the  labour  of  lead  covering,  which 
is  high.  A  thickness  of  0'125  ins.  was  taken  in  all  cases.  This  thickness  is 
rather  small  for  large  cables,  which  sometimes  take  0*15  or  0*18  ins.  If  this 
increase    of    lead    had    been    allowed    for,   the  rate  at  which   the  cost  of  cable 
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Fig.  122.    Costs  or  Hioh-Tension  Thbeb-Core  Cables. 

increases  with  increase  of  output  would  have  been  still  further  diminished  within 
practical  limits  of  copper  section,  but  the  character  of  the  curves^  would  not  be 
altered,  only  accentuated.  Best  Spanish  lead,  d£15  per  ton;  labour,  d63;  administration, 
i6  a  ton."' 

The  results  of  Table  XLII.  and  of  the  curves  of  Fig.  123  bring  out  very  clearly 
the  fact  that  the  cost  of  copper  in  cables,  when  for  high  tension  work,  is  but  a  very 
small  percentage  of  the  total  cost  of  the  cables. 

On  the  basis  of  these  data  the  curves  in  Fig.  124  have  been  prepared. 
These   curves   show  that,  while  in  regions  like  the   western  districts  of  America, 

^  The  curves  referred  to  are  those  published  in  the  paper  from  which  this  extract  is  made. 
They  are  for  H.T.  cables  built  up  on  0*Gorman's  principle  of  grading  the  dielectric,  and  are  of 
a  similar  nature  to  the  curves  given  in  Fig.  124. 
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it  is  of    distinct    advantage  to    use  extremely  high   potentials   for   overhead   lines 
with  bare  conductors,  much  lower  pressures  will  give  the  most  economical   results 
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Fig.  123.      CtTRVES  SHOWING  THE  RaTIO  OF  THE  CoST  OF  ThREE-CoRE  CaBLES  COMPLETE,  TO  THE 

Cost  of  Copper  contained  in  the  Three  Cores  for  500  to  20,000  Volts  between  Cores. 

where  the  regulations  of  the  authorities  require  the  use  of  underground  cables. 
The  curves  show  the  most  economical  voltage  for  every  case,  when  considered  from 
the  standpoint  of  the  cost  of  the  transmission  cables  alone.     But  since   the  cost 
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of  the  cables,  as  revealed  by  these  curves,  generally  increases  but  slowly  as  the 
voltage  is  lowered,  the  increased  cost  by  the  use  of  a  considerably  lower  voltage 
will  often  be  oGfset  by  the  slightly  lower  cost  of  the  generating  and  transforming 
apparatus  and  the  less  liability  to  breakdown,  owing  to  the  greater  factors  of  safety 
employed  in  lower  voltage  plant. 

The  curves  of  Fig.  124  show  that  a  somewhat  lower  power  factor  makes  but  little 
difference  in  the  cost  of  the  cables.  These  two  curve  sheets  show  results  for  a  case 
where  all  the  energy  is  transmitted  by  a  single  three-core  cable,  which  would  not  leave 
any  reserve  in  the  case  of  a  breakdown,  and  also  results  for  the  case  of  two  three-core 
cables  being  used,  half  the  energy  being  transmitted  over  each  cable.  This  latter  is  the 
more  usual  case  in  spite  of  the  greater  cost ;  in  fact,  the  use  of  a  single  cable  would 
aflford  altogether  insuflScient  reliability.  With  the  exception  of  the  groups  of  curves 
E  and  I,  all  the  other  groups  of  curves  in  Fig.  124  are  based  on  the  employment  of  two 
independent  three-core  cables,  each  carrying  normally  one-half  the  total  energy.  In  the 
case  of  the  temporary  breakdown  of  one  of  these  cables,  it  is  generally  customary  to 
slightly  overload  the  other  cable,  and  to  get  along  with  as  small  a  load  as  practicable 
until  the  damaged  cable  is  repaired.  Of  course,  in  very  important  installations,  more  than 
two  independent  cables  are  used,  two  suflBcing  to  carry  the  normal  load  continuously. 

The  curves  are  self-explanatory.  Ten  percent,  line  loss  has  been  employed  in  the 
calculations ;  but  fairly  accurate  results  for  other  values  of  line  loss  can  be  deduced 
from  the  curves  without  much  extra  calculation.  Where  sub-stations  employing  rotary 
converters  are  supplied  over  the  high  tension  cables,  five  per  cent,  line  loss,  or  even 
less,  is  desirable,  otherwise  the  regulation  will  be  very  unsatisfactory. 

In  the  curves  of  Fig.  124,  it  will  be  noted  that  at  a  certain  voltage  in  each 
case,  the  cost  of  the  cables  reaches  a  minimum  value.  At  voltages  higher  than  this, 
the  cost  of  the  insulation  preponderates,  and  at  lower  voltages  the  cost  of  the  copper, 
rendering  the  complete  cable  more  expensive  at  pressures  higher  or  lower  than  that 
for  minimum  cost.  The  voltage  at  which  minimum  cost  occurs,  is  higher  the  greater 
the  power  transmitted,  or  the  greater  the  distance  to  which  it  is  transmitted,  and  the 
lower  the  power  factor.  It  is  also  higher  in  the  case  of  a  single  cable  transmitting 
the  whole  of  the  power  than  for  two  cables  each  carrying  half  the  power. 

In  Figs.  125,  126,  127,  and  128,  the  minimum  cost  of  cables  has  been  plotted 
as  a  function  of  the  power  transmitted.  Figs.  125  and  126  are  both  for  unity 
power  factor,  but  using  one  cable  in  Fig.  125  and  two  cables  in  Fig.  126.  Figs.  127 
and  128  are  both  for  a  power  factor  of  0*8,  and  using  one  cable  in  Fig.  127  and  two 
cables  in  Fig.  128. 

In  each  case  there  are  shown  curves  for  distances  of  10,  20,  30,  and  40  kilometres 
(6*2,  12*4,  18*6,  and  24*8  miles).  In  all  these  curves  the  cost  which  occurs  at  the 
most  economical  voltage  has  been  employed,  this  voltage  ranging  from  9,000  to 
18,000  in  the  cases  considered,  as  will  be  seen  from  Fig.  124.  These  curves 
bring  out  very  clearly  the  fact  that  the  cost  of  cables  for  transmitting  power  at  high 
pressures  is  by  no  means  proportional  to,  although  it  increases  with,  the  power  trans- 
mitted and  the  distance  of  transmission.  This  is  because  the  cost  of  the  copper 
constitutes  only  a  comparatively  small  proportion  of  the  total  cost,  the  insulation  cost 
being  several  times  that  of  the  copper.  This  has  already  been  pointed  out  in 
connection  with  Table  XLII.  and  in  the  curves  of  Fig.  123,  where  the  ratio  of  cost 
of  complete  cable  to  cost  of  contained  copper  has  been  tabulated  and  plotted. 

In  Table  XLII.  the  cross  sections  of  the  conductors  may  appear   to  be  very 
miscellaneous  and  without  much  consecutive  uniformity.     This  is  due  to  the  fact  that 
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the  data  necessary  for  the  compilation  of  this  table,  were  deduced  from  the  lists  of 
varioas  British  and  Continental  manufacturers,  whose  cross  sections  usually  conform 
to  some  number  of  strands  of  certain  wire  gauges  which  do  not  give  even  figures 
or  other  uniformity  in  their  cross  sections. 

It  would  be  possible  with  the  data  already  arranged  in  Table  XLII.  to  compile 
another  similar  table  with  a  corresponding  set  of  data,  but  for  cross  sections  of  cable 
cores  increasing  regularly  and  by  some  fixed  increment,  for  instance,  starting  with  a 
minimum  cross  section  of,  say,  25  sq.  mm.,  and  increasing  this  by  25  sq.  mm.  each 
time,  or  a  similar  even  section  and  increment  in  square  inches.  Such  a  table  would 
be  desirable,  but  as  its  preparation  would  involve  a  large  amount  of  detail  work,  we 
have  not  time  to  prepare  it  for  the  present  volume.  While  mentioning  this  matter 
of  conductor  cross  sections,  we  would  draw  attention  to  the  Engineering  Standards 
Committee's  recommendations.  In  their  report  No.  7,  designated  *'  British  Standard 
Tables  of  Copper  Conductors  and  Thicknesses  of  Dielectric,"  they  give  a  table  for 
large  sizes  of  stranded  conductors  for  electric  supply,  in  which  the  smallest  cross 
section  is  0*025  sq.  in.,  increasing  by  regular  increments  of  0*025  sq.  in.  in  the 
smaller  of  these  sizes,  0*05  sq.  in.  in  the  intermediate  sizes,  and  01  sq.  in.  in  the 
largest  sizes.  This  gives  a  scale  of  cross  sections  of  some  even  number  of  thousandtha 
of  a  square  inch,  increasing  by  a  fixed  number  of  thousandths  of  a  square  inch. 

Table  XLIII.  is  from  the  above-mentioned  report : — 

Table  XLIII. 
British  Standard  Sizes  of  Stranded  Conductors  for  Electric  Suppli/. 


Approximate 

Arpfl  /\f 

Number  and 

Weight  per 

Statute  Mile 

in  100  Lbs. 

Conductors  in 
Square  Inchesi. 

Diameter 

in  Inches  of 

Strands. 

5 

0025 

7/-068 

10 

0050 

7/-095 

10 

0-050 

19/-058 

16 

0-075 

19/072 

21 

0-100 

19/-082 

26 

0125 

19/092 

82 

0-150 

19/101 

31 

0-150 

37/072 

41 

0-200 

37/-082 

51 

0-250 

37/-092 

61 

0-300 

37/-101 

73 

0-350 

37/110 

84 

0-400 

37/-118 

84 

0-400 

61/092 

95 

0-450 

61/-098 

101 

0-500 

61/101 

116 

0-550 

61/-108 

121 

0-600 

61/110 

138 

0-650 

61/118 

142 

0-700 

91/-098 

151 

0-750 

91/-101 

160 

0-800 

91/-104 

179 

0-900 

91/110 

207 

1-000 

91/-118 

211 

1-000 

127/-101 

For  cables  designated  "  intermediate  sizes  "  (of  cross  sections  from  0025  to  0'25 
sq.  in.),  and  for  those  designated  "small  sizes"  (cross  sections  up  to  0025  sq.  in.), 
the   Engineering  Standards  Committee  have  adhered  to   three,   seven,  nineteen,   or 
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thirty-seven  strands  of  some  S.W.G.  wire,  increasing  the  number  of  strands  with 
the  cross  section. 

Temperature  Rise  in  Cables, 

The  permissible  current  density  and  consequent  temperature  rise  of  the  cable  is 
affected  by  the  method  of  laying  and  armouring. 

The  surroundings  of  the  cable,  as  regards  whether  it  is  laid  in  conduits  or  on 
brackets,  with  its  exterior  free  to  the  circulation  of  the  air,  also  affect  its  heat- 
radiating  properties,  and  thus  also  the  permissible  current  density. 

There  is  a  great  scarcity  of  published  information  regarding  the  heating  of  cables 
under  working  conditions.  The  problem  must  be  affected  largely  by  the  method  of 
laying  the  cable,  whether  in  air  on  racks,  or  in  conduits  in  the  earth ;  in  the  latter 
case,  the  depth  below  the  surface  of  the  earth,  and  the  nature  and  conductivity  of  the 
soil,  will  also  have  a  bearing  on  the  heating.  Some  results  by  L.  A.  Ferguson*  on  a 
few  particular  cables  are  given  later  on,  but  there  is  a  wide  field  open  for  investigation 
as  to  how  the  heating  of  cables  is  affected  by  each  of  the  considerations  enumerated 
above  for  different  classes  of  cable  of  various  sizes  and  voltages.  Before  any  standard 
current  densittes  were  recommended,  it  was  general  practice  to  allow  a  current  density 
of  about  1,000  amperes  per  square  inch,  regardless  of  the  type  of  cable  and  method 
of  laying.  Tables  XLIV.  and  XLV.  give  the  maximum  current  densities  allowable  for 
copper  wires  employed  in  cables,  as  defined  by  the  Rules  of  the  Institution  of  Electrical 
Engineers  (Great  Britain),  and  by  the  German  Society  of  Electricians  (the  latter  are 
stated  for  voltages  above  1,000  volts). 

Table  XLIV. 

Majcimum  Permisaihle  Current  in  Copper  Conductors  according  to  the  Rules  of 

the  Institution  of  Electrical  Engineers, 

nissible  CuiTent 

Correspondini,' 
Current 
Density. 


Permissible  Cun-ent 

Permissible  Cuirent 

Section  in 
Square  Inches. 

for  Situations 

Correspondini; 

where  External 

Size  8.W.G. 

where  the  External 

■     Current 

Temi>eralure  is 

Tenii>era*  ure  is 

Density. 

considerably  lower 

' 

above  100"  F. 

31 

1710 

than  10r»o  F. 

18  or  62/38  or  97/40       . 

•00181 

4-2 

3/22  . 

•00185 

3-3 

1780 

4.4 

17  or  180/40  . 

•00246 

4^0 

1625 

5^4 

8/20  . 

•00306 

4^8 

1570 

6-6 

16  or  110/88  or  172/40  . 

•00828 

4-9 

1615 

6-8 

15           .         .         .         . 

•00409 

5^9 

1440 

8-2 

7/22  . 

•00481 

62 

1430 

8^7 

14  or  172/38  or  7/21^     . 

•00502 

7^0 

1390 

9^8 

3/18  . 

•00544 

7^5 

1380 

11^0 

7/20  . 

•00715 

9-8 

1300 

13^0 

7/18  . 

•01270 

140 

IICO 

21-0 

19/20  . 

•01940 

20-0 

1030 

30-0 

7/16  . 

•02260 

230 

1020 

34-0 

19/18  . 

•03440 

31^0 

900 

48-0 

7/14  . 

•03520 

32-0 

908 

49-0 

19/16  . 

•06130 

49-0 

800 

77-0 

19/14  . 

•09550 

70^0 

732 

110-0 

87/16  . 

•11900 

88-0 

695 

130-0 

19/12  . 

•16100 

100-0 

620 

170-0 

37/14  . 

•18600 

120-0 

645 

190-0 

61/15  . 

•25000 

150-0 

600 

240-0 

61/14  . 

•30600 

170^0 

555 

290-0 

37/12  . 

•31300 

180-0 

575 

300-0 

61/12  . 

•51600 

260-0 

504 

4500 

91/12  . 

•77000 

350^0 

455 

620-0 

91/11  . 

•98100 

420-0 

428 

740-0 

2320 

2380 

2200 

2160 

2100 

2000 

2020 

1950 

2020 

1820 

1650 

1550 

1500 

1395 

1390 

1255 

1150 

1090 

1055 

1020 

960 

948 

958 

878 

805 

754 


^  Paper  read   before  Section  E   of   the   St.  Louis  International   Electrical   Congress  of   1904 
("  Transactions,"  Vol.  II.,  p.  666) ;  also  Electrician,  Vol.  LIV.,  p.  964  (March  81st,  1905). 
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Table  XLV. 

Can-ent  Densities  in  Copper  Wires  Employed  in  Cables  for  1,000  Volts  and  over, 
accordinff  to  the  Rules  of  the  German  Society  of  Electricians, 


Cro6»  Section  of  Conductor. 


ikl.  mm. 


1-6 

2-5 

4 

6 

10 

16 

25 

35 

50 

70 

95 

120 

160 

185 

240 


Sq.  ins. 


0-0023 

0-0039 

0-0062 

0-0093 

0-0155 

0-0248 

0-0388 

0-0543 

0-0775 

0-109 

0-147 

0-186 

0-233 

0-287 

0-373 


Working 

Current. 


Amperes. 


6 

10 

15 

20 

80 

40 

60 

80 

100 

130 

160 

200 

235 

275 

330 


Current  Density, 


Amperes  per 
sq.  cm. 


400 
400 
375 
333 
300 
250 
240 
228 
200 
185 
169 
167 
157 
149 
137 


Amperes  per 
sq.  in. 


2580 
2580 
2420 
2150 
1930 
1610 
1550 
1470 
1290 
1190 
1090 
1075 
1010 
960 
884 


Several  formulsB  have  been  proposed  for  calculating  permissible  current  densities 
corresponding  to  a  certain  temperature  rise.  The  Verband  Deutscher  Elektrotechniker^ 
and  Teichmuller  in  the  **  Elektrotechnische  Zeitschrift "  for  November  3rd,  1904,  give 
involved  formuleB,  taking  account  of  the  conductivity  of  the  soil  and  the  insulation  on 
the  cable.  In  Fig.  129  is  given  a  set  of  curves*  showing  the  relation  between  cross 
section  of  copper  and  permissible  current  for  temperature  rises  of  25  degrees  Cent, 
and  5  degrees  Gent.,  calculated  according  to  these  formulae,  for  cables  laid  at  a  depth 
of  18  ins.  in  the  earth.  On  the  same  sheet  appear  two  curves  from  experimental  data 
for  cables  in  air,  which  give  an  interesting  comparison  with  the  other  curves. 

From  the  curves  in  Fig.  129  have  been  plotted  those  given  in  Fig.  130,  which 
show  current  densities  for  diflferent  cross  sections. 

The  National  Conduit  and  Cable  Company,  who  supplied  tlie  cables  for  the 
Central  London  Eailway,  state  the  following  conditions  for  three-core  cables : — 

For  continuous  operation  with  alternating  current,  1,000  amperes  per  square 
inch. 

For  6  hours  an  increase  of  30  per  cent,  in  current  density,  and  for  3  hours  an 
increase  of  50  per  cent.,  is  permissible  under  ordinary  conditions,  and  a  greater 
increase  under  conditions  which  give  the  surrounding  air  a  good  circulation  round 
the  cables.  The  above  increase  of  30  per  cent,  would  cause  a  rise  in  temperature  of 
the  copper  of  approximately  55  degrees  Cent.  (100  degrees  F.)  in  3  hours. 


Temperature  Distribution  in  Cables. 

The  temperature  rise  in  the  lead  sheathing  or  the  armouring  is  much  smaller 
than  that  of  the  copper  cores.     The  sheathing  on  paper-covered  cables  does  not  reach 

1  See  "  Electrotechnischer  Zeitschrift,"  May  7th,  1903. 

*  For  these  curves  we  are  indebted  to  Mr.  A.  L.  Kavanagh.     See  paper  on  '*  Manufacture  and 
Design  of  Cables"  [Institution  of  Electrical  Engineers  (Students'  Section),  1905]. 
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so  high  a  temperature  as  on  rubber-covered  cables,  because  of  the  paper  being  a  better 
heat  insulator  than  rubber. 

Fig.  181  gives  a  good  representation  of  the  relative  magnitudes  of  the  temperature 
rise  of  the  conductors  and  sheathing.  This  figure  we  reproduce,  as  well  as  Figs.  182 
and  133S  from  the  paper  by  L.  A.  Ferguson  read  before  Section  E  of  the  St.  Louis 
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Fig.  129.    Kavanagh's  Cukvks  of  Current  Densities  in  Cables. 

A  —  Cable  18  ins.  undei^round,  25  degrees  Cent  rine. 

C  =  Cable  In  air,  25  degrees  Cent.  rise. 

D  =  Cable  18  ins.  uuden^round,  60  degrees  Cent.  rise. 
t,"  _ 

'^    —  ft  »l  tf  U  »l  »t 

F  =  Cable  in  air,  50  degrees  Cent.  rise. 
^  =  I.  E.  E.  Rules,  10  degrees  Cent  rise. 


International  Electrical  Congress  of  1904.  Some  interesting  results,  showing  com- 
parisons between  temperature  rises  of  cables  in  conduits  and  in  the  air,  are  given  in 
this  paper,  from  which  we  quote  the  following  paragraph  : — 

"  Nearly  all  cables  for  underground  work  are  insulated  with  either  paper  or 
rubber,  and  are  lead-covered.  For  some  purposes,  such  as  the  grounded  side  of  street 
railway  circuits  or  the  neutral  of  Edison  three- wire  systems,  bare  copper  is  satisfactory. 

^  Figs.  182  and  183  are  not  precise  reproductions,  but  are  plotted  from  the  curves  as  given  by 
Ferguson,  but  in  such  groupings  as  to  make  them  more  useful. 
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Bare  copper  should  not,  however,  be  installed  in  the  same  duct  with  lead-covered 
cables.  Paper-insulated  cable  is  more  generally  used  than  rubber,  on  account  of  its 
lower  first  cost  and  alsp  on  account  of  its  greater  carrying  capacity.     Bubber  cable 
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Fig.   130.      CURKENT-CARRYINO  CAPACITY  OF  BRITISH  STANDARD  CaBLBS. 

will  stand  rougher  use,  and  may  be  more  easily  handled  in  extremely  cold  weather, 
than  paper  cable.  It  is  easier  to  protect  the  ends  of  rubber  cables  than  those  of 
paper,  and  for  this  reason  rubber  cable  is  sometimes  used  for  mains  and  services  on 
account  of  the  large  number  of  connections  necessary  for  this  work.    It  is  not  difficult, 
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however,  to  safely  instal  paper-insulated  cable  for  this  class  of  work,  and  it  is  much 

more  satisfactory  to  do  this,  and  thus  carry 
only  one  kind  of  cable  in  stock.  Paper- 
insulated  cable  is  particularly  suitable  for 
feeders  on  account  of  its  high  carrying 
capacity.  Within  the  past  two  years  cable 
with  varnished  cambric  insulation  has  been 
used  for  high-voltage  work  inside  stations, 
and  to  a  limited  extent  for  underground  work. 
"  Single-conductor  cable  is  commonly 
used  for  low-tension  feeders  in  sizes  ranging 
from  250,000  circular  mils,  to  1,000,000  cir- 
cular mils.  Considerable  saving  in  feeders 
may  be  made  by  using  two-conductor  con- 
centric cable,  with  pressure  wires  laid  up 
with  the  outer  conductor.  Concentric 
cables  for  feeders  are  used  mostly  in  the 
1,000,000  circular  mil.  size.  Its  carrying 
capacity  is  less  than  that  of  two-conductor 
cables  of  the  same  size,  and  the  cost  is 
about  the  same.  The  saving  is  made  in 
duct  and  manhole  space,  and  in  the  cost 
of  installation. 
**  Figs.  132  and  188  show  the  carrying  capacity  of  lead-covered  paper-insulated 

cable  in  conduit  and  in  air.     These  tests  were  made  in  a  laboratory,  the  conduit 
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consisting  of  a  single  duct  of  vitrified  clay  pipe  surrounded  with  approximately  6  ins. 
of  sand  on  all  sides.  The  tests  on  1,000,000  circular  mils,  two-conductor  concentric 
cable,  were  made  with  the  cable  in  the  air.  Concentric  cable  should  be  made  with 
the  inner  conductor  so  much  larger  than  the  outer  that  the  average  loss  in  the  two 
conductors  will  be  the  same.  At  maximum  load  the  loss  would  be  more  in  the 
inner  than  the  outer  conductor,  and  less  in  case  of  light  load." 

Cable  Installation. 

For  underground  work,  cables  are  laid  in  some  form  of  conduit.  The  material 
of  the  conduit  is  generally  a  variety  of  earthenware.  Vitrified  clay  pipes  and  ducts 
are  in  most  common  use.  Cement-lined  iron  pipe  has  been  used  in  some  cases. 
Earthenware  conduits  may  be  either  of  single  or  multiple  duct  construction,  with 
either  round  or  square  ducts.  The  square  duct  is  generally  preferable  on  account 
of  the  greater  ease  with  which  the  cables  can  be  drawn  in.  In  L.  A.  Ferguson's 
St.  Louis  Congress  paper,  referred  to  above,  the  question  of  conduit  construction  is 
well  considered,  and  the  substance  of  the  conclusions  is  embodied  in  the  following 
paragraphs : — 

**  Various  forms  of  ducts  are  on  the  market  for  underground  work,  vitrified  clay 
tile  being  used  much  more  than  all  other  kinds  of  conduit. 

''  Multiple  duct  is  furnished  in  sizes  ranging  from  two  to  nine  ducts,  and  in  lengths 
ranging  up  to  6  ft.,  although  the  6-ft.  lengths  are  not  made  to  any  great  extent,  on 
account  of  the  danger  of  warping ;  3  ft.  is  the  standard  size  for  four  and  six-duct 
multiples  ;  nine-duct  tile  is  difficult  to  handle,  and  four  and  six-duct  sections  are  most 
generally  used.  There  are  two  objections  to  the  use  of  multiple  duct  as  compared 
with  single  duct :  first,  between  any  two  cables  in  one  piece  of  multiple  duct  there  is 
only  one  wall ;  second,  it  is  not  possible  to  break  joints  as  with  single-duct  conduit. 
These  two  things  increase  the  liability  of  a  fire  in  one  duct  reaching  cables  in 
adjoining  ducts.  In  single-duct  construction,  there  are  always  two  walls  between 
adjacent  cables,  and  all  joints  are  broken,  so  that  there  is  but  very  slight  possibility  of 
a  burn-out  in  one  cable  reaching  any  adjoining  cable.  Single-duct  construction  is 
unquestionably  the  best,  particularly  for  larf:;e  companies,  where  a  burn-out  on  a 
cable  is  liable  to  be  severe  on  account  of  the  large  amount  of  power  concentrated  at 
that  point. 

''  The  first  cost  of  single  and  multiple  tile  is  approximately  the  same.  The 
cost  of  installing  multiple  duct  should  be  approximately  15  per  cent,  less  per 
duct  than  for  single  duct.  The  weight  of  single-duct  tile  is  about  20  per  cent, 
more  per  duct  foot  than  for  four  and  six-duct  multiples.  The  lower  cost  of  installing 
multiple  duct  is  due  to  the  lower  freight  charges  on  account  of  the  lesser  weight, 
and  also  to  the  smaller  cost  for  labour.  It  is  usually  necessary  to  employ  a 
bricklayer  for  installing  single-duct  conduit,  and  multiple-duct  may  generally  be 
installed  with  the  better  class  of  labourers. 

**  A  good  arrangement  of  ducts  is  secured  by  laying  them  not  more  than  four 
wide  and  as  high  as  necessary  to  obtain  the  required  number  of  ducts.  These 
ducts  should  be  separated  into  two  vertical  rows  where  they  enter  the  manhole, 
the  separation  being  about  8  ins.  The  separating  of  the  ducts  should  begin  about 
5  ft.  or  6  ft.  back  from  the  manhole.  This  arrangement  gives  two  vertical  rows 
of  cables  on  each  side  of  the  manhole,  and  leaves  them  much  easier  to  support 
and  protect  than  would  be  the  case  with  three  or   more   vertical   rows.     With   an 
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ftrrangement  of  ducts  not  more  than  four  wide,  no  cable  can    liave  more  than  one 

^ _^    other  duct  between  it  and  the  surrounding  earth, 

^^J^JT^352SJ^E2«   ^^^^  pflrmitting  good  radiation  ot  heat." 

^f''\\'-.'}'if'.l''i*''  Cable  Work  of  the  New  York  Subway. 

*i  ;  The  cable  work  on  the  subway  of  the  Inter- 

borou^h  Rapid  TrhnBit  Co.  affords  an  intereeting 
instance  of  modem  methods.  The  following 
descriplion  is  abstracted,  by  permission,  from  the 
Company's  publication  entitled  "  The  New  York 
Subway:  its  Construction  and  Equipment":  — 
ittrcT  u)TE  ACKOM  a*TH  BTBKBc  "  From   tho   power-house   to    the   subway  at 

••  ^^*™  58th   Street  and  Broadway,  two  lines  of  conduit. 

Fig.    134.      New    York    Subway:     eachcom- 
Arranoement  of  Cable   Ducra     nrieing 

UJJDER  SthEET.  11-. 

thirty- 
two  ducts,  have  been  constructed.  These 
conduits  are  located  on  opposite  sides  of  the 
street.  The  arrangement  of  duets  is  8  X  4, 
as  shown  in  Fig,  134.  The  location  and 
arrangement  of  ducts  along  the  line  of  the 
subway  are  illustrated  in  photographs  in 
Figs.  135  and  136,  which  show  respectively 
a  section  of  ducts  on  one  side  of  the 
subway  between  passenger  stations,  and  a 
section  of  duets  and  one  side  of  the  subway 
beneath  the  platform  of  a  passenger  station. 
From  City  Hall  to  96th  Street  (except 
through  the  Park  Avenue  tunnel)  sixty-four 
ducts  are  provided  on  each  side  of  the 
subway.  North  of  96th  Street,  sixty-four 
ducts  are  provided  for  the  west-side  lines, 
and  an  equal  number  for  the  east-side  lines. 
Between  passenger  stations,  these  ducts  help 
to  form  the  side  walla  of  the  subway,  and 
are  arranged  thirty-two  ducts  high  and  two 
ducts  wide  as  in  Fig.  185.  Beneath  the 
platforms  of  passenger  stations  the  arrange- 
ment is  somewhat  varied  because  of  local 
obstructions,  such  as  pipes,  sewers,  etc.,  of 
which  it  was  necessary  to  take  account  in 
the  construction  of  the  stations.  Tite  plan 
shown  in  Fig.  136  is,  however,  typical. 

"  The  necessity  of  passing  the  cables 
from  the  82  X  2  arrangement  of  ducts  along 
the  side  of  the  tunnel  to  8  X  8  and  16  X  4 

arrangement  of  ducts  beneath  the  passenger  '.      „       „       „        „  -,  „ 

„,„,,  .       ,  •        j-«     ,.■      ■      u      F»g-  '35-     New  Yobk  Subway:   Location 

platforms,  involves  serious  difficulties  m  ihe       %j^  Aebangement  of  Cable  Ducts  inside 
proper   support    and    protection    of   cables       Wall  of  Tunnel. 
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in  manboles  at  the  ends  of  the  Btation  platforms.  In  order  to  minimise  the 
risk  of  interruption  of  eervice  due  to  pOBBible  damage  to  a  considerable  number 
of  cables  in  one  of  these  manholes,  resulting  from  short  circuit  in  a  single 
cable,  all  cables,  except  at  the  joints,  are  covered  with  two  layers  of  asbestos, 
aggregating  a  full  quarter-inch  in  thieknesB.  This  asbestos  is  specially  prepared, 
and  is  applied  by  wrapping  the  cable  with  two  strips,  each  S  ins.  in  widtli, 
the  onter  strip  covering  the  line  of  junction  between  adjacent  spirals  of  (he 
inner  strip,  the  whole  when  in  place  being  impregnated  wilh  a  solution  of 
silicate  of  soda.  The  joints  themselves  are  covered  with  two  layers  of  asbestos  held 
in  place  by  steel  tape  applied  spirally.  To  distribute  the  strains  upon  the  cables 
in  manboles,  radial  supports  of  various  curvatures,  and  made  of  malleable  cast 
iron,  are  used.  The  photograph  in  Fig.  197  illustrates  the  arrangement  of  cables 
in  one  of  these  manboles. 

"In  order  to  further  diminish  the  risk  of  interruption  of  the  service  due  to 
failure  of  power  supply,  each  sub-station  south  of  96tb  Street  receives  its  alternating 
current    from    the   power-house    through   cables   carried   on   opposite   sides  of  the 
subway.       To     protect     the    lead 
sheaths    of     the     cables     against 
damage     by     electrolysis,     rubber 
insulating  pieces  one-sixth  of  an 
inch  in  thickness  are  placed  be- 
tween  the   sheaths  and    the    iron 
bracket  supports  in  the  manholes. 

"  The  cables  used  for  con- 
veying energy  from  the  power- 
house to  the  several  bub-stations, 
aggregate  approximately  160  miles 
in  length.  .  The  cable  used  for 
this     purpose      comprises     three 

stranded   copper  conductors,  each  m-ci*  itbdeb  pamejioeb  stathw  pi.*tfoii>i 

of  which  contains  nineteen  wires, 
and  the  diameter  of  the  stranded        ^"- J^"'    '1"  ^^  >'"""^  Ae.a»o.m.kt  of 

,      ,        ,        ,  ,  .    „  .„     .  Cable  Ducts  tjndek  Passekoeb  Station. 

conductor  thus  formed  is  O'-JO  of  an 

inch.  Paper  insulation  is  employed,  and  the  triple  cable  is  enclosed  in  a  lead  sheath 
^  of  an  inch  thick.  Each  conductor  is  separated  from  its  neighbours  and  from 
the  lead  sheath  by  insulation  of  treated  paper  ^^g  of  an  inch  in  thickness.  The 
outside  diameter  of  the  cables  is  2|  of  an  inch,  and  the  weight  8^  lbs.  per  lineal  foot. 
In  the  factories  the  cable  as  manufactured  was  cut  hito  lengths  corresponding  to 
the  distance  between  manholes,  and  each  length  subjected  to  severe  tests,  including 
application  to  the  insulation  of  an  alternating  current  potential  of  30,000  volts  for 
a  period  of  30  minutes.  These  cables  were  installed  under  the  supervision  of 
the  Interhorough  Co.'s  engineers,  and,  after  jointing,  each  complete  cable  from 
l>ower-house  to  sub-station  was  tested  by  applying  an  alternating  potential  of 
30,000  volts  for  30  minutes  between  each  conductor  and  its  neighbours,  and 
between  each  conductor  and  the  lead  sheath.  The  photograph  In  Fig.  138 
illustrates  this  cable." 

Another  method  frequently  adopted  in  railway  work  is  to  run  the  feeders  along 
beside  the  track,  supporting  them  on  cast  iron  brackets,  with  semicircular  channelled 
lugs  fised  on  to  the  walls  of  the  tunnel,  or  on  to  wooden  stakes  driven  vertically 
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in   the  ground.     In  this  way  several  cables  can  be  efficiently  laid  one  above  tlie 
other,  and  the  whole  group  covered  in  with  a  protecting  cover  of  sheet  iron. 

Examples  of  this  practice  are  given  in  the  case  of  the  Central  London  Railway 
and  the  London  Underground  Electric  Bail- 
ways,  of  wliieh  systems  we  shall  now  give 
some  particulars. 

Cable  Work  of  the  Central  London 

liailirai/. 
The  high  tension  cables  were  fur- 
nished by  the  National  Conduit  and  Cable 
Co.  of  New  York.  They  are  three-core 
cables,  paper- insulated,  and  were  tested  at 
the  works  to  15,000  R.M.S.  volts  between 
the  different  cores  and  from  cores  to  earth. 
The  normal  working  voltage  is  5,000  volts 
between  cores. 

The  5,000-voIt  current  leaves  the 
power-house  by  lour  independent  lead- 
covered  three-core  cables.  From  the 
power-house  to  Notting  Hill  Gate  each 
core  has  a  total  copper  cross-seclion  of 
■1875  sq.  in.  {121  sq.  mm.).  Ttie  cables, 
two  in  the  down  tunnel  and  two  in  the 
up  tunnel,  are  laid  upon  cast-iron  brackets 
at  the  side  of  the  tunnel,  and  are  protected 
by  curved  sheet  iron  plates  throughout 
the  length.  The  arrangement  is  shown 
in  Fig.  139. 

At  Notting  Hill  Gate  sub-station,  three 
37/16  cables  are  carried  from  the  three 
cores  of  each  of  the  four  cables,  the  joints 
being  made  and  protected  by  an  ebonite 
cylinder  filled  in  with  paraffin. 

From  Notting  Hill  Gate  to  Marble 
Arch  the  cross-section  of  the  core  is 
reduced  to  0'125  sq.  in.  {80'5  sq.  mm.).  At 
Marble  Arch  sub-station,  one  of  the  cables  in  each  tunnel  is  discontinued.  The  other 
two  proceed  with  the  0-125  sq.  in.  (80'5  sq.  mm.)  cross-section  to  the  Post-office  sub- 
station, where  they  are  carried  directly  to  the  feeder  panels.  Here  the  high  tension 
line   terminates. 

The   following   is   abstracted   from   the   specification  to  which  the  cables  were 
built  :— 

Each  cable  consists  of  three  separately  insulated  conductors,  paper-insulated 
and  lead-sheathed.  Each  conductor  is  insulated  with  paper  impregnated  with 
resinous  oil  to  a  thickness  of  J  in.  (0"317  cm.),  twisted  together  with  a  lead  ot 
18  ins.  and  the  whole  surrounded  by  additional  impregnated  paper  of  a  minimum 
thickness  ot  J  in.  (0'S17  cm.),  so  that  the  minimum  thickness  between  cores  or 
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between  core  and  Bheath  is  J  in.  (0'634  cm.).  The  cable  is  protected  by  pure  lead 
aheatliing  ^  in.  thick.  Sections  through  these  cables  are  shown  in  Fig.  143  (cables 
Nos.  2  and  3). 

The  resistance  per  conductor  per  1,000  ft.  of  finished  cable  at  a  temperatme 
of  60  degrees  F.  was  not  to  exceed  0"0645  ohm  for  0125  aq.  in.  section  of  copper  and 
0'0430  ohm  for  0"1875  sq.  in,  section  of  copper.  The  cables  were  tested  with  a, 
pressure,  of  15,000  effective  volts  aliemating,  between  adjacent  conductors  and 
between  each  conductor  and  lead  covering,  at  the  makers'  works.     When  laid  and 


Fig.  13S.     New  York  Suijway  :  Cable. 

jointed  the  cable  was  subjected  to  an  etfective  alternating  voltage  of  10,000  volts 
at  25  cycles  for  1  hour. 

The.  cables  were  manufactured  in  lengths  wound  on  the  ordinary  drums,  of 
convenient  diameter  for  working  in  the  tunnels.  The  diameter  of  the  tunnels  is 
11  ft.  6  ins.,  and  the  clear  height  from  level  of  rails  9  ft. 

There  are  no  manufaeturera'  joints  in  the  lengths  supplied. 

Table  XLVI.  gives  particulars  of  the  cables  as  laid  : — 


Table  XLVI. 
Parliculars  of  Central  London  Itailirap  Hit/h   Tcngiun  Cables. 


Generating  Station  to 
Notting  Hill  Gate  Sub- 
station   .... 

Notting  Hill  Gate  Sub- 
station  to  Marble  Arch 
Sub -station     . 

Marble  Arch  Snb-atation  to 
Post-office  Snb-statiou  . 


?l 

SMtkHKl  Ann. 

87 

1 
^1 

i 

ii 

i^ 

0.120 

0-1875 

289,000 

6460 

24" 

2,200    0-12S 

159,200 

19 

83H0 

lii" 

9180 

0-125 

159,200 

19 

8380 

iir 

0-195 
O-IQ-I 
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At  the  time  of  making  the  inBulation  tests,  the  capacity  current  was  measured, 
with  the  following  results  : — 

Test  pressure 10,000  volts. 

Periodicity  25  cycles  per  second. 

Two  cables  were  tested  in  parallel,  i.e.,  one  core  from  each,  connected  together 
and  tested  to  the  other  four  cores  connected  to  sheaths. 


Power  House  switchboard  to  Notting  Hill  Gate  switchboard 

to  Marble  Arch  switchboard 
to  Post-office  switchboard    . 


»» 


>» 


»» 


)i 


1*9  amperes. 

3-7 

4-7 


ft 


>» 


In  Fig.  148,  cables  Nos.  2  and  3,  are  given  sections  of  the  two  sizes  of  cables 

employed.     Table  XL VII.  gives  a  tabular  statement  of  the  capacity  per  mile  between 

cores,  and  from  cores  to  lead.     These  values  were  deduced  from  the  tests  already 

referred  to. 

Table  XLVII. 

Dielectric  Capacity  of  Central  London  Railway   Cables. 

ft 

Capacity  per  Mile  in 
Microfarad. 


One  core  and  other  two  cores  and  sheath 
One  core  and  other  two  cores   . 
One  core  and  one  other  core     . 


0-38 
0-32 
0-28 


Other  data  of  interest  regarding  these  high  tension  cables  are  tabulated  below : — 

Table  XLVIII. 
Weights  and  Dimensions  of  Central  London  Railway  High  Tension  Cables. 


Pounds  copper  per  cable  per  1,000  ft.  length  . 
Pounds  insulation  per  cable  1,000  ft.  length  . 
Pounds  lead  per  cable  per  1,000  ft.  length 
Pounds  weight  complete  cable  per  1,000  ft.  length 
Pounds  weight  complete  cable  per  cubic  inch 
Average  specific  gravity  complete  cable 


Total  weight  of  copper  in  all  high  tension  cables 
Total  weight  of  all  high  tension  cables  complete 
Total  length  of  all  high  tension  cables    . 
Outside  diameter 


'1875  Square  Inch 
Cores. 


2140 
1090 
3870 
7100 
0166 
4-6 


'125  Square  Inch 
Core«. 


1425 
995 
3480 
5900 
0-165 
4-6 


78*4  tons. 
290       „ 
19*6  miles. 
2^  ins.,  l^f  ins. 


Cable  Woi'k  of  the  London  Underground  Electric  Railways. 

District  Railway. 
The   contract  for  cables  on   this  railway  was  divided  between  several  manu- 
facturers, the  British  Insulated  and  Helsby  Cables,  Ltd.,  having  the  largest  portion. 
Each  manufacturer  had  several  sections  in  different  parts  of  the  system. 
The  total  length  of  high  tension  cable  employed  on  the  system  is  about  207  miles, 
exclusive  of  78  miles  laid  down  for  the  Great  Northern  and  Brompton,  Baker  Street 
and  Waterloo,  and  Charing  Cross  and  Hampstead  Railways,  and  between  Lot's  Boad 
and  Earl's  Court,  and  Earl's  Court  and  Charing  Cross. 
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The  total  length  of  cable  supplyinf;  high  tension  current  from  Lot's  Boad  to  all 
railways  fed,  will  be  about  368  miles. 

All  the  cables  supplied  by  the  British  Insulated  and  Helsby  Gables,  Ltd.,  for 
high  tension  current,  are  three-core,  paper-insulated  and  lead-covered,  tor  a  working 
pressure  of  11,000  volts.  The  cables  were  supplied  in  three  sizes,  particulars  of  which 
are  given  in  the  following  table : — 

Table  XLIX. 
Paiiicttlara  of  London  Underground  Railtcai/s  High   Tension   Cables. 


ofCable— L.S.a. 


Sectional  area  of  each  conductor,  square  Inch 
Maximum  resistance  oC  each  conductor  per  1,000  ft. 

at  60°  F.  ohm 

Thickneaa  of  ioBulation  between  condoctorH 
Thickxiess  of    insulation  between  conductors    and 

Thickness  of  each  insulation  paper    . 
Thickness  of  lead  covering 
Approximate  overall  diameter  of  finished  cable 
Approximate  diameter  of  finished  joints    . 
Approximate  maximum  insulation   resistance    per 
mile,  at  60°  F.  (megohms) 


0-4875  ii 
0-000  in 
0-1875  ir 
2'66  ini 


019 

0O44 


0-4875  ii 

00 05  in 

0a875  in 

2-78  in; 


0-4875  ii 
0-005  in 

0-1875  ir 
2-94  ini 


The  thickness  of  the  insulation  between  the  conductors,  as  well  as  between  each 
conductor  and  earth,  is  0*437  in. 

The  maximum  insulation  resistance  per  mile  is  500  megohms  at  60  degrees  F. 
The  specification  provided  that  the  cables  should  stand  83,000  volts  after  being 


Fig.  140.    DiSTEiCT  Railway:  Cables  mounted  on  Wall,  anowrso  Jonrra, 

immersed   in   water  for  24  hours,  and   it  is  understood   that   they  have  withstood 
40,000  volts  in  Works  tests.^ 

In  all,  some  200  miles  of  cable  were  supplied  by  the  British  Insulated  and  Helsby 
Cables,  Ltd. 

I  See  Light  RaUtvay  and  Tramway  Journal,  February  8rd.  1905. 
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Tlie  work  of  laying  or  fixing  eections  of  cable  was  very  ardaous,  as  all  the  tunnel 
portions  had  to  be  laid  or  drawn  into  ducts  daring  a 
working  night  of  2|  honrB,  this  being  the  only  time 
during  which  no  trains  were  running. 

The  work  was  carried  out  in  less  than  6  months, 
in  spite  of  late  deliveries  of  material  other  than  the 
cables  themselves. 

The  work  of  jointing  the  cables  in  the  British 
Insulated  and  Helsby  sections  was  very  heavy,  there 
being  in  all  1,380  joints.  These  were  completed  in  an 
g  average  time  of  5  hours  per  joint.  The  joints  made  by 
o  the  British  Insulated  and  Helsby  Cables  are  insulated 
u  with  tape  boiled  in  resin  oil.  Out  of  110  miles  of  cable, 
«  106  miles  were  laid  in  540  hours.  The  average  working 
^  week  being  19  hours,  this  period  was  spread  over 
o  6  monlhs.  The  cables  were  carried  in  racks  at  places 
g  where  the  joints  occur,  the  joints  being  staggered,  as 
S       shown  in  Fig.  140. 

g  The  cables  supplied  by  Messrs.  Callander's  Cable 

•^  and  Construction  Co.,  are  all  three-core,  paper-insulated, 
§       and    lead-covered.      They  are  intended   for    a  working 

0  pressure  of  11,000  volts  at  SS^  periods.      The  cables 

1  were  tested  at  the  factory  at  33,000  volts  between 
X  adjacent  cores,  and  between  each  core  and  earth.  They 
I       were  also  tested  with  22,000  volts  for  1  hour  between 

.  tg       earth   and  conductors  when  laid.      These  cables   were 

-       supplied  in  two  sizes,  each  size  having  three  cores  of 
^       0'15  sq.  in.  and  0'25  sq.  in.  respectively, 
d  The  weight  of  the  larger  cable  is  about  28  tons  per 

«       mile,  with  a  capacity  of  about  0'29  microfarad  per  mile. 
U      The  smaller  cable  weighs  25  tons  per  mile,  and  has  a 
g       capacity  of  0'354  microfarad  per  mile. 
^  These   cables  are  drawn   into   glazed   earthenware 

pipes  of    3^   ins.   internal   diameter,    the    pipes   being 
5      laid  in  concrete. 

"  The  average  distance  between  draw-pits  is  about 

g  350  ft.,  with  a  maximum  distance  of  570  ft.  The 
following  description  of  the  method  of  making  a  joint 
may  be  interesting' : — 

The  lead  and  insulation  of  each  cable  is  cut  back, 
and  the  ends  of  the  three  copper  cores  of  each  cable 
are  then  cut  so  as  to  "  butt "  solid  against  each  other ; 
the  cores,  however,  are  cut  in  such  a  manner  that 
the  joints  are  stepped.  Over  the  ends  of  the  copper 
cores  are  slipped  copper  ferrules,  which  are  sweated  on. 
These  ferrules  are  then  lapped  with  high  insulation 
linen  tape,  and  painted  with  composition.    After  each  joint  has  been  made,  three 

'  See  Light  Railway  and  Tramway  Journal,  February  Srd,  1905. 
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rings  of  high-inBuI&tion  tape  are  wrapped  around  to  keep  the  cores  in  tbeir  proper 
position.  A  lead  sleeve,  which  haa  previously  been  slipped  over  the  end  of  one 
of  the  cables,  is  then  placed  in  position,  and  wiped  down  on  to  a  lead  ring  at  each 
end.     The  sleeve  is  then  filled  with  special  lead-sleeve  compound,  and  the  hole 


Fig,  142.    D19TKICT  Railway:  Manhole  in-  TRA.vairiaaioN  Lise  usder  Cosstrucfion. 

through  which  the  compound  haa  been  poured  is  then  sweated  solid.    A  section 
through  a  joint  is  shown  in  Fig.  141. 

Fig.  142  gives  a  view  of  a  manhole  in  the  transmission  line  during  construction, 
showing  the  cable  ducts. 

Metropolitan  liaUway. 

All  the  cables  tor  the  Metropolitan  Railway  were  supplied  and  laid  by  the  British 
Insulated  and  Helsby  Cables,  Ltd.  The  cables  have  three  conductors,  are  paper- 
insulated  and  lead-covered.  The  lead  is  protected  by  insulating  material,  and  the 
whole  ia  then  armoured  by  round  galvanised  steel  wires  of  0*104  in.  diameter.  The 
overall  diameter  of  the  cable  is  about  S  inches.  All  the  cables  were  tested  at  the 
works  at  38,000  volts,  and  again  at  22,000  volts,  or  double  the  working  pressure 
when  laid. 
E.R.E.  161  M 
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In  all,  there  are  9  miles  of  ciible  oE  015  sq,  in,  cross  section  ; 
,.       14      „  .,         0-20 

..       24     „  „  0-25 

,.       25      „  ,,  0-10 

Outside  the  Btations,  the  cables  are  laid  solid  in  wooden  troughs  run   in    witli 
pitch.    At  bridges,  etc.,  they  are  drawn  into  pipes. 

The  low  tension  cables  are  connected  to  the  rails  by  low  tension  rubber  insulated 
cables,  which  are  partly  in  ducts  and  partly  in  troughs. 

In  Fig.  148  are  given  drawings  of  sections  through  several  high  tension  cables, 
including  the  Central  London  Railway  and  Metropolitan 
District  Railway  cables  already  described. 

Fig.  144  shows  a  section  through  Henley's  Patent 
"  Laniinee  "  Conductor  Cable,  which  is  a  recent  develop- 
ment in  three-core  cables;  the  cores  are  built  up  of  a 
number  of  V-shaped  copper  strips  laid  up  one  within 
the  other. 

In  Tables   L.,  LI.,   LIL,  and   LIII.  are  given   the 
Engineering    Standards  Committee's    standard     thick- 
nesses of  insulation  and  lead  sheathing  for  three-core 
and  concentric  cables,   paper-insulated  (Tables  L.  and 
LI.)    and    rubber-insulated    (Tables    LII.    and    LIIL). 
These  tables  are  for  voltages  from  2,200  to  11,000,  but 
we  are  only  concerned  here  with  extra  high  presisures, 
i.e.,  above  5,000  volts.     We  have  inserted  these  tables 
exactly  as  they  stand  in  the  committee's  report,  because  there  is  much  useful  informa- 
tion in  them,  and  we  wish  to  bring  into  prominence  such  work  in  the  direction  of 
standardisation  on  a  rational  basis. 

Table  L. 
Engineering  Standards  Comndttee's  Table  of  ThickneBses  of  lusuiation  for  Paper- 
Insulated  Concentric  Cables  for  I'ressnirs  exceediiiif  2,200  Volls. 


Fig.  144,  Section  of  Hek- 
LEY'a  Patent  Lamina  Con- 
DUProE  Thheb-coee  Cable. 
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Table  LI. 

Engineering  Standards  Committee's  Table  of  Thicknesses  of  Insulation  for  Paper- 
Insulated  Three-Core  Cables  for  Pressures  exceeding  2,200  Volts. 


1                                         1 
High  Pbkssurb  Thrkb-Cobe. 

WuRKINO  PREBSURB. 

1 

Extra  Hioh  Pressurb  Thrrb-Core. 

WORKIKO  PRKSSURBi. 

Nominal  , 

1                2,200  Volta. 

1 

8,800  Volts. 

1 

600  Volte. 

11,000  Volte. 

Area  of  ' 

1 

Condnc-  i 
ton. 

1 

Dielectric 
Between 
1       and 
Oatside. 

Dielectric 

'  Outer  on 

Star 

Winding 

with 

Centre 

Earthed. 

t 

Lead. 

1 

Dielectric 
Between 

and 
Outside. 

1 

Dielectric 
Outer  on 

Stor 

Winding 

with 

Centre 

Earthed. 

Lead. 

Dielectric 
Between 

and 
Ontside. 

Dielectric 
Outer  on 

Stor 
Winding 

with 

Centre 

Eartlied. 

Lead. 

I                      Dielectric 
'Dielectric    ^"^:,«" 

:  --^n  '  w^^g 

1  Earthed. 

1 

Inch.           Inch. 

•35           -23 

Lead. 

Square    ' 
Inch. 

•025 

Inch. 
•13 

Inch. 
•10 

Inch. 
•08 

Inch. 
•15 

Inch. 
•12 

Inch. 
•09 

Inch. 

•23 

Inch. 
•17 

Inch. 
•10 

Inch. 
•12 

•050 

•13 

•10 

•09   1 

•15 

•12 

•10 

•23 

•17 

•11 

•35           ^23 

•13 

•075 

•13 

•10 

•10 

•15 

•12 

•10 

•23 

•17 

•12 

•35           ^23 

•13 

•100    1 

•14 

•11 

•11 

•16 

•13 

•11 

•24 

•18 

•12 

•36      1      -24 

■14 

•125 

•14 

•11 

•11  : 

•16 

•13 

•12 

•24 

•18         13 

1      -36            24 

•14 

•150 

•14 

•11 

•12 

•16 

•13 

•12 

•24            18 

•13 

•36           -24 

•15 

•200 

•14 

•11 

•13 

•16 

•13 

•13 

•24 

•18 

•14 

,      -36           -24 

•16 

•250    ' 

•15 

•12 

•13 

•17 

1 

•14 

•14 

•25            -19 

•15 

'      -37           ^25 

■17 

1 
1 

Tent  at  Works :— 10,000  Volts 

for  half-an-hour. 
Test  when  laid  and  Jointed  :— 
4,000  Volts  for  half-an-hoar. 

TestatWorks:— 12,00( 

for  half-an-honr. 

Test  when  laid  and  Join 

6,000  Volts  for  half-an 

>  Volts 

ted:- 
-hour. 

Test  at  Works  -.-20,000  Volte 

for  half-an>hour. 

Test  when  laid  and  jointed : — 

12,000  Volts  for  half-an-hour. 

1 

Test  at  Works :— 80.000  Volte 

for  half-an-hour. 
Test  when  laid  and  Jointed : — 
20,000  Volte  for  half-an-hour. 

Table  LII. 

Engineering  Standards  Committee* s  Table  of  Thicknesses  of  Insulation  for  Rubber- 
Irundated  Concentric  Underground  Cables  for  Pressures  exceeding  660  Volts, 


I 


Nominal 
Area  of 
Conduc- 
tors. 


Square 
Inch. 

•025 
•050 
•075 
•100 
•125 
•160 
•200 
•250 


From  MO  to  2,200  Volts. 


Outer 
Dielectric. 


Lead. 


Inch. 

•08 
•09 
•09 
•10 
•10 
•11 
■11 
•12 


B'rom  2,200  to  3,300  Voltts. 


Inner 
Di- 
electric. 


Inch. 

•13 
•13 
•14 
•14 
•14 
•15 
•15 
■15 


Outer 
Dielectric. 


Inch.    Inch. 

08      •IS 


08 
09 
09 
09 
10 
10 
10 


•33 
•14 
■14 
•14 
•15 
•15 
•15 


Lead. 


From  3,300  to  6,600  Volts. 


From  6,600  to  11,000  Volte. 


Inner 

Di. 

electric. 


Inch. 

•08  I, 

•09  ' 

■10 

•10 

•10 

•11 

■11 

•12 


Inch. 

•20 
•20 
•21 
•21 
•21 
•22 
•22 
•22 


Outer 

Dielectric. 


•09 
•09 
■10 
•10 
•10 
•11 
•11 
•11 


•20 
■20 
•21 
•21 
•21 
•22 
•22 
•22 


1 

1 

Outer 

1 

1 
Inner 

Dielectric. 

Lead. 

Di- 

■ 

• 

1 

electric. 

I 

Not 
Eai-the^ 

Inch. , Inch. ■ Inch 


•09 

•10   1 

•10 

•11    , 

•11 

•12 

■12 

•13 


Inch. 

■29 
•29 
•30 
•30 
•30 
•31 
•31 
•31 


• 

Inch. 

Inch. 

•10 

•29 

•10 

•29 

•11 

•30 

•11 

•30 

•11 

•30 

12 

•31 

•12 

•31 

•12 

•31 

Lead. 


Inch. 

•10 
•10 

•11 
•11 

•12 
•12 
■13 
•13 
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Table  LIII. 

Engineering  Standards  Committee's  Table  of  Thicknesses  of  Insulation  for  Rubber- 
Insulated  Three-Core  Underground  Cables  for  Pressures  exceeding  660  Volts. 


From  660  t/»  2,200  VolU.        From  2,200  to  3,300  Volte.  '    From  3,300  to  6,600  VolU.       From  6,600  to  11,000  Volt*. 


Xominal 

Ar^a  of 

Conductors. 


8<iuare  Inch. 
•025 
•050 
•075 
•100 


Dielectric  on 
each  Core. 


Lead. 


Dielectric  on  ' 
each  Core. 


Lead. 


Dielectric  on 
each  Core. 


Lead. 


Dielectric  on 
each  Core. 


Lead. 


•125 
•150 
•200 
•250 


Inch. 

Inch. 

-11 

•09 

•11 

•10 

•12 

•11 

•12 

•12 

,        -12 

•12 

'         18 

■13 

•18 

•13 

•13 

•14 

Inch. 

•13 
•13 
•14 
•14 


Inch. 

•10 

•11 
•11 

•12 


•14 
•15 
•15 
•15 


•12 
•13 
•14 
•14 


Inch. 

Inch. 

Inch. 

Inch. 

•20 

•11 

•29 

•12 

•20 

•12 

•29 

•13 

•21 

•18 

•30 

•14 

•21 

•13 

•30 

•15 

•21 

•14 

•30 

■16 

•22 

•14 

•31 

•16 

•22 

•15 

•31 

•17 

•22 

•16 

•31 

•17 

The  following  are  farther  abstracts  from  the  Engineering  Standards  Committee's 
report : — 

The  dielectric  and  lead  on  all  conductors,  whether  mains  or  pilot  wires,  smaller 
than  0'025  sq.  in.,  shall  have  the  thicknesses  given  for  0'025  sq.  in.  All  intermediate 
sizes  shall  have  the  thicknesses  given  for  the  next  larger  size  on  the  list. 

Twin  cables  shall  have  the  same  thicknesses  as  three-core  cables. 

The  allowable  variation  in  radial  thicknesses  of  dielectric  and  lead  at  any  point 
shall  be  10  per  cent,  below  the  standard  minimum  thicknesses  given  in  the  table,  but 
the  mean  of  the  thicknesses  shall  be  at  least  that  specified. 

The  standard  armouring  to  be  as  follows  : — 

For  cables  below  0^50  in.  diameter  over  lead,  galvanised  steel  wires  0^072  in.  diameter. 
For  cables  from  0*50  in.  to  1  in.  over  lead,  two  layers  of  compound  steel  tape,  each  0*030  in. 

thick. 
For  cables  from  1*01  in.  to  2  ins.  diameter,  two  layers  of  compound  steel  tape,  each  0*040  in. 

thick. 
Above  2  ins.  diameter,  by  two  layers  of  compound  steel  tape,  each  0^060  in.  thick. 
The  standard  thicknesses  of  jute  serving,  when  applied  to  diameters  less  than  0*50  in.,  to  be 

0'06  in.,  and  for  larger  diameters  0*10  in. 

All  test  pressures  may  be  applied  either  with  alternating  or  direct  current,  the 
former  to  be  at  the  standard  frequency. 

The  pressure  tests  for  the  cables  in  these  tables  shall  be  as  follows  : — 


Working  Pressure. 

Test  >t  Works. 

Test  when  laid  and 
jointed. 

Pressure  applied  for 
half  au  hour. 

Pressure  applied  for 
half  an  hour. 

Volte. 

2,200 

3,300 

6,600 

11,000 

Volts. 

10,000 
12,000 
20,000 
30,000 

Volts. 

4,000 

6,000 

12,000 

20,000 
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Overhead  High  Tension  Lines. 

Even  in  England  there  is  a  tendency  to  employ  overhead  high  tension  lines  in 
certain  cases,  such,  for  instance,  as  where  a  railway  can  use  its  own  right  of  way. 
Where  an  overhead  high  tension  transmission  line  is  employed,  some  very  different 
questions  present  themselves  for  solution,  and  they  may  be  conveniently  treated  as 
follows : — 


Let  ■■^^^^^^■^— B^  =  received  voltage  at  end  of  transmission  line.     Then  the  phase 
relations  of  the  voltage  and  current  components  are  as  indicated  by  the  following  vectors  : — 

=  current    drawn   from    transmission    line    leading    received    voltage    by 
90  degrees ; 

=  ciurrent  drawn  from  transmission  line  in  phase  with  received  voltage  ; 

=  current  drawn  from  transmission  line  lagging  90  degrees  behind  received 
voltage. 


Before  proceeding  with  the  estimation,  the  current  drawn  from  the  transmission 
line  should  be  resolved  into  the  "  energy  "  component  and  the  "  wattless  "  component. 


"  Energy  "  component  = 


"  watless  "  component  = 


or 


( 

^ 

i  ^ 

1 

=  voltage  required  for  sending  a  leading  wattless  current  through  a  resist- 
ance ; 

=  voltage  required  for  sending  an  energy  current  through  a  resistance  ; 

=  voltage  required  for  sending  a  lagging  wattless  current  through  a  resist- 
ance. 

=   voltage  required  for   sending  a  leading  wattless  current  through   an 
inductance  ; 

=  voltage  required  for  sending  an  energy  current  through  an  inductance ; 

=  voltage  required  for   sending  a  lagging   wattless   current  through   an 
inductance. 


In  the  above  it  will  be  noted  that  the  electromotive  force  is  in  phase  with  the 
current  when  driving  it  through  a  resistance,  and  leads  it  by  90  degrees  when  driving 
it  through  an  inductance. 

In  order  to  obtain  at  the  end  of  the  line  the  desired  **  received  voltage  " — 


Keceived  voltage — 

some    or    all    of    the    above    component    voltages    (according    to    the    nature    of 
the   transmission   line)   have    to   be   calculated,  and    combined   with    the    received 
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voltage,     which     must    be    suppHed    at    the    source.        Thus    in     the     following 
diagram — 


r 


Recehed  Yoti9^. 


a  h  =  voltage  required  at  the  receiving  end  of  the  transmission  line  ; 

b  c  =  voltage  required  for  sending  leading  wattless  current^  through  line  resistance  ; 

c  d  =  voltage  required  for  sending  leading  wattless  current*  through  line  inductance  ; 

d  e  =  voltage  required  for  sending  energy  current  through  line  resistance  ; 

€  f  =  voltage  required  for  sending  energy  current  through  line  inductance  ; 

/  ff  ~  voltage  required  for  sending  lagging  wattless  current  through  line  resistance  ; 

g  h  =  voltage  required  for  sending  lagging  wattless  current  through  line  inductance  ; 

a  h  =  voltage  required  to  be  generated. 

Table  LIV.  gives  resistances  for  calculating  the  resistance  voltages. 

Table  LV.  gives  reactances  for  calculating  the  reactance  voltages. 

Table  LVI.  gives  the  capacity  and  corresponding  charging  current  per  unit  of 
length. 

Regarding  the  charging  current,  it  should  be  pointed  out  that  this  is  merely  a 
function  of  the  size  of  conductors,  distance  apart,  voltage,  and  periodicity,  and  is 
independent  of  the  load,  being,  in  fact,  always  the  same  as  at  open  circuit. 

Charffins  current  =  ^  ^  X  cycles  per  second  X  voltat^e  X  capacity  in  microfarads 

It  has  been  found  to  be  sufficiently  accurate  to  regard  the  charging  current  per 
unit  of  length  of  line  as  the  same  at  all  points  of  the  line.  Hence,  in  calculating  the 
voltage  due  to  the  charging  current  across  resistance  and  reactance  of  line,  one  may 
take  half  the  total  charging  current  through  the  entire  resistance  and  reactance. 

The  use  of  the  preceding  rules  and  tables  is  best  illustrated  by  an  example. 


Example. 
Three-phase  transmission  plant. 
Power  to  be  delivered  at  full  load  =  9,000  kilowatts. 
Power  factor  at  full  load  =  '9  for  delivered  energy. 
Length  of  line  =  100  kilometres. 
Periodicity  =  60  cycles  per  second. 
Volts  between  lines  =  40,000  at  receiving  end. 
Volts  per  phase  =  23,100  at  receiving  end. 
Allow  3  per  cent,  reactance  voltage  for  step-up  transformers. 
Allow  3  per  cent,  reactance  voltage  for  step-down  transformers. 
Conductors  of  transmission  line  arranged  on  the  three  corners  of  an  equilateral 
triangle. 

Distance  between  conductors  =  100  centimetres. 

Cross  section  of  conductor  =  75  square  millimetres. 

Diameter  of  conductor  =  9*77  millimetres. 

From  Table  LIV. — Resistance  per  kilometre  =  "229  ohm. 

From  Table  LV. — Reactance  per  kilometre  =  '353  ohm. 

From  Table  LVI. — Charging  current  per  kilometre  at  10,000  volts  =  '0189  ampere. 

'  Often  charging  current. 
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Table  LIV. 
Resistances  and  Weiffhis  of  Copper  Conduclors  of  various  Si^es. 


Res!  stance  of 

Resistance  of 

CroRS-section 

of  Conductor 

in  Siiuare 

Diameter  of 

Conductor  iu 

Millimetres. 

Conductor  in 

Ohms  per 

Kilometre  at 

Weight  of 
Conductor  in 
KilogrammeH 

Cros.s-»ection 

of  Conductor 

in  Square 

Diameter  of 
Conductor  in 

\f  ill  im^t  t^id 

Conductor  in 

Ohms  per 
Kilometre  at 

Weight  of 
Conductor  in 
Kilogrammes 

Millimetres. 

20°  Contf- 

per  Kilometre. 

Millimetres. 

20"  Centi- 

I>er Kilometre. 

5-04 

prad«\ 

90 

grade. 

•191 

20 

•860 

178 

10-7 

801 

25 

5-64 

•688 

223 

95 

11 

•181 

845 

30 

6-19 

•574 

267 

100 

11-3 

•172 

890 

35 

6-67 

•492 

312 

110 

11^8 

•156 

980 

40 

7-12 

•430 

35n 

120 

12^4 

•143 

1068 

45 

7-57 

•382 

401 

130 

12-9 

•132 

1158 

50 

7-97 

•344 

445 

140 

13^4 

•123 

1246 

55 

8-3G 

•313 

490 

150 

13-8 

•115 

1335 

60 

8-75 

•287 

534 

160 

14-3 

•108 

1424 

65 

9'j09 

•265 

578 

170 

14-7 

•101 

1512 

70          i 

9-43 

•246 

624 

180 

151 

•096 

1602 

75 

9-77 

•229        , 

668 

190 

15^6 

•091 

1690 

80 

10-1 

•215 

712 

200 

16^0 

■086 

1780 

85 

10-4 

•202 

756          1 

Table  LV. 
Inductances  and  Reactances  of  Copper  Conductors. 


I.-, 

s  « 

O  =    I 


O   9 

as"" 

§5 


Inductance  in  Henrys  of  each  of  the  Three  Conductors  of  a 
Three-pha«e  Tmnsmission  Line,  per  Kilometre  of  Length  ot 
Line,  when  the  C<»nductor«  are  arranged  at  the  Three  Corners 
of  an  Equilateral  Triangle. 

Distance  between  Centres  of  any  Two  Conductoi-s  in 

Centimetres. 


I    - 


u 
O 


c 
U 


Reactance  in  Ohms  at  ."50  Cycles  per 
Second,  of  each  of  the  Three  Conductors 
of  a  Three-phase  Transmission  Line  j»er 
Kilometre  of  Length  of  Line  when  (he 
Conductors  arc  arranged  at  the  Three 
Comers  of  an  Equilateral  Triangle. 

Distance  l>etween  Centres  of  any  Two 
Conductors  in  Centimetres. 


20 
25 
30 
35 
40 
45 
50 
55 
60 
65 
70 

4i) 

80 
85 
00 
95 
1(H) 

no 

120 
130 
UO 
L50 
160 
170 
180 
190 
200 


30. 


■00098 

■00097 

•00095 

•00094  i 

•00093 

•(KK)92 

•0(K)91 

•(K)O90 

■00089 

•0(H>88 

-OfK)87 

■0(H)87 

•(M)08fi 

■(K)085 

•00085 

•(K>084  i 

•0(K)83 

•00083 

•0(K)82 

•(MX)81 

•00081 

•0<H>80 

•(K)08() 

•(K)080 

•(MM)79 

■00079 

■0<J079 


40. 


•00105 
•00104 
•00102 
•00100 
•00099 
•00098 
•0<m:196 
•00096 
■(MK)95 
■0(K)94 
■00094 
•0<H)93 
•00093 
•00092 
■00091 
•00091 
•00090 
■(K)090 
•00089 
•(H.)088 
•(KK)87 
•(KK)87 
■00086 
•(KK)86 
•0<M>8« 
•00085 
■00085 


60. 


•00114 

•00112 

•00110 

•00108 

•00107 

•00106 

•00105 

•00104 

•00103 

•00102 

•00102 

•CMUOl 

•00100 

•00100 

•00099 

■00099 

•00098 

•(K)097 

■(MM)96 

•<J0096 

•(K)095 

•0(K)94  i 

•0<K)94 

•0(M)93 

•(M)093 

•(KJ093 

•0(K)92 


80. 


•00121 
•00119 
•00116 
•00115 
•00114 
■00113 
•00112 
•00111 
•(K)llO 
•00108 
•00108 
•00107 
•00107 
•00106 
•00106 
•00105 
•00104 
•00103 
•00102 
■(H)lOl 
•00101 
•(M)IOO 
■001  (M) 
•00099 
•00099 
•00098 
•00098 


100. 


•00125 
•00123 
■00121 
•00120 
•00118 
•00117 
■00116 
•00115 
•00114 
•00114 
•00113 
■(K)112 
■00111 
■00111 
•00110 
•(M)109 
•00109 
•(K)108 
•(K)107 
•00  KM) 
•00105 
•001 01 
•00104 
•00103 
•00103 
•00103 
•00102 


r20. 


•00128 
•00126 
•00124 
•00122 
•(M)121 
•00120 
•(M)119 
■00118 
■00117 
•00116 
•00116 
•(K)115 
•00114 
•00114 
•00113 
•00113 
■00112 
•00112 
■00111 
•001 1(» 
•00110 
■00109 
■00108 
■00108 
•00107 
•(M)107 
•00107 


140. 


s  . 

t^  an 

O  V 

o 


•00130 
■00128 
•0012(5 
•00124 
•00123 
•(M)122 
•00121 
•tK)120 
•(M)120 
•00119 
•00118 
•00117 
•00117 
■00116 
•00116 
•00115 
•00114 
•(MM  14 
■(H)113 
•00113 
•00112 
•00112 
•(M)lll 
•00111 
•00110 
•00110 
■001 10  I 


The  values  in  the  above  table  also  give  the  iiiductaiice  and  reactance  per  kilometre  of  each 
conductor  for  single-phase  lines. 

For  three-phase  lines,  where  the  three  coi^ductors  are  arranged  e^iuisjiaced  in  one  straight  line,  the 
calculations  must  be  made  on  the  basis  of  the  distance  between  adjacent  conductors  for  two-thiids 
of  the  lenji^th  of  the  line,  and  on  the  basis  of  twice  this  distance  for  the  remaining  one-third  of  the 
length  of  the  line. 
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Table  LVI. 
Capacities  and  Charfjiug  Current  a  of  Cupper  Conductors, 


J. 

Chanring  Cunvnt   in 

Ani^>^n?H  at   Vi  Cvcles  per 

3 

il 

Capar- 

ity  in  M 

[icrofara*!'*  I^r  KilotnKr* 

•  in  a  Tlir»^. 

t. 

S*-r-im<i   in   ^ach   of 

th<»   Thi>«  Conductors 

on  a 

»« 

phaH*- 

Tniij'«iiji">^"»ioii 

I-ii.<-   « 

h^Tl    th*' 

O.nrl- 

iClor> 

z. 

Tnr*-*- 

-plia.s*»  Trui'sn:: 

»K'n  L 

ine.  per 

Kilometre  of 

•52 

are  arran;;*-*!  at  the  Tl 

ir*r-  CVjrii«*ri  of  an  E^j-ii Literal 

—  ■£ 

I>»ii;ah  of  Lii 

r^**.  ykhrx 

.  th**  C«.>ii»i  Motors  are  arranged 

51 

lrAuyi\fi 

a 

E  2 

at  th 

c  Tiix*^ 

C"rTi«-r»  of  an 

Eon: lateral  Triani;le 

^*  -^» 

.-  ■«' 

•K>7<i0RM.S.  Voils  t 

••twrrn  any  Two  Conductors. 

Or: 
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The  capacities  given  above  are  the  capacities 
between  one  wire  and  neutral  point  (/.r».,  point 
of  zero  p)Otential).  For  single  phase  the  dis- 
tance to  neutral  i>oint  is  only  ^866  as  great 
for  a  given  distance  between  conductors,  and 
hence  the  capacity  per  conductor  is  slightly 
greater. 

The  capacity  for  any  relative  arrangement 
of  the  wires  will  not  differ  greatly  from  the 
values  above  given. 


For  a  single-phase  transmission  line,  for 
a  given  distance  between  conductors,  the 
charging  current  is  slightly  greater  than  for 
a  three-phase  transmission  line,  per  kilometre 
of  length  of  line,  at  a  given  periodicity  and  a 
given  voltage  between  conductors  and  a  given 
diameter  of  conductor. 


The  influence  of  the  earth  on  the  capacity  of  aerial  lines  may  generally  be  neglected. 


Hence  resistance  per  conductor  =  22*9  ohms. 
Hence  reactance  per  conductor  =  35'3  ohms. 

Cliarging  current  for  conductor  at  40,000  volts  =  4  X   100  X  0'0189  =  7'66 
amperes. 

Total  full  load  current  per  phase  for 0*9  P.F.  of  delivered  energy  =    '       '        X  0*9  = 

145  amperes. 

Energy  component  of  full  load  current  =  130  amperes. 
Wattless  component  of  full  load  current  =  63  amperes. 
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Combined  reactance  voltage  of  step-up  and  step-down  transformers  =  0*06  X 
28,100  =  1,390  volts. 

Eeactance  =  -^0?)  =  1^  '  ohms. 

Beactance  of  line  plus  transformers  =  35'8  +  10*7  =  46*0  ohms. 

7*55 
Voltage  required  for  sending  charging  current  through  line  resistance  =  — ^  X 

22-9  =  86-5  =  bc. 

7*56 
Voltage  required  for  sending  charging  current  through  reactance  =  -^  x  46'0 

=  174  =  c  d. 

Voltage  required  for  sending  energy  current  through  line  resistance  =  180  X 
22-9  =  2,980  =  de. 

Voltage  required  for  sending  energy  current  through  reactance  =  180  X  46*0  = 
6,000  =  ef. 

Voltage  required  for  sending  lagging  wattless  components  through  line  resistance 
=  68  X  22-9  =  1,440  =fg. 

Voltage  required  for  sending  lagging  wattless  component  through  reactance  =  68 
X  46-0  =  2,900  =  g  h. 

These  are  plotted  in  the  following  diagram  : — 


23J00 


and  from  the  relative  lengths  of  the  lines  a  h  and  a  b  the  necessary  voltage  at  the 
generating  end  is  found  to  be  29,100. 

For   unity  power  factor  of  the   delivered  energy,  the  components  /  g  and  g  h 
become  zero,  and  the  diagram  becomes  as  follows : — 


23J00 


the  voltage  at  the  generating  end  being  but  26,600,  for  obtaining  28,100  at  the 
receiving  end. 

In  the  next  diagram  the  P.F.  is  taken  at  0'95.     For  this  value  the  wattless  com- 
ponent of  the  load  current  is  46*5  amperes. 

Hence/ ^  =  45-5  X  22-9  =  1,040  volts. 
gh  =  45-5  X  46-0  =  2,090  volts. 
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The  diagram  for  P.F.  =  08  is  next  given  : — 

/(,  =  87  X  2'2-9  =  1,990  voUb. 
(I  k  =  87  X  46-0  =  4,000  volts. 


For  a  power  factor  of  O'G,  the  wattless  component  of  the  received  current  is 

'  /o  =  115  X  22-9  =  2,6J0  volts. 

:  115  X  46-0  =  5,300  volts. 


In  the  curve  in  Fig.  145  there  are  plotted 
against  the  power  factorn  the  voltages  required 
at  the  generating  end  of  the  line  in  order  to 
maintain  a  constant  voltage  of  23,100  volts  per 
pliase  (40,000  volts  between  lines)  at  the 
receiving  end  of  the  line. 

The  writers  arrived  at  the  method  above 
described  while  endeavouring  to  Bimplif;  and 
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Fig.  145a.  New  Tokk  Centbal  Rail- 
way :  Plas,  Elevation,  and  Secltoxs 
OF  Pole  foe  Tkansmi33I0N  Ibises. 
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to  render  more  useful  for  every-day  work  the  methods  described  by  Perrine  and 
Baum  in  their  paper  read  before  the  American  Institute  of  Electrical  Engineers  on 
May  18th,  1905,  and  can,  therefore,  only  claim  originality  with  respect  to  the  more 
general  applicability  and  simplicity  which  they  believe  has  been  attained. 

Fig.  145a  is  a  drawing  of  a  typical  steel  tower  for  supporting  overhead  high 
tension  transmission  lines.  This  tower  is  the  standard  employed  by  the  New  York 
Central  Eailway  for  the  overhead  portion  of  their  transmission  line.  The  tower 
is  of  latticed  steel  structure  set  in  a  bed  of  concrete.  The  cross  arms  are  of  yellow- 
pine  and  the  conductors  spaced  36  inches  apart.  The  poles  are  spaced  150  ft.  apart 
on  the  straight  and  closer  on  curves,  according  to  the  radius.  The  insulators  are 
mounted  on  steel  pins.     The  transmission  is  at  a  pressure  of  11,000  volts. 
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Chapter   VII 

THE    SUB-STATIONS 

FOB  railways  employing  alternating  current  motors  on  the  cars,  the  sub-stations, 
where  employed,  are  equipped  with  stationary  (or  static)  transformers,  i.e.,  with 
voltage-transforming  apparatus  not  comprising  any  rotating  parts.  Where  the 
voltage  employed  at  the  generating  station  for  such  railways  is  suflSciently  low,  the 
sub-stations  are  sometimes  dispensed  with  altogether,  and  the  voltage  is  transformed 
to  the  still  lower  value  required  by  the  motors,  by  means  of  transforming  apparatus 
carried  on  the  car  or  train.  Indeed,  in  the  course  of  the  Berlin-Zossen  tests,  a  loco- 
motive was  tested  equipped  with  polyphase  motors  wound  for  a  pressure  of  10,000  volts, 
enabling  voltage-transforming  apparatus  to  be  dispensed  with  altogether.  As  we  shall 
see  in  a  subsequent  chapter,  the  single  phase  commutator  motor,  as  at  present  developed, 
requires  a  rather  low  pressure  at  its  terminals;  hence  transforming  apparatus  is 
employed  on  the  car  or  train,  in  order  to  reduce  the  voltage  on  the  rail  or  trolley  from 
the  customary  3,000  to  6,000  volts  or  higher,  to  some  250  volts  at  the  motors. 

All  further  allusions  to  alternating  current  systems,  so  far  as  relates  to  sub-stations, 
will,  however,  be  reserved  for  the  sections  dealing  with  these  systems  in  subsequent 
chapters. 

In  the  present  chapter  we  shall  discuss  the  sub-station  as  employed  in  the  three- 
phase,  continuous-current  system  at  present  so  extensively  employed  in  electric  traction. 

As  regards  the  equipment  of  sub-stations  of  this  class,  there  arises  the  question 
of  the  type  of  transforming  apparatus  to  be  employed.  We  have  the  choice  of  two 
thoroughly  reliable  types.  In  the  first  the  voltage  is  reduced  from  that  of  the  high 
tension  transmission  line  to  a  low  voltage,  by  ordinary  step-down  stationary  transformers. 
These  step-down  transformers  are  generally  either  of  the  air  blast  or  of  the  oil-immersed, 
water-cooled  type.  In  some  cases,  instead  of  the  latter  type,  oil-cooled  transformers 
are  emploj^ed,  the  water-cooling  system  being  dispensed  with. 

The  low  voltage  current  from  the  secondaries  of  the  step-down  transformers 
is  next  led  through  potential  regulators  to  the  alternating  current  side  of  rotary 
converters.  These  rotary  converters  may  be  either  of  the  quarter-phase,  three-phase, 
or  six-phase  type.  Six-phase  rotary  converters  are  now  almost  invariably  employed. 
The  great  advantages  which  six-phase  rotaries  possess  over  three-phase  rotaries 
have  been  known  for  a  number  of  years,  ^  but  the  earlier  roads  had  been  equipped 
with  three-phase  rotaries,  and  it  is  only  very  recently  that  the  conservatism  and 
inertia  which  led  to  a  continuance  of  their  use  has  been  largely  overcome.  Most 
new  undertakings  are  using  oj:  arranging  to  use  six-phase  rotaries. 

From  the  commutator  (continuous-current)  side  of  the  rotary  converters,  the 
current,  generally  at  from  660  to  650  volts,  is  led  to  the  conductor  rail  or  trolley. 

^  See  the  authors'  treatise  on  "  Electric  Machine  Design,'*  Part  III.  {Engineering^  1906). 
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There  are  many  points  in  favour  of  the  alternative  plan  of  substituting  motor- 
generators  for  the  above-described  system  of  step-down  transformers,  potential 
regulators,  and  rotary  converters. 

When  motor-generators  are  used,  the  current  is  supplied  at  the  voltage  of  the 
high  tension  transmission  line  direct  to  the  terminals  of  a  synchronous  motor 
which  is  direct-connected  to  a  continuous-current  generator  which  supplies  current 
at  from  550  to  650  volts  to  the  conductor  rail  or  trolley.  Generally,  as  above 
stated,  the  current  is  supplied  to  a  synchronous  motor  without  the  interposition  of 
step-down  transformers.  Where,  however,  the  voltage  employed  on  the  high 
tension  transmission  line  is  greater  than  12,000  volts,  step-down  transformers  are 
generally  employed.  It  is  also  highly  probable  that  induction  motors  will  be 
employed  to  a  greater  extent  in  future  for  driving  the  continuous-current  generators. 
W^here  some  of  the  motor-generator  sets  employ  synchronous  motors,  and  others 
employ  induction  motors,  the  lagging  current  of  the  latter  may  be  offset  by  over- 
exciting  the  synchronous  motors  and  thus  causing  them  to  absorb  a  leading  current, 
so  that  the  resultant  current  from  the  generating  station  and  in  the  high  tension 
transmission  line  may  be  in  phase  with  the  voltage.  In  like  manner  the  resultant 
current  may  be  adjusted  to  lead  the  voltage  in  phase,  and  this  will  occasion  a  rise 
of  voltage  on  the  transmission  line  if  the  over-excitation  and  the  line  inductance 
be  sufficient,  and  will,  with  less  over-excitation  or  line  inductance,  tend  to  partly 
offset  the  I.E.  drop  on  the  line. 

Not  only  may  we  thus,  in  a  system  employing  motor  generators  at  the  sub-station, 
very  readily  control  the  voltage,  but  even  when  such  voltage  control  is  inexpedient  the 
continuous-current  voltage  supplied  by  the  generator  member  of  the  motor-generator 
set  iivill  be  altogether  independent  of  variations  in  the  alternating  current  voltage. 

This  continuous-current  generator  will  be  in  all  respects  the  equivalent  of  a 
continuous-current  generator  direct-connected  to  an  engine  with  the  same 
percentage  speed  regulation  as  that  of  the  large  steam  engines  at  the  generating 
station.  The  sub-station  continuous-current  generator  may  be  shunt-wound,  or  it 
may  be  compounded  for  constant  terminal  voltage  at  all  loads,  or  for  a  voltage 
increasing  with  the  load.  The  amount  of  loss  in  the  high  tension  transmission 
line  has  no  influence  upon  its  operation.  One  may,  and,  in  long  distance  transmission, 
must,  from  economical  considerations,  have  20  per  cent,  voltage  drop,  or  even 
higher,  in  the  high-tension  line,  and  yet  may  have  just  as  perfect  voltage  regulation 
at  the  commutator  of  the  continuous-current  generator  as  could  be  obtained  with 
5  per  cent,  drop  or  less.  Thus,  in  a  case  where  motor  generators  are  employed, 
one  will  expend  just  so  much  for  transmission  cables  as  to  obtain  maximum  economy 
when  estimated  on  the  basis  of  the  interest  on  this  capital  outlay  for  cables  and  the 
cost  of  producing  the  energy  dissipated  in  the  transmission  line.  But  when  rotary 
converters  are  used,  it  becomes  practically  impossible  to  obtain  satisfactory  automatic 
control  of  the  commutator  voltage  with  more  than  6  per  cent,  to  10  per  cent, 
resistance  drop  in  the  high-tension  line,  and  a  thoroughly  excellent  result  is  only 
to  be  obtained  by  a  very  low  resistance  drop.  Hence  a  successful  plant  with  rotary 
converters  in  the  sub-stations,  only  becomes  economically  possible  where  the 
length  of  transmission  is  not  great,  or  where,  in  order  to  obtain  a  sufficiently  low 
line  drop,  a  higher  voltage  is  employed  for  transmission  than  would  be  required  for 
the  operation  of  motor  generators.  These  considerations  have  generally  not  been 
sufficiently  emphasised  in  comparing  the  two  systems.  They  corroborate  the 
generally  accepted  view  that  the  use  of  rotary  converters  is  attended  with  higher 
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efficiencv  in  operation  Uian  is  the  case  where  motor  generators  are  aaed.  Bat  they 
are  at  variance  with  another  generally  accepted  conclusion,  namely,  that  a  lesser 
first  coBt  may  be  nttaitied  by  the  use  of  rotary  converters.  This  may  often  be 
the  case  for  short  distances,  but  for  other  conditions  the  greatly  increased  outlay 
necessary  for  cables  will  generally  lead  to  the  opposite  result.  The  question  resolves 
itself  for  any  given  case,  into  comparing  the  slightly  greater  interest  on  capital 
expenditure  when  rotary  converters  are  used,  against  the  cost  of  operation  with 
motor  generators.  For  conditions  where  this  comparison  shows  little  to  choose 
between  the  two  Bystems,  motor  generators  should  be  employed  on  the  score  of  their 
great  superiority  in  convenience  of  operation. 

In  order  to  demonstrate  the  soundness  of  this  position,  the  properties  of  these  two 
types  of  apparatus  will  be  examined.' 


Pig.  146.  Fig.  147.  Fig.  148. 

Figs.  146, 147,  and  U8.    Fhabb  Characteristics  of  Hyfotubtical  Sykchhomous  Uotors. 

Consider  the  case  of  a  hypothetical  synchronous  motor  and  transmission  system 
for  which  the  following  assumptions  would  hold  : — 

(1)  No  reactance  in  armature; 

(2)  No  resistance  in  armature ; 

(3)  Constant  voltage  at  collector  rings. 

The  phase  characteristics  of  such  a  motor  would  resemble  the  curves  of  Fig.  146, 
where  a  given  constant  iield  excitation  corresponds  to  minimum  current  input  for  all 
loads.  I.e.,  to  unity  power  factor  tor  all  loads. 

Suppose  next  that  assumptions  2  and  3  still  hold  good,  but  that  the  armature  has 
reactance.  In  proportion  to  the  magnitude  of  this  reactance  the  curve  of  field 
excitation  for  unity  power  factor  will  bend  toward  the  right,  as  shown  in  Fig.  147. 

Should,  on  the  other  hand,  assumptions  1  and  8  hold  good,  but  should  allowance 
require  to  be  made  for  the  resistance  of  the  armature  windings.  Fig.  146  would  be 
modified  in  the  manner  shown  in  Fig.  148,  the  curve  of  field  excitation  for  unity  power 
factor  sloping  to  the  left. 

If  instead  of  the  third  assumption,  to  the  effect  that  there  is  constant  voltage  at 
the  armature  terminals  of  the  synchronous  motor,  there  is  a  drop  of  voltage  in  the 
line  proportional  to  the  load  on  the  motor,  the  curve  will  be  modified  in  the  same  way 
as  by  resistance  drop  in  the  armature,  and  the  slope  to  tlie  left  will  be  greater  the 
greater  the  line  drop.  If  the  arrangements  should  be  such  that  the  terminal  voltage 
increases  with  the  load,  the  effect  would  be  to  reduce  the  slope  to  the  left  occasioned  by 
'  Most  ot  the  material  on  pp.  174  to  188  is  reproduced  with  the  kind  permiBsioa  of  the  EUclrical 
lieview,  from  an  article  b.y  oue  of  the  authors,  and  entitled  "  Motor  Generators  and  Botary  Con- 
verters," Vol.  LIII.,  pp.  618—521,  pp.  528—529.  pp.  607—609,  and  pp.  647—650. 
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the  armature  resistance,  or,  with  suflScient  rise  in  terminal  voltage,  to  bring  the  line  back 
to  the  vertical,  or  even  to  swing  it  over  to  a  slope  to  the  right.  Now,  when  a  continuous- 
current  generator  is  directly  driven  from  such  a  synchronous  motor,  the  commutator 
voltage,  according  to  the  method  and  adjustment  of  the  excitation,  may  automatically 
decrease,  remain  constant,  or  increase  with  the  load,  and  this  source  may  be  employed 
for  the  excitation  of  the  synchronous  motor.  The  net  result  from  these  considerations  is 
that  we  may  readily  arrange,  if  necessary,  by  series  coils  in  addition  to  shunt  coils,^  for 
a  synchronous  motor  to  be  automatically  excited  with  field  currents  suitable  to  secure 
practically  unity  power  factor  at  all  loads.  This  is  the  condition  for  a  minimum  loss  of  . 
energy  in  the  high  tension  transmission  line,  and  for  a  minimum  outlay  for  copper. 

We  may  illustrate  this  by  a  practical  case.  Let  a  three-phase  synchronous  motor 
be  direct-connected  to  a  continuous  current  generator  of  800-K.W.  rated  output,  com- 
pounded for  a  terminal  voltage  of  500  volts  at  no  load,  and  525  volts  at  full  load.  At 
89  per  cent,  combined  eflftciency  for  the  set,  the  synchronous  motor  will  absorb 

^^  =  900  K.W.  at  full  load. 
0-89 

The  motor  has  an  external  stationary  armature  with  Y-connected  windings,  fed 

over  a  three-core  cable  direct  from   the  central  station,  no  other  apparatus  being 

supplied  from  this  cable.     The  central  station  voltage  is  maintained  constant  at  5,800 

volts,  and  at  full  load  of  the  synchronous  motor  at  unity  power  factor,  the  drop  in 

transmission  line  plus  armature  resistance  is  10  per  cent,  per  phase,  the  voltage  at 

the  motor  (considering  the  armature  resistance  to  be  transferred  and  added  to  the  line) 

thus  falling  from  5,800  volts  at  no  load  to 

5,800  X  -90  =  5,200  volts 
at  full  load. 

The  voltage  per  phase  in  the  armature  is 

^^  =  8,850  volts  at  no  load, 

and  ^^  =  8,000  volts  at  full  load. 

The  current  per  phase  is  thus 

900,000  1^  w  n  1     ^ 

_ '  =  100  amperes  at  full  load. 

3  X  8,000  ^ 

Let  the  slots  and  windings  of  the  synchronous  motor  be  so  proportioned  that  at 
100  amperes  the  reactance  voltage  per  phase  is  1,000  volts,  and  let  the  combined 
armature  strength  of  the  three  phases  amount  to  4,200  maximum  ampere  turns  per 
pole.  Let  the  field  excitation  required  for  5,800  terminal  volts  at  no  load,  equal  7,000 
ampere  turns  per  pole. 

The  first  step  is  to  find  the  field  excitation  corresponding  to  100  amperes  per 
phase  at  unity  power  factor  and  5,200  terminal  volts. 

We  will  take  into  account  the  saturation  by  estimating  the  no  load  ampere  turns 
for  5,200  terminal  volts,  at 

0-96  X  ^'g-QQ  X  7,000  =  6,000  ampere  turns. 

The  armature  demagnetisation,  at  100  amperes  and  unity  power  factor,  amounts  to 

sin  (  tan  "^  }^^)  X  4,200  =  0-82  X  4,200  =  1,850  ampere  turns. 
\  0,000/ 

1  In  cases  where  a  compound-wound   synchronous  motor   would   be  required,  the   armature 
would  have  to  be  of  the  internal  revolving  type. 
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Hence  at  full  load  of  100  amperes  input,  and  5,200  terminal  volts,  the  excitation 
required  for  unity  power  factor  would  be 

6,000  +  1,350  =  7,350  ampere  turns ; 
and  to  obtain  approximately  unity  power  factor  from  no  load  to  full  load,  the  field 
excitation  should  automatically  increase  from  7,000  to  7,350  ampere  turns  per  pole, 
that  is,  by  5  per  cent. 

This  corresponds  to  the  over-compounding  provided  for  tlie  direct-connected 
continuous-current  generator  (500  volts  at  no  load  up  to  525  volts  at  full  load) ;  hence 
the  excitation  of  the  synchronous  motor  may  be  provided  from  that  source,  and  an 
automatic  control  of  the  power  factor  at  approximately  unity,  will  be  obtained  for  all 

loads.  Of  course  it  is  by  no  means  necessary 
to  obtain  so  close  an  agreement,  since  a  very 
considerable  deviation  from  the  correct  excita- 
tion will  not  occasion  more  than  1  or  2  per  cent, 
deviation  from  unity  power  factor.  It  is  evident 
that  by  designing  a  synchronous  motor  with  suit- 
able armature  inductance,  armature  strength, 
resistance,  and  degree  of  saturation,  it  may  be 
arranged  for  automatic  operation  at  practically 
unity  power  factor  for  any  reasonable  value 
of  line  drop  and  of  over-compounding  of  the 
continuous  current  generator  which  it  drives. 

Although  the  constants  of  the  synchronous 
motor  used  for  illustrating  this  explanation 
were  chosen  at  random  and  are  in  no  sense  put 
forward  as  representing  an  ideal  or  even  care- 
fully considered  design,  it  may  be  of  interest  to 
plot  its  estimated  phase  characteristics  when 
operated  under  the  conditions  set  forth.  These 
are  given  in  Fig.  149  for  no  load,  half -load, 
and  full  load.  The  curve  passing  through  the 
minimum  points  corresponds  to  unity  power 
factor,  but  excitations  corresponding  to  any 
part  of  the  shaded  area  shown  will  give  at  least  0*99  power  factors,  thus  permitting 
at  full  load  a  total  range  of  variation  of  the  excitation  of  about  20  per  cent.,  so  that  it 
would  not  be  worth  while  to  modify  the  design  of  the  synchronous  motor  for  the  sake 
of  obtaining  better  conditions  in  this  respect,  even  for  very  different  line  constants, 
or  requirements  as  to  over-compounding  of  the  continuous  current  generator. 

The  characteristic  curves  of  Fig.  149  were  estimated  on  the  basis  of  the  armature's 
magneto-motive  force  being  equivalent  to  that  of  the  field  spools  in  the  proportion  of 

1  root-mean-square  ampere  turn  per  pole  per  phase, 
representing  a  resultant  armature  strength  per  pole  capable  of  replacing 

1  X  \/2  X  2  =  2'83  ampere  turns  per  field  spool, 
this  being  a  proportion  experimentally  verified  by  an  analysis  of  a  number  of  three- 
phase  machines  of  a  wide  range  of  designs. 

It  should  not  be  necessary  to  follow  up  this  investigation  any  further  so  far  as 
concerns  demonstrating  that,  with  any  line  loss  that  could  be  economically  permitted, 
synchronous  motors  with  automatic  control  for  high  power  factor  may  be  satisfactorily 
employed  to  drive  continuous  current  generators,  which  latter,  with  any  range  of 
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compounding  within  customary  requirements,  may  serve  as  supply  for  the  synchronous 
motor's  field  excitation. 

It  will  now  be  demonstrated  that  with  rotary  converters,  a  very  different  state  of 
affairs  exists  in  this  respect. 

An  analysis  of  the  observed  no-load  phase  characteristic  curves  of  a  number  of 
three-phase  rotary  converters  of  a  wide  range  of  ratings  with  respect  to  the  outputs, 
speeds,  periodicities,  and  voltages,  yielded  as  an  average  result  for  estimating  the 
effectiveness  of  the  armature  magneto-motive  for  replacing  the  field  magneto-motive 
force  the  following  rule : — 

"When  in  a  rotary  converter  the  magneto-motive  force  is  derived  from  the  armature 
winding  itself,  in  virtue  of  the  wattless  component  of  the  alternating  current  entering  the 
armature,  a  root-mean-square  (B.M.S.)  value  of  the  armature  ampere  turns  per  pole-piece 
per  phase,  represented  by  I'OO,  equals  in  effectiveness  a  field  excitation  of  2*15." 

The  expression  "  six-phase  rotary  converter  "  is  slightly  misleading.  It  would  be 
better  described  as  a  three-phase  machine  with  six  slip-rings.  For  the  purpose  of  this 
discussion  it  is  immaterial  whether  it  is  distinctly  kept  in  mind  that  the  machine  has 
six  rings,  and  it  will  be  convenient  to  denote  by  Y  current  the  current  equivalent  to 
one  branch  of  the  Y  in  a  Y-connected  synchronous  motor  of  the  same  capacity  and 
voltage.^  Similarly,  by  Y  voltage  will  be  denoted  the  voltage  from  the  common 
connection  to  any  one  terminal  of  such  an  equivalent  synchronous  motor. 

The  arrangement  of  the  armature  slots  and  windings,  and  the  general  proportions  of  a 
rotary  converter,  are  such  that  it  has  a  comparatively  small  reactance,  and  in  the  following 
investigation  the  effect  of  the  reactance  has  been  neglected  in  the  interests  of  simplifying 
the  necessarily  very  tedious  work.    The  conclusions  are  not  thereby  appreciably  affected. 

A  little  consideration  will  sufiSce  to  show  that  so  far,  as  relates  to  obtaining  satis- 
factory automatic  regulation  of  the  commutator  voltage  by  means  of  phase  regulation, 
there  should  be  employed  a  comparatively  weak  armature  expressed  in  armature 
ampere  turns  per  pole,  low  saturation,  and  low  armature  resistance.  These  conditions 
lead  to  much  more  liberally  proportioned  rotary  converters  than  would  otherwise  be 
necessary.  But  in  order  not  to  make  out  too  unfavourable  a  case  for  the  rotary  con- 
verter, from  the  standpoint  of  regulation  by  phase  control,  the  estimations  have  been 
based  upon  a  machine  with  these  features,  and  therefore  of  decidedly  liberal  proportions. 
In  Table  LVII.  are  set  forth  the  data  assumed  for  the  rotary  converter  :— 

Table  LVII. 

Data  of  600'K.W.  Rotary  Convertei\ 

Rated  output 600  K.W. 

Commutator  voltage 600  volts. 

Number  of  poles 12. 

Periodicity  in  cycles  per  second      .  .25. 

Speed  in  revolutions  per  minute     .         .         .  250. 

Internal  voltage  at  full  load  output         .        .  618  volts. 

Full  load  current 1,000  amperes. 

Full  load  efficiency  at  unity  power  factor        .  96  %. 

^      ,^  600  X  0-615 

Y  voltage  = p^g =  .        .        .        .    213. 

^  In  the  case  of  a  rotary  converter  with  three  slip  rings,  this  is  the  current  per  slip  ring  ;  for  the 
case  of  six  slip  rings  it  is  twice  the  cvirrent  per  slip  ring.  In  both  cases,  the  alternating  current 
component  of  the  total  current  per  armature  conductor,  is  equal  to  this  Y- current  divided  by  Vs  and 
by  the  number  of  pairs  of  poles  for  a  multiple -circuit  single  winding,  or  by  2,  independently  of  the 
number  of  poles,  for  a  two-circuit  single  winding. 
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At  unity  power  factor  the  Y  amperes  input  are  equal  to 

600,000 


0-96  X  3  X  213 


=  980  amperes. 


The  armature  winding  is  of  the  twelve-circuit  single  type. 

The  alternating  current  component  of  the  resultant  current  per  armature  conductor, 
at  full  load  and  unity  power  factor,  is  equal  to 

r73~~x~6  ~  amperes. 

The  assumed  saturation  curve  for  this  machine  is  given  in  Fig.  150.     This  shows 

for   613  internal  volts  8,900  ampere  turns  per  field 
spool,  and  for  600  volts  8,600  ampere  turns. 

Hence  the  ordinates  of  the  full  load  charac- 
teristic for  the  point  of  minimum  current  (unity 
power  factor)  are 

980  amperes  and  8,900  ampere  turns. 

The  machine  has  60  segments  and  60  turns  per 

pole,  consequently  20  turns  per  pole  per  phase.     To 

replace    8,900  ampere    turns    per    field    spool,    the 

armature  current  required  is 

8,900  ^^^  .  ^     . 

<i-15  X  20  ^         amperes  per  armature  conductor. 

2000   4^000    6000    8000  10000  HOOO 
Amotrt-tums  per  field  spool 


Fig.  150.    Saturation  Curve  of 

A  600-K.W.  EOTARY  CONVERTER. 


This  corresponds   to    a  total    wattless    current 
input  of 

M4-6  ^  ^®^  ~  2,170  amperes  per  phase. 

Hence  for  zero  field  excitation  and  full  load  output   the  total  current  input  is 

equal  to  

\/9802  +  2,170^  =  2,880  amperes. 

By  determining  in  a  similar  manner  the  armature  current  required  to  replace, 
not  the  tcliole  excitation,  as  in  the  above  example,  but  portions  thereof,  the  values  in 
Table  LVIII.  have  been  derived  : — 


Table  LVIII. 
Amperes  Input  to  Rotary  Converter  with  Varying  Field  Excitation,  at  Full  Load  Output. 


Voltage  at 

Amperes  Output 

Field  Excitation  in 

Y  Amperes  Input 

Commutator. 

from  Commutator. 

Amprre  Turns. 

per  Phase. 

600 

1,000 

0 

2,880 

600 

1,000 

3,000 

1,760 

600 

1,000 

6,000 

1,200 

600 

1,000 

8,900 

980 

600 

1,000 

11,900 

1,200 

600 

1,000 

14,900 

1,760 

600 

1,000 

17,900 

2,380 
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Calculations  at  other  loads  give  the  results  in  Table  LIX.  for  the  amperes  input 
per  phase  at  varying  excitation: — 


Table  LIX. 
Amperes  Input  to  Rotary  Converter  icith  Vari/ing  Field  Excitation  for  various  Outputs. 


Ampere  Turns  Field  Exc.  for  Following  Continuou8-curreiit  OutputA. 


Y  Amperes  Input. 


• 

• 
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BO 
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750 
perc 

,000 
pere 

0-1   ^ 

C                       3        ,              S 
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r^   S 

'^S 

< 

< 

< 

< 

< 

< 

0            0 

0 

0 

0 

0 

3,000 

3,000     3,000 ;    3,000 

3,000 

3,000 

6,000 

6,000 

6,0(Mj 

6,0(K) 

6,000 

6,000 

8,6001    8,690 

8,780 

8,870 

8,900 

9,040 

11,2(K),  11,380  11,560 

1 1 ,740 

11,900 

12.080 

14,200   14,380 

14,560' 14,740   14,900 

15,080 

17,200 

17,380 

17,560 

17,740 

17,900 

18,080 

0 

3,000 

6,000 

9,130 

12,260 

15,260 

18,260 


0  2,140 

2,180 

2,210 

2,290 

3,000  1,400,1,440 

1,520 

1.628 

6,000      650 

720 

820 

1,010 

9,210        40 

255 

485 

715 

12,420      6.50 

720 

820 

1,010 

15,420  1,400 

1,440 

1,520 

1,628 

18,420  2,140 

2,180 

2,240 

2,290 

2,.SS0 
1,760 
1.200 
980 
1,200 
l,7riO 
2,380 


2,540 

1,920, 

1,390 

1,190 

1.390 

1,920 

2,540 


2,690 
2,090 
1.630 
1,43:> 
1.630 
2,090 
2,690 


2,860 
2,300 
1,880 
1,700 
1,880 
2,300 
2,860 


These  values  are  plotted  in  the  curves  of  Fig.  151.  The  points  at  which  the  broken 
line  a,  b  intersects  the  various  load  charac- 
teristics, correspond  to  the  values  of  the  total 
excitation  automatically  obtained  when  the 
shunt  winding  is  adjusted  to  supply  a 
constant  excitation  of  6,000  ampere  turns, 
and  the  series  winding  to  give  3,850  ampere- 
turns  at  the  full  load  output  of  1,000 
amperes,  this  being  64  per  cent,  compounding 
at  full  load.  This  adjustment  corresponds 
to  unity  power  factor  at  three-quarter  load. 
The  excitations  at  the  different  loads  for  the 
machine  thus  adjusted  are  given  in  Table  LX. 

Table  LX. 

Adjustment  tvith  64  per  cent.  Compounding  at 
Full  Load,  and  for  Unity  Power  Factor  at 
75  per  cent,  of  Full  Load. 

Total  Rxcitation  in  Ampere 
Turns  per  Pole. 

6,000 

6,960 

7,920 

8,870 

9,830 

10,790 

.       11,750 

.       12,700 


Per  cent,  of 

Fall  Load. 

0 

• 

25  per 

cent. 
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Fig.  151.  Curves  showing  Amperes  Input 
PER  Phase  at  various  Loads  of  a 
600-K.w.  EoTARY  Converter. 


In  Table  LXI.  are  given  the  corresponding  total  amperes  input  per  phase,  the 
energy  component,  and  the  wattless  component,  together  with  the  efficiency  and  the 
power  factor  at  all  loads. 
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Table  LXI. 

Rotary  Converter  adjusted  for  Unity  Power  Factor  at  Three-quarter  Load  and  64  per  cent. 

Compounding  at  Full  Load. 


Per  cent,  of  Pull 

Load  Amperes 

Out)iut  from 

Commutator. 

Commercial 
EWcIeiicy  of 

Botary 
Converter. 

Y  Amperes 

Input  to  Rotary 

Converter 

per  Phase. 

Energy 

Component  of 

Amperes  Input. 

Wattless 

Component  of 

Amperes  Input. 

Power  Factor. 

Field 

Excitation 

(Ampere  Turns 

per  Spool). 

0% 

0% 

640 

25 

640 

0039 

6,000 

25% 

88-0% 

495 

255 

425 

0-515 

6,960 

50% 

94-2  % 

630 

485 

212 

0-915 

7,915 

75% 

95-4  % 

720 

720 

0 

1-00 

8,870 

100% 

96-0% 

990 

970 

195 

0-980 

9,830 

125% 

96-4% 

1,256 

1,190 

400 

0-950 

10,790 

150% 

94-6% 

1,570 

1,440 

615 

0-920 

11,750 

175% 

93-5  % 

1,910 

1,700 

872 

0-890 

12,700 

200% 

92-0% 

2,800 

1,980 

1,175 

0-860 

13,650 

The  curves  in  Fig.  152  (facing  p.  182)  are  plotted  from  the  results  set  forth  in 
Table  LXI. 

The  next  step  is  to  investigate  the  performance  of  the  rotary  converter  when  thus 
adjusted.  The  rotary  converter  is  to  be  operated  from  the  secondaries  of  transformers 
whose  primaries  are  fed  over  a  high  tension  line.  But  for  convenience  of  calculation  the 
resistances  and  voltages  will  be  reduced  to  the  equivalent  Y  voltage  of  the  rotary  converter. 

At  no  load,  the  Y  voltage  at  the  slip-rings  of  the  rotary  converter  is 

600  X  0-615 


\/3 


=  213  volts. 


First  assume  that  in  transmission  line,  step-down  transformers,  and  rotary  con- 
verters, the  equivalent  resistance  and  the  equivalent  reactance  are  each  equal  to  001 
ohm  per  phase.  It  is  required  to  determine  the  voltage  at  the  central  station  in  order 
to  obtain  600  volts  at  the  commutator  at  no  load.  From  Fig.  151  the  input  per  phase 
is  found  to  be  640  amperes  and  is  practically  wholly  wattless.     Hence 

Reactance  voltage  per  phase  =  640  x  0*01  =  6*4  volts. 
Resistance     „         „       „      =  640  x  0*01  =  6*4     „ 

Constructing  the  diagram  in  Fig.  153,  the  **  equivalent "  voltage  at  the  generating 
end  of  the  line  is  found  to  be  equal  to  219*5  volts. 

.*.  At  219*5  volts  at  the  generating  end  of  the  line,  the  no  load  commutator  volt- 
age is  equal  to  600  volts. 

In  Fig.  154  is  given  the  corresponding  diagram  for  half-load,  the  potential  at  the 
generating  end  being  maintained  constant  at  the  value  of  219*5  volts  derived  at  no 
load.  From  the  phase  characteristic  at  half-load  in  Fig.  151,  the  total  current  input 
per  phase  is  found  to  be  580  amperes,  and  the  minimum  value  of  the  curve,  485 
amperes,  is  the  energy  component.     Hence  the  wattless  component  is  equal  to 

V5302  —  485^  =  212  amperes. 

The  four  component  voltages  obtained   as   the  products  of    these   component 

currents  with  the  reactance  of  0*01  ohm  per  phase  and  the  resistance  of  0*01  ohm  per 

phase  are — 

485   X   0*01  =  4*85, 

485   X   0*01  =  4*85, 

212   X   0-01  =  2*12, 

212   X   001  =  2*12, 

I  So 
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and  these  are  plotted  in  the  diagram  of  Fig.  154,  which  shows  that  the  Y  voltage  of  the 
rotary  converter  has  fallen  from  213'0  volts  to  212'3  volts,  so  that  the  commutator 
voltage  is 

212-8 


2130 


X  600  =  598  volts. 


The  diagrams  in  Figs.  155,  156  and  157  have  been  similarly  derived  for  three- 
quarter  load  (when  the  current  is  in  phase),  and  for  50  per  cent,  and  100  per  cent, 
overloads  (at  which  values  the  current  leads). 


These  results  are  brought  together  in  Table  LXII. 


Y- voltage  at  rotary  converter  ■  213-0  volts. 


Equivalent''  Y- voltage  at  generating  end  of  line -^219-5  volts. 


64  raltf 
■/.6-4votti 


Fig.  153. 


""  Equivalent"  Y- voltage  at  generating  end  of  line  -  219-5  volts. 


Y'  voltage  at  rotary  converter  -  2/23  volts . 


^^9\ 


vo/ts 

I  volts 
voitr 


4'B  YOltt 


Equivalent "  Y-  voltage  at  generating  end  of  line  -  219-5  volts. 

Y-  voltage  at  rotary  converter  .  212-3  vo/ts . *^7^ 


2  volts 
2  volts 


Fig.  154. 


No  Load, 


Half  Load. 


Fig.  155. 


Three- 

Quarter 

Load. 


"  Equivalent "  Y-  voltage  at  generating  end  oF  line  -  219-5  volts. 


^'"•^^^^^^s^^;?;;^ 


B'l  volts 
6-2  volts 


Fig.  156. 


'''^'O^v^^ 


\l4-4  volts 
^14-4  volts 


Fifty 
per  Cent. 
Ovtrload. 


'Equivalent"  Y- voltage  at  generating  end o f  line « 2/9-5  volts.  f,.g 


V^  at 


"^'^''^^^^^^^2095' 


volts 
118  volts 
19-8  volts 

19-8  volts 


Fig.  157. 


One 
Hundred 
per  Cent. 
Overload. 


Figs.  153 — 157.    DiAOiLAM  for  determiking  Generator  Voltage  at  various  Loads. 
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Table  LXII. 

Variation  in  Rotary  Converter  Voltage  with  Vanfincj  Load. 

Total  resistance  per  phase  =  0*01  ohm. 

Total  reactance  per  phase  =  O'Ol  ohm. 

64  per  cent,  compounding  at  full  load. 

Adjustment  for  unity  power  factor  at  three-quarter  load. 

Equivalent  voltage  at  the  generating  end  of  the  line  =  219*5  volts. 


Per  cent,  of 
Full  Load. 

0 

25  per  cent. 
50 


100 
125 
150 
175 
200 


»♦ 


»» 


»» 


j« 


j» 


»» 


Y  Voltage. 
2130 

2123 
212-3 


210-4 
209-6 


Commutator 
Voltage. 

600 

598 
598 


692 
689 


In  the  same  way  as  for  0*01  ohm  reactance  per  phase,  values  were  obtained 
for  0*02,  0*03,  and  0*04  ohm  reactance  per  phase,  all  with  O'Ol  ohm  resistance 
per  phase.  Then  followed  corresponding  sets  of  calculations  with  resistances  of 
0*02,  0*03,  and  0*04  ohm  per  phase.     The  results  of  these  calculations  are  given  in 

Table  LXIIL 


Table  LXIIL 

64  j;er  cent.  Compounding  at  Fall  Loady  Adjustment  for  Unity  Power  Factor  at 

Three -quwter  Load. 


Per  cent. 

Commutator  Voltage. 

of  Full 
Load. 

•01 

•01 

•01 

•01 

•04         , 

•0-2 

•02 

•02 

•02 
•04 

1 

,  =  Ohm  Resistance. 

•01 

•02 

•oa 

01 

•02 

•03 

=  Ohm  Reactance. 

0 

25% 

50% 

75% 

100% 

600 

600 

600 

600 

600 

600 

600 

600 

1 

698 
597-5 

610 
615 

620 
631 

632 
645 

583 
576 

696 
594 

609 
610 

620 
626 

1 

125% 
150  % 
175  %    1 
200% 

1 

592 
589 

621 
629 

650 
665 

676 
710 

238-6 

1 

547 

527 

578 
564 

605 
599 

628 
627 

' 

Genprated 
Voltage, 

219  5 

225-9 

232-2 

1    219-5 

1 

225-9 

232-2 

238-6 

! 
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Table   LXIII. — continued. 


i 
Per  cent.    ! 

1 

Commutator  Voltage. 

of  Full 
LiOad. 

•03 

•08 

•03 

•03 

'       •o. 

•04 

•04 
•08 

■04 

=  Olim  Resistance. 

1 

•01 

•02 

•U3 

•04 

•02 

■04 

=  Ohm  Reactance. 

0 

25  % 
50%    ,1 

600 
672 

600 
679 

600 
597 

600 
609 

600 
560 

600 
573 

600 

571 
565 

600 

690 
582 

1 

1 

foa 


r  '■ 


Sl.«t  Woarf  sc^  o»«„  (,^,  0  Co„,„„.j,..^ 


'V^BRTER. 


Fig.  159. 


Loa<l  Ampeivs 
Outpul  from 
Commatator. 


aa»ii*-*'-" 


0 

25% 

50% 
75% 
100% 
126  % 
160% 
175  % 
200  % 


Rotary 
Converter. 


o/ 

/o 
o/ 


0% 
88-0  % 
94-3 
95-5 
960 
95-5 
94-8 
93-5 


% 
% 
% 


92-0  % 


Converter 
per  Phase. 


380 

370 

500 

720 

983 

1,215 

1,490 

1,775 

2,090 


Amperes  Input. 

Amperes  inpuu 

25 

380 

0-066 

255 

266 

0-680 

485 

123 

0-970 

720 

0 

1-000 

975 

115 

0-991 

1,190 

244 

0-980 

1,440 

388 

0-967 

1,700 

510 

0-957 

1,980 

665 

0-946 

pW&  t^^x 


7,000 

7,620 

8,250 

8,870 

9,500 

10,120 

10,750 

11,370 

12,000 
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Table  LXII. 

Variation  in  Rotary  Converter  Voltage  with  Van/ing  Load. 

Total  resistance  per  phase  =  0*01  ohm. 

Total  reactance  per  phase  =  O'Ol  ohm. 

64  per  cent,  compounding  at  full  load. 

Adjustment  for  unity  power  factor  at  three-quarter  load. 

Equivalent  voltage  at  the  generating  end  of  the  line  =  219*5  volts. 


ou 

% 

76 

% 

100 

% 

125 

% 

150 

% 

175 

% 

200 

% 

Generated 

Voltage. 

0W» 

597-5 

615 

t)2U 
631 

582 
645 

583 
576 

596 
594 

609 
610 

592 

621 

650 

676 

547 

578 

605 

589 
219  5 

629 

665 

710 

288-6    i 

1 

1 

527 

564 

599 

225-9 

232-2 

219-5 

225-9 

232-2 

620 
626 


628 
627 

238-6 
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Table   LXIII. — continued. 


Per  cent, 
of  Full 
Lioad.      I 


Commutator  Voltage. 


0 

25 

% 

50 

%  , 

75 

% 

100 

o/ 

/O 

125 

% 

150 

% 

175 

% 

200% 

1 

Generat«i  , 

Voltage. 

Th( 

600 

572 
559 


507 
465 


2200 


•03 

•03 

•02 

•03 

600 

600 

579 

697 

570 

593 

581 

565 

495 

638 

224-8 

233-5 

600 

609 
610 


586 


665 


239-5 


600 

560 
540 


465 


402 


220-8 


•04 

•04 

•03 

•02 

600 

600 

573 

577 

555 

665 

493 

610 

432 

453 

227  0 

231-0 

600 

590 
582 


634 


=  Ohm  ReHi'stanco. 


=  Ohm  Ueactaiice. 


475      I 


237-8 


The  results  in  Table  LXIII.  are  plotted  in  the  row  of  curves  of  Fig.  160,  the  whole 
group  comprised  in  this  row  corresponding  to  an  adjustment  for  unity  power  factor  at 
three-quarter  load,  with  64  per  cent,  compounding  at  full  load,  the  total  full  load 
excitation  thus  consisting  of 

6,000  shunt  ampere  turns  per  pole  and 
3,830  series  ampere  turns  per  pole. 


The  Effect  of  a  Change  in  the  Adjustment  of  the  Compounding, 

Suppose  the  field  excitation  is  so  rearranged  that  it  shall  at  no  load  give  7,000 
ampere  turns,  at  three-quarter  load  8,870  ampere  turns,  and  at  full  load  9,600 
ampere  turns,  there  thus  being  36  per  cent,  compounding  at  full  load.  This  adjust- 
ment is  indicated  by  the  broken  line  c  din  Fig.  151,  and  corresponds  to  the  values  given 
in  Table  LXIV.  for  the  amperes  input  per  phase  at  various  outputs,  the  energy  com- 
ponent, the  wattless  component,  the  efficiency  and  the  power  factor. 


Table  LXIV. 

Rotary  Converter  adjusted  for  Unity  Poiver  Factor  at  Three-quarter  Load  and 

36  jper  cent.  Compounding  at  Full  Load. 


ttrc-^r*  of  Full 
Load  Amperes 
Output  from 
Commutator. 


0 

25% 
60% 
75% 
100% 
125% 
150% 
175% 
200% 


Commercial 
Efficiency  of 

Rotary 
Converter. 


0% 
88-0  % 
94-3 
96-5 
96-0 
95-5 
94-8 
93-6 


% 

°^ 
% 

% 

% 


92-0  % 


Y  Amperes 

Input  to  Rotary 

Converter 

per  Phase. 


880 

370 

500 

720 

983 

1,215 

1,490 

1,775 

2,090 


Energy 

Component  of 

Amperes  Input. 


25 

255 

485 

720 

975 

1,190 

1,440 

1,700 

1,980 

^83  ~ 


"Wattless 

Component  of 

Amperes  Input. 


380 
266 
123 
0 
115 
244 
388 
510 
665 


Power  Factor. 


0-066 
0-680 
0-970 
1-000 
0-991 
0-980 
0-967 
0-957 
0-946 


Field 

Exciution 

(Ampere  Turns 

per  Spool). 


7,000 

7,620 

8,250 

8,870 

9,500 

10,120 

10,750 

11,370 

12,000 
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The  results  in  Table  LXIV.  are  plotted  in  Fig.  158  (facing  p.  182).  A  set  of  results 
has  next  been  calculated  for  the  performance  of  the  rotary  converter  with  this  new 
adjustment,  when  operated  under  the  same  conditions  of  reactance  and  resistance  as 
when  adjusted  for  64  per  cent,  compounding.    The  results  are  compiled  in  Table  LXV. 


Table  LXV. 

36  per  cent.  Compounding  at  Full  Load,  Adjustment  for  Unity  Power  Factor  at 

Three-quarter  Load. 


Per  cent. 

Commatator  Voltage. 

of  Full 
Loud. 

•01 

•01 

■01 

•01 

•02 
•01 

•02 
•02 

•02 

•02 

=  Ohm  Resistance. 

•01 

•02 

•03 

'04 

•08 

•04 

=  Ohm  lieactance. 

0 

26% 

50% 

75% 

100% 

600 

600 

600 

600 

600 

600 

600 

600 

593 
589 

600 
599 

605 
607 

611 
617 

579 
570 

586 
578 

593 

587 

601 

598 

125% 
150% 
175% 
200% 

578 

595 

609 

622 

537 

553 

565 

578 

570 

587 

603 

615 

1 

509 

528 

540 

551 

Generated 
Voltage. 

216-8 

220-6 

224-4 

228-2 

216-8 

220-6 

224-4 

228-2 

Per  cent. 

Commutator  Voltage. 

of  Full 
Load. 

•08 

•03 

•03 

•03 

•04 

•04 

•04 

•04 

=  Ohm  Resistance. 

•01 

•02 

•03 

•04 

•01 

•02 

•03 

•04 

=  Ohm  Reactance. 

0 

25% 

600 

600 

600 

600     1 

600 

600 

600 

600 

50% 

75% 

100% 

125% 

565 
550 

572 
560 

580 
566 

586 
577 

553 
530 

660 
539 

566 
549 

575 
557 

150% 
175% 
200%    , 

1 

495 

512 

523 

535 

454 

468 

480 

493 

451 

469 

480 

487 

892 

406 

416 

423 

Generated 
Voltage. 

216-9 

220-7 

224-5 

228-3 

217-5 

220-9 

224-8 

229-2 

The  curves  embodying  the  results  of  Table  LXV.  are  to  be  found  in  the  row  of 
curves  in  Fi^.  161,  entitled  "  36  per  cent.  Compounding." 


The  Effect  of  Operating  the  Rotai-y  Converter  with  Shunt  Excitation  alone. 

We  shall  next  investigate  the  action  of  this  rotary  converter  when  shunt-excited, 
and  with  9,000  ampere  turns,  at  full  load,  this  giving  unity  power  factor  at  full  load 
and  980  amperes  input  per  phase. 
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The  straight  Unee/ drawn  in  Fig.  151  through  the  points 

9,500  —  210  and 

9,000  —  980 
gives,  by  its  points  of  intersection  with  the  characteristic  curves  at  various  loads,  the 
values  entered  in  Table  LXVI. 

Table  LXVI. 

Rotary  Converter  tvith  SImnt  Excitation, 

ue.y  with  0  per  cent,  compounding,  and  adjusted  for  unity  power  factor  at  full  load. 


Per  cent,  of  Full- 

load  Amperes 

Output  from 

Commutator. 

Commercial 
Efficiency  of 

Rotary 
Converter. 

Y  Amperes 

Input  to  Rotary 

Converter 

per  Phase. 

Energy 

Component  of 

Amperes  Input. 

Wattless 

Component  of 

Amperes  Input. 

Power  Factor. 

Field 

Excitation 

(Ampere  Turns 

per  Spool). 

0 

0% 

210 

25 

208 

0119 

9,500 

25% 

88-0% 

320 

256 

193 

0-797 

9,400 

50% 

94-3  % 

503 

485 

140 

0  965 

9,250 

75% 

95-5  % 

726 

720 

70 

0-994 

9,150 

100% 

96-0  % 

980 

980 

0 

1000 

9,000 

125% 

95-5  % 

1,195 

1,190 

80 

0996 

8,800 

150% 

94-8% 

1,448 

1,440 

142 

0-995 

8,600 

175% 

93-5  % 

1,710 

1,700 

200 

0-994 

8,400 

200% 

92-0% 

1,995 

1,980 

245 

0-993 

8,200 

The  results  in  Table  LXVI.  are  plotted  in  the  curves  in  Fig.  159,  from  which  it 
is  seen  that  for  the  rotary  converter  with  shunt  excitation  there  is  practically  no 
wattless  component  available  for  magnetisation  and  demagnetisation  in  regulation. 

For  a  resistance  of  0*01  ohm  and  a  reactance  of  0*01  ohm  per  phase,  and  with 
222*6  volts  at  the  generator,  the  regulation  is  as  follows : — 

No  load Commutator  voltage  =  632 

Full  load „  „       =  600 

2  X  full  load      ....  „  „       =  562 

For  a  resistance  of  0*01  ohm  and  a  reactance  of  0*04  ohm  per  phase  and  a 
generator  voltage  =  222*6 : — 

No  load Commutator  voltage  =  660 

Full  load „  „       =  600 

2  X  full  load      ....  „  „       =  667 

For  a  resistance  of  0*02  ohm  per  phase,  the  values  set  forth  in  Table  LXYII. 
were  obtained. 

Table  LXVII. 
Shunt  Excitation  and  a  Resistance  of  0*02  Ohm  per  Phase, 


Ohm  Beactance  per  Phase 

0-01 

0-02 

0-03 

0-04 

GeDerator  Voltage            .... 

232 

233 

234 

236  0 

• 

Commutator  Voltage. 

No  Load 

663 

.   678 

696 

725 

Full  Load 

600 

600 

600 

600 

1-25  X  Full  Load 

— 

— 

565 

1-5    X  Full  Load 

— 

521 

1-76  X  Full  Load 

546 

527 

^^.M* 

■^"  ™ 
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The  values  in  Table  LXVII.  are  plotted  in  the  second  group  of  curves  of  Fig.  162. 

The  curves  in  Fig.  163  summarise  the  results  for  "  64  per  cent,  compounding," 
"36  per  cent,  compounding,"  and  for  shunt  excitation  (i.e.,  no  compounding). 

Taking  the  diagrams  of  Figs.  160  to  163  in  vertical  rows,  those  at  the  left  correspond 
to  low  line  resistance ;  and  the  further  one  goes  towards  the  right  the  greater  is  the 
line  resistance.  The  curves  of  the  upper  left-hand  diagram,  where  the  line  resistance 
is  low  and  the  compounding  high,  are  in  striking  contrast  to  those  lower  down  and 
towards  the  right,  where  the  line  resistance  is  greater  and  the  compounding  lower. 

The  results  of  this  investigation,  as  brought  together  in  the  groups  of  curves  of 
Figs.  160  to  163,  afford  ample  evidence  that  only  in  cases  where  the  distance  of  trans- 
mission is  so  short,  the  voltage  so  high,  or  the  outlay  for  cables  so  great  that  a  very 
low  resistance  per  phase  is  obtained,  can  rotary  converters  be  satisfactorily  operated 
for  automatic  control  of  the  commutator  voltage  for  practically  constant  voltage  at  all 
loads,  much  less  then  for  5  per  cent,  or  10  per  cent,  higher  commutator  voltage  at  full 
load  than  at  no  load.  Even  with  a  low  resistance  per  phase,  it  is  necessary  to  provide 
large,  expensive,  and  wasteful  auxiliary  reactance  coils  in  order  to  obtain  satisfactory 
voltage  control  by  automatic  phase  adjustment,  and  for  anything  more  than  a  very 
low  resistance  per  phase,  there  is  soon  reached  a  value  of  the  reactance  beyond  which 
it  is  ineffective  in  producing  improved  conditions  in  this  respect.  In  fact,  with  shunt 
excited  rotary  converters,  as  may  be  seen  from  the  curves  in  Fig.  162,  and  even  with  a 
small  percentage  of  series  winding,  reactance  makes  the  regulation  still  worse.  The 
curves  also  show  the  great  importance  of  a  large  percentage  of  series  winding  from 
the  standpoint  of  regulation  of  the  commutator  voltage  by  phase  control. 

It  must  further  be  remembered  that  these  estimations  have  been  made  upon  a 
rotary  converter  of  very  liberal  design.  From  any  other  standpoint  than  that  of 
regulation,  a  much  cheaper  design  would  have  been  permissible,  but  would,  so  far  as 
relates  to  this  feature  of  voltage  control,  have  led  to  decidedly  worse  results.  In 
consequence  of  the  absence  of  armature  reaction  in  rotary  converters  operated  at  unity 
power  factor,  such  a  machine  should,  in  the  interests  of  an  economical  design,  be 
proportioned  with  a  strong  armature  and  with  a  magnetic  circuit  of  small  cross- 
section;  the  saturation  should  also  be  high,  as  also  the  **  nominal  *'  current  density 
in  the  armature  conductors,  because  of  the  partial  mutual  neutralisation  of  the 
alternating  current  by  the  continuous-current  components  of  the  total  current.  All 
these  features  have,  however,  to  be  partly  sacrificed  in  the  interests  of  phase  control. 
Then,  again,  the  weaker  the  series  winding,  the  higher  is  the  average  power  factor  of 
a  rotary  converter  operated  in  this  manner.  This  may  be  seen  by  comparing  the 
curves  of  Figs.  152,  158,  and  159.  Thus,  again,  we  see  that  good  automatic  com- 
mutator voltage  regulation  by  phase  control  requires  a  poor  power  factor  at  all  except 
a  very  narrow  range  of  loads. 

Practical  A2:>plication  of  these  Principles. 

It  should  be  of  interest  to  apply  these  principles  to  a  typical  case,  and  as  very 
complete  data  have  been  published  ^  on  the  Central  London  Railway,  this  installation 
may  be  chosen  for  our  purpose. 

Owing  to  the  short  distance  of  6  miles  from  the  power-house  to  the  most  remote 
sub-station,  the  conditions  are  especially  favourable  to  a  fair  showing  for  rotary 
converters.     The  original  sub-station  installation  consisted  mainly  of  six  900-kilowatt 

*  See  Engineering,  February  18th,  25th,  and  March  4th,  1898;  Electrical  BevietVf  June  Ist, 
8th,  15th,  22nd,  and  29th,  1900. 
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rotary  converters,  twenty -one  300-kilowatt  air  blast  transformers,  with  blower  sets  for 
circulating  the  air  through  them,  and  all  necessary  switchgear  and  auxiliary  apparatus. 
These  were  located  in  three  sub-stations,  distant  respectively  1|,  8^,  and  6  miles 
from  the  generating  station.  The  average  distance  is,  therefore,  about  3^  miles.  The 
high  tension  cable  equipment  for  the  whole  plant  comprised  30,500  ft.  of  lead- 
sheathed,  paper-insulated  three-core  cables  of  a  cross-section  of  0*1875  sq.  ins.  of 
copper  per  core  and  64,000  ft.  of  lead-sheathed,  paper-insulated  three-core  cables  of  a 
cross-section  of  0*125  sq.  in.  of  copper  per  core. 

Taking  the  cost^  of  these  two  cables  at  iJSOO  per  mile  and  £600  per  mile 
respectively,  the  total  cost  is  made  up  as  follows  : — 

Cost  for  01875  sq.  in.  cables  %V#  X  800 je4,620 

„      „    0-125         „         „       -WsV^  X  600 7,380 

jei2,000 
88  per  cent,  for  connections  in  power-house  and  sub-stations  '^     .         4,000 

Total  outlay  for  cables £16,000 

or  £80  per  kilowatt  rated  output  of  rotary  converters  installed. 

Take  the  cost  of  the  rotary  converters  at  £2'5  per  rated  kilowatt,  and  of  the  air 
blast  transformers  and  ventilating  motors  at  £1  per  rated  kilowatt,  and  sub-station 
switchboards  and  gear  at  £1  per  rated  kilowatt  of  sub-station. 

6  X  900  X  2-5        .         .  Jei8,500  for  six  rotary  converters. 
21  X  800  X  1*0        .        .     JS6,800  for  twenty-one  air-blast  transformers  and  ventilating  motors. 
6  X  900  X  I'O        .         .     J£5,400  for  switchboards  and  gear. 

While  the  above  costs  are  made  up  from  round  figures,  they  are  fairly 
representative  of  the  market  prices  of  that  date.  If  one  were  to  lay  out  a  plant  of 
similar  capacity  using  motor-generators,  two-thirds  as  great  total  copper  cross-section 
in  the  cables  would  be  ample,  less  subdivision  of  the  cables  would  be  necessary,  and 
three  independent  cables  from  the  power-house  would  give  fully  as  great  security  as 
the  four  cables  employed  in  the  rotary  converter  installation.  Hence  the  individual 
cables  would  have  but  slightly  less  cross-sections  of  copper  per  core,  and  the  specific 
cost  would  be  but  slightly  increased.  The  cost  for  cables  thus  becomes  1*03  X  0*67 
X  16,000  =  ±-11,000. 

Taking  the  cost  of  motor-generator  sets  as  75  per  cent,  higher  than  that  of  the 
rotary  converters  gives 

1-75  X  £13,500  =  £23,600  for  motor-generators. 
The  transformer  item  falls  out. 

The  outlay  for  switchboards  and  gear  may  be  taken  two-thirds  as  great  per 
kilowatt,  since  the  number  of  panels,  switches,  bus-bars,  etc.,  may  be  greatly  reduced 
and  simplified. 

Outlay  for  switchboards  and  gear  =  0*67  X  £5,400  =  £3,600. 

*  Rough  published  data  for  cost  of  cables  may  be  found  in  Appendix  VIII.  of  Mr.  O'Gorman's 
paper  on  the  "  Insulation  of  Gables "  ("  Proceedings  of  the  Institution  of  Electrical  Engineers  " 
(1901),  Vol.  XXX.,  p.  680),  in  Mr.  Earle's  paper  on  "The  Supply  of  Electricity  in  Bulk" 
(**  Proceedings  of  the  Institution  of  Electrical  Engineers  "  (190*2),  Vol.  XXXI.,  p.  895),  and  in 
Mr.  Stewart's  paper  on  "The  Influence  of  Sub-station  Equipment  on  Cost  of  Electricity  Supply'* 
("  Proceedings  of  the  Institution  of  Electrical  Engineers  "  (1902),  Vol.  XXXI.,  p.  1122).  See  also 
Chapter  VIII.,  **  The  High  Tension  Transmission  Line." 

*  This  percentage  is  high  in  the  case  in  question,  because  of  the  very  short  distance  between 
sub-stations. 
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Table  of  Comparativb  Costs. 


High  tension  cables       .        .    '    . 

Rotary  converters 

Motor-generators 

Step-down  transformers  and  ventilating  sets 
Sub-station  switchboards  and  gear 


Rotaiy 

Motor- 

Converters. 

Generators. 

jei6,ooo 

jeii,ooo 

13,500 

23,600 

6,800 

— 

5,400 

3,600 

£41,200 

£38,200 

Whether  the  interest  on  this  7  per  cent,  less  outlay  for  the  motor-generator  scheme 
would  offset  the  3  per  cent,  to  6  per  cent,  lower  efficiency  of  operation  would  require 
a  careful  analysis  of  the  operating  costs. 

Moreover,  it  is  highly  probable  that  a  still  less  proportional  initial  outlay  for 
cables  would  be  permissible  with  motor-generators,  if  the  interest  on  the  saving 
justified  the  decreased  economy  in  operation.  The  cross-section  of  cables,  so  far  as 
reliability  in  service  is  concerned,  would  be  determined  from  the  point  of  view  of  the 
permissible  current  density,  or  rather  the  permissible  heating,  and  not  from  that  of 
the  permissible  drop. 

It  is  by  no  means  intended  here  to  assert  that  in  the  Central  London  plant  the 
use  of  motor-generators  would  have  led  to  ultimate  higher  earning  capacity  ;  but  so 
much  data  has  been  given  to  the  public  on  this  particular  plant  as  to  permit  of  a  fair 
comparison  on  the  basis  of  published  data.  It  serves  to  illustrate  the  basis  on  which 
a  comparison  should  be  made,  and  shows  th^t  with  longer  systems,  requiring  a  greater 
proportional  outlay  for  high  tension  cables,  the  balance  tends  towards  showing  an 
economic  advantage  to  be  gained  by  the  use  of  motor-generators. 

To  emphasise  the  importance  of  these  considerations  we  propose  to  describe 
the  case  of  an  extensive  trajnway  plant  in  a  large  city  in  South  America  in  which  the 
high  tension  cables  installed  were  utterly  inadequate  for  permitting  of  good  automatic 
regulation  of  the  voltage  at  the  commutators  of  the  rotary  converters  installed  at  the 
more  distant  sub-stations.  The  plant  was  provided  with  three  sub-stations,  A,  £,  and 
C,  and  the  installation  of  rotary  converters  and  cables,  and  the  distances  from  the 
power-house  to  each  of  the  sub-stations  are  set  forth  in  Table  LXVIII. 

Table  LXVIII. 
Some  Data  of  a  Rotary  Converter  Installation, 

Designation  of  sub-station A  B  C 

Number  of  400-kilowatt  rotary  converters  at  each  sub- 
station   3  3  3 

Number  of  rotary  converters  to  be  considered  as  reserve  111 

Number  of  three-core  high  tension  (6,650-volt)  cables    .222 
Cross-section  per  core,  square  millimetres      ...  30  30  30 

Length  of  each  cable,  metres 3,400        5,900        8,800 

Length  of  each  cable  in  miles 2"11  3*66  5*16 

Resistance  per  core  at  15  degrees  Centigrade  in  ohms    .        1*92  3'34  4*69 



The  regulation  was  calculated  for  sub-stations  A  and  C  (i.e.,  for  the  nearest 
sub-station  and  for  the  most  distant),  under  the  assumption  in  each  case  that  both 
cables  in  the  sub-station  were  in  service,  that  two  out  of  the  three  rotary  converters 
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at  each  sub-station  were  running,  and  that  the  voltage  at  the  generating  station  was 
maintained  constant  at  6,650  volts. 

In  Figs,  164,  165,  166,  and  167  the  results  have  been  plotted  in  curves. 

From  these  curves  we  see  the  futility  of  employing  reactance  coils  in  this  case 
to  improve  the  regulation. 

The  compounding  of  the  rotary  converters  had  been  proportioned  so  that  at 
rated  load  some  25  per  cent,  of  the  excitation  was  supplied  by  the  series  coils.  The 
observed  and  calculated  no- 
load  and  full-load  phase 
characteristics  of  the  rotary 
converters  are  given  in  the 
curves  of  Fig.  168.  A 
higher  percentage  of  series 
winding  ought  to  have  been 
employed  at  any  rate  in 
the  rotaries  in  the  most 
distant  sub-station,  and  at 
that  sub-station  a  lower 
ratio  of  transformation  in 
the  step- down  transformers 
would  have  been  prefer- 
able. The  only  radical 
remedy  for  such  a  case, 
however,  consists  either  in 
substituting  motor  genera- 
tors or  in  greatly  increasing 
the  equipment  of  high 
tension  cables. 

From  the  standpoint 
of  capital  outlay,  designs 
for  each  of  these  two  plans 
should  have  been  prepared 
and  compared. 

In  an  article  contri- 
buted to  The  ElectHcal 
Review,^  one  of  the  present 
writers  expressed  himself 
on  this  question  as 
follows : — 

*'  A  good  deal  has  been 
written  on  subjects  relating 
to  the  relative  merits  of 
rotary  converters  and  motor- 
generators,  low-speed  and  high-speed  engines,  and  on  parallel  running.  The  three 
questions  have  a  more  decided  bearing  upon  one  another  than  appears  to  be  realised, 
In  fact,  while  the  present  article  deals  with  no  strictly  new  idea,  it  has  been  written  as 

1  "Choice  of  Type  and  Periodicity  for  Electric  Traction  Plant '*  (H.  M.  Hobart):  Electrical 
Beview,  May  24th,  1901,  p.  872. 
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Fig.  168.    400-K.w.  Rotary  Converter  Characteristic 

Phase  Curves. 
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the  result  of  a  conviction  that  the  logical  consequences  of  the  experience  of  the  last 
few  years  in  these  matters,  have  not  yet  been  clearly  appreciated.  Though  many 
writers  bring  out  interesting  and  useful  conclusions,  all  seem  to  have  missed  the 
main  point. 

**  Polyphase  transmission  systems  with  rotary  converter  sub-stations  have  now 
been  installed  in  large  numbers  and  operated  with  very  gratifying  results.  Whatever 
considerable  difficulties  have  been  met  with  in  their  operation,  have  been  attributable 
to  lack  of  sufficiently  uniform  angular  velocity  in  the  prime  movers.  The  writer  quite 
disagrees  with  a  current  opinion  that  "  hunting  "  difficulties  in  rotary  converters  are 
ever  due  to  causes  other  than  those  originating  in  this  lack  of  perfectly  uniform 
angular  velocity  in  the  prime  movers ;  at  any  rate,  any  other  causes  are  of  the  most 
subordinate  importance.  Given  a  uniform  angular  rotation  of  the  generators,  the  way 
is  perfectly  clear  for  entirely  satisfactory  operation  of  the  rotary  converters  without 
any  damping  or  other  equivalent  auxiliary  devices.  A  consideration  of  the  matter  of 
obtaining  sufficiently  close  phase  regulation  in  the  generators,  leads  to  the  following 
observations : — 

**  Two  entirely  different  classes  of  generating  plant  are  at  present  being  advocated 
t^  engineers,  and  there  is  not  the  slightest  likelihood  that  within  less  than  several 
years  electrical  manufacturers  will  be  relieved  from  the  necessity  of  supplying 
apparatus  of  two  altogether  different  types.  These  two  types  are  respectively  those  for 
high-speed  and  those  for  low-speed  engines.  Take  as  a  representative  instance  the  case 
of  a  central  station  to  be  equipped  with  several  1,000-h.p.  units.  In  the  one  case  these 
will  be  arranged  to  run  at,  say,  250  revolutions  per  minute,  in  the  other  at  about  83 
revolutions  per  minute.  In  the  former  case  the  problem  of  operating  rotary 
converters  satisfactorily  is  greatly  simplified.  The  customary  lowest  limit  for  the 
periodicity  is  25  cycles  per  second.  This — for  the  speed  assumed — requires  but 
12  poles.  A  further  customary  requirement  is  that  the  phase  deviation  from  perfect 
uniformity  shall  never  exceed  2*5  degrees,  or  0*7  per  cent.  Hence  the  displacement  in 
space  from  the  positions  corresponding  to  absolutely  uniform  angular  rotation  must  not 

exceed E?^ '  =  0*12  per  cent,  of  the  entire  circumference.     With  an  engine 

6 

exerting  a  fairly  uniform  turning  moment,  and  at  the  relatively  high  speed  of  250 

revolutions  per  minute,  this  should  not  require  an  excessively  large  fly-wheel.     The 

case  would  be  very  different  for  the  low-speed  generator.     At  83  revolutions  per  minute 

36  poles  would  correspond  to  25  cycles  per  second,  and  the  angular  deviation  from 

uniformity  would  have  to  be  less  than  0*04  per  cent.,  which  for  the  low  speed  of 

83  revolutions  per  minute  would,  for  the  best  of  such  engines,  require  a  tremendous 

fly-wheel.     In  practice  a  less  close  degree  of  regulation  would  probably  be  decided 

upon,  and  the  rotary  converters  would  be  made  to  run  satisfactorily  by  wrought-iron 

pole-faces,  damping  plates,  or  pole-face  damping  windings,  or  the  generators  might  be 

equipped  with  similar  devices.     But  these  will  not  result  in  so  satisfactory  working 

as  would  be  the  case  with  a  plant  in  which  no  such  troublesome  tendencies  exist. 

Moreover,  at  least  1  per  cent,  or  2  per  cent,  of  energy  would  doubtless  be  dissipated  in 

such  devices.    For  the  low-speed  plant  the  writer  would  be  inclined  to  lower  the 

periodicity  to,  say,  one-third  of  the  present  customary  minimum   value— i.e.,   to 

8J  cycles  per  second,  and  to  employ  generators  with  but  12  poles.    At  this  low 

periodicity,  step-down  transformers  would  be  very  expensive,  and  thB  writer  would 

abandon   rotary  converters  and  equip  the  sub-stations  with   6-pole  high   potential 

synchronous  motors   running  at   165   revolutions  per  minute,  direct  connected   to 
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first-class  600-volt  railway  generators.  The  lower  efficiency  of  such  a  set— as 
compared  with  step-down  transfonners  and  rotary  converters — would  be  so  nearly 
ofTset  by  the  decreased  energy  requiring  to  be  expended  in  devices  for  overcoming 
hunting,  as  to  bring  the  commercial  efficiencies  of  the  two  plants  within  2  per  cent,  or 
3  per  cent,  of  one  another.  It  must  also  be  remembered  that  there  are  two  distinct 
difficulties  thus  overcome,  or  at  least  greatly  modified — first,  the  paralleling  of  the 
generators  with  one  another ;  and,  secondly,  when  that  is  successfully  accomplished, 
it  still  remains  an  open  question  whether  the  combined  parallel  running  is  sufficiently 
free  from  angular  deviations  to  deliver  satisfactorily  constant  periodicity  to  the  rotary 
converters.  The  writer  agrees  with  the  views  of  some  other  engineers  that  it  is  open 
to  question  whether  the  most  liberal  of  fly-wheels  will  necessarily  lead  to  satisfactory 
parallel  running  of  the  generators.  Quite  contrary,  however,  to  the  general  opinion, 
the  writer  believes  that  the  larger  the  momentum  of  the  rotor  of  the  rotary  converter, 
the  more  independent  will  it  be  of  these  disturbing  tendencies.  This  latter  opinion, 
however,  does  not  affect  the  conclusions  reached  in  the  present  article. 

"  Of  the  higher  cost  of  sub-station  motor- genera  tors  as  compared  with  step-down 
transformers  and  rotary  converters,  it  may  be  said  that  the  great  simplification  in  switch- 
board apparatus,  the  less  need  for  close  regulation  in  the  high  tension  mains,  the 
dispensing  with  all  auxiliary  devices  required  for  voltage  adjustment  and  the  far  less 
skilled  attendance  required,  will  largely  or  altogether  offset  the  difference  in  cost. 
Moreover,  the  railway  generator  employed  in  the  sub-station  would  be  of  the  normal 
construction  best  suited  for  the  requirements,  and  such  a  machine  of  the  highest 
grade  may,  owing  to  standardisation  and  keener  competition,  be  obtained  from  the 
manufacturers  at  a  cost  much  less  in  excess  of  that  of  a  rotary  converter  than  that 
represented  by  the  intrinsic  values  of  material  and  labour  in  the  two  machines. 

"  In  concluding,  the  writer  would  sum  up  his  opinion  as  follows : — For  future 
traction  projects,  the  rotary  converter  should  be  superseded  by  the  motor-generator, 
and  the  periodicity  sliould  be  still  further  lowered  for  the  case  of  very  slow-speed 
steam  engines ;  but  it  may  often  still  be  advantageous  to  employ  rotary  converters, 
and  at  25  cycles  per  second,  for  plants  where  the  generators  are  direct  connected  to 
high-speed  engines." 

Subsequent  events  have  slowly  led  up  to  a  more  general  recognition  of  the 
correctness  of  this  standpoint  than  was  obtained  at  the  time  of  writing.^ 

The  Use  of  Accumulators  in  Sub-stations. 

For  working  in  parallel  with  rotary  converters,  some  different  considerations  arise 
from  the  case  of  working  in  parallel  with  generators. 

In  Germany,  accumulators  have  been  widely  used  in  parallel  with  shunt 
generators  for  tramway  plants,  the  characteristic  of  the  generator  falling  preferably 
a  great  deal  more  than  the  battery  characteristic. 

But  the  conditions  corresponding  to  the  operation  of  rotary  converters  in 
sub-stations,  require  for  most  satisfactory  results,  a  reasonably  good  regulation.  Thus 
one  rarely  permits  in  the  high  tension  cables,  more  than  6  per  cent,  drop  on  the 
maximum  probable  load,  and  only  by  resorting  to  line  and  transformer  reactance, 
potential  regulators,  Alioth  device,  etc.,  can  one  vary  materially  the  commutator 
voltage  of  the  rotary  converter.     This  is  leading,  in  France  and  America,  to  the 

*  See  contaibutiona  by  Eborall  in  reply  to  this  article :  Electrical  Review,  June  7th,  1901,  p.  968, 
and  June  14th,  1901,  p.  1009. 
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gradaal  introdaction  as  a  standard  system,  of  employing  a  compoond-vomid  booster 
in  series  with  the  battery  in  parallel  with  the  rotary  converter.  The  battery 
and  compound- wound  booster  in  series  have  a  resultant  characteristic  approximately 
a  straight  line,  i.e.,  they  have  the  same  terminal  voltage  for  all  values  of  the 
charging  and  discharging  current,  and  hence  a  comparatively  trifling  inherent  drop 
in  a  shunt- wound  rotary  converter  suffices  to  permit  of  adjustments  such  that  the 
system  regulates  automatically,  and  the  rotary  converter  delivers  a  constant  load, 
which,  according  to  the  conditions  from  instant  to  instant  in  the  circuit  supplied, 
goes,  either  partly  or  wholly,  directly  to  this  circuit,  or  is  devoted  to  charging  the 
battery.     The  voltage  is  furthei*more  automatically  maintained  constant. 

In  such  a  system  the  variations  in  load  on  the  generating  station  would 
generally  not  much  exceed  10  per  cent. ;  hence  one  would  at  any  time  place  in  service 
only  a  sufficient  number  of  generating  sets  to  carry  the  average  load  at  their  most 
efficient  point  of  working.  Hence  the  generators  would  only  require  to  have  an 
overload  capacity  of  about  25  per  cent,  for  an  hour  or  so,  this  being  a  very  different 
state  of  affairs  from  su])plying  generating  sets  capable  of  carrying  a  load  rapidly 
fluctuating  in  the  ratio  of  one  to  two,  or  even  more.  In  the  same  way  the  rotary 
converters  are  supplied  on  the  basis  of  only  a  safe  margin  above  constant  average  load. 

The  high  tension  cables  also  only  require  to  be  large  enough  to  have  the 
prescribed  drop  at  average  instead  of  maximum  load,  and  this  introduces  a  very 
great  saving. 

But  it  is  fallacious  to  look  for  good  results  from  this  system  under  any  other 
conditions  than  that  a  very  liberal  storage  battery  be  installed,  this  not  with  the 
object  of  using  it  up  to  anywhere  near  its  rated  capacity,  but,  in  the  first  place,  in 
recognition  of  the  fact  that  batteries  still  deteriorate,  even  with  the  best  of  handling, 
much  more  rapidly  than  at  the  guaranteed  rate,  in  the  second  place,-in  order  to 
secure  thoroughly  good  voltage  regulation,  and,  in  the  third  place,  to  thus  have  for 
a  short  time,  independently  of  the  dynamo-electric  machinery,  a  source  of  supply 
ample  for  handling  the  entire  load.  With  anything  less  than  this,  one  is  obliged 
to  provide  spare  sets  to  almost  the  same  extent  as  for  a  system  without  accumulators. 

Take  a  case  for  illustration  : — 

Suppose  a  sub-station  is  required  for  furnishing  a  600-volt  load  having  peaks 
touching  a  maximum  of  2,500  amperes,  but  having  an  average  load  of  only  1,000 
amperes.  In  this  sub-station  should  be  installed  three  400-kilowatt  rotary 
converters,  one  being  spare,  and  an  accumulator  for  2,000  amperes  for  1  hour. 
Only  in  the  remotely  possible  case  of  an  accident  during  time  of  heavy  service 
shutting  down  the  central  station  generators  would  there  be  any  probability  of 
drawing  more  than  75  per  cent,  rated  discharge  current  from  the  battery,  and  even 
the  entire  load  of  2,500  amperes  is  but  25  per  cent,  in  excess  of  the  rated  discharge 
current.  Normally  the  rotary  converters  would  be  adjusted  to  deliver  75  per  cent, 
of  their  full  load  of  1,830  amperes,  i.e.,  1,000  amperes,  constantly,  the  battery 
receiving  part  of  this  whenever  the  load  falls  below  the  average,  and  the  battery 
supplying  the  peaks  in  parallel  with  the  rotary  converters.  Hence  the  battery  is 
never  charged  at  a  higher  rate  than  1,000  amperes  (its  normal  charging  rate  is 
0*6  X  2,000  =  1,200  amperes),  and  at  this  rate  of  1,000  amperes  only  when  the 
external  load  is  zero,  which,  of  course,  practically  never  occurs.  The  battery  never 
discharges  at  a  higher  rate  than  1,500  amperes,  and  this  only  for  the  most  extreme 
peaks  of  the  load.  The  booster  would  not  be  proportioned  for  2,000  amperes — the 
battery's  rated  discharge  current — but  for  a  maximum  of  1,500  amperes  ;  for  in  the 
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Fig.  169.    Booster  Volt-Ampere  Characteristic 

Curves. 


case    of  a  disaster  requiring  the  temporary  shut-down  of  the  central  station,  the 

booster  would  also  shut  down,  and 

the     battery     would     temporarily 

supply   the  line  direct,  sometimes 

at    a     somewhat    reduced   voltage 

according  to  the  state  of  charge. 
Then,  if  the  accumulator  should 

be  out  of  service,  the  three  rotary 

converters    would    be    required   to 

handle  the  load,   and  could  do  it, 

as   their   normal  rated  capacity  is 

3  X  666  =  2,000  amperes,  and  the 

maximum  peaks  do  not  exceed  2,500 

amperes. 

Another     advantage     of    this 

larger  accumulator,  is  that  its  in- 
ternal resistance  is  lower :  hence  for 

the  loads  at  which  it  will  be  operated, 

its  regulation  and  its  efficiency  are 

jetter;  also  somewhat  less  voltage 

is   required    of  the  booster  (which 

makes  up  for  the  internal  drop  in 

the  battery  and  in  itself),  and  the 

boosters  may  be  a  trifle  smaller. 

Unless,  on  comparative  calculations,  a  plant,  even  with  such  a  liberally  pro- 
portioned accumulator,  shows  increased 
economy,  considering  both  first  cost, 
maintenance,  and  operating  costs,  no 
accumulator  should  be  used,  but  the 
system  should  instead  consist  of  gene- 
rating sets  with  ample  spares,  and 
high  overload  guarantees,  and  the 
equipment  of  high  tension  cables  and 
of  rotary  converters  (which  latter 
should  be  compound-wound)  should 
be  proportionally  liberal. 

But  in  the  event  of  there  being 
evident  economy  in  spite  of  the  liberal 
proportions  of  the  battery,  it  will  be 
of  interest  to  map  out  the  system  a 
little  more  in  detail : — 

A  representative  2,000-ampere  cell 
will  have,  when  used  as  a  buffer  battery 
for  1,500  amperes,  a  voltage  ranging 
from  2*4  when  fairly  charged,  down  to 
1'8  at  fairly  low  charge ;  the  average 
may  be  taken  at  2*05  volts. 
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Fig.  170.    Battery  Volt- Ampere  Characteristic 

Curves. 
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Obviously  when  the  pressure  on  no  load  has  risen  to  2*4  volts  per  cell,  the  battery 

pressure  will  be  700  volts.     The  excess  of  100  volts  must  be  offset  by  the  reversed 

shunt-winding  of  the  booster.  As 
the  charge  falls,  the  shunt  excita- 
tion must  be  weakened  by  the 
rheostat  in  the  shunt  field,  down  to 
2'1  volts  per  cell,  when  the  shunt 
field  is  0.'  Then  the  shunt  field 
should  be  reversed  again,  and 
causes  the  booster  to  help  out  the 
battery  for  the  range  of  from  2'1 
volts  down  to  1'8  volts  per  cell. 
When  the  voltage  has  reached  the 
low  value  of  1'8  per  cell,  the  accu- 
mulator voltage  is  but  1"8  X  294 
=  530  volts.  Hence  the  shunt- 
winding  must  supply  a  range  of 
700  —  530  =  170  volts ;  and  to 
be  reasonably  liberal,  we  must  take 
it  at  200  volts,  i.e.,  100  volts  in 
each  direction. 

The  series  winding  of  the 
booster  must  care  for  its  own 
internal  resistance  and  for  the 
internal  resistance  of  the  accu- 
mulator. 
The  apparent  internal  resistance  of  a  representative  2,000-ampere-hour  cell  may 

be  taken  roughly  as 

During  charge 0*000152  ohm  ; 

During  discharge 0"0001I2  ohm. 

Apparent  resistance  of  294  cells  during  charge  =  0*0445  ohm. 
,,  n  M  ,,  discharge  =  0*0330  ohm. 

Hence,  at  the  normal  condition  of  2*07  volts,  the  voltage  required  to  charge  with 

1,000    amperes    =    600    + 

1,000  X  00445  =  645  volts, 

and     the     terminal    voltage 

when  discharging  with  1,500 

amperes  =  600  +  1,500  X 

0*0330  =  550  volts.      Hence 

the  series  winding  must,  on 

discharge  with  1,500  amperes, 

add    50     volts,     and     when 

charging  with  1,000  amperes 

must  set  up  45  volts  in  oppo- 
sition to  the  battery  voltage. 
Hence   the  booster  cha- 
racteristic   curves    must    be 

those  shown  in  Fig.  169. 

These     booster     characteristics     combined     with     the     battery     volt-ampere 
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Fig.  171.  CoxxECTioN  Diagram  for  Battery-Booster 
Set  rx  Par-vllel  with  Two  Shtjnt-wouxd  Rotary 
Converters. 

B.C.  I.  and  R.C.  II.  =  Two  rotary  converters. 

A  =  Ammeter  with  zero  in  middle  of  scale. 

B  =«  Booster. 

C  =  Battery. 

R  =  Rheostat  in  shunt  field  of  booster. 

S   =  Shunt  field  of  booster. 

T  =  Series  field  of  booster. 

V  =  Diverter  shunt  to  series  field. 

Z   =  Reversing  switch  in  booster's  shunt  field. 
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Fig.  172.  Curves  of  Regulation  of  Rotary 
Converter,  Battery  and  Booster. 
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characteristics,   which  are  given  in  Fig.    170,  give  a  practically   constant  voltage 
across  battery-plus-booster,  of  600  volts. 

The  plan  described  makes  use  of  the  pure  compound- wound  booster.     A  number 
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of  very  excellent  and  advantageous  modifications  are  often  employed.     These  are  very 

•thoroughly  described  in  a  series  of  articles  in  the  Electrical  World  and  Engineer  (New 

York)   for  June  8th,   15th,  22nd,  29th, 

and    July   6th   and   13th,    1901.      The 

articles  are  by  Lamar  Lyndon,  and  are 

entitled  "  Storage  Battery  Auxiliaries." 

Of  these  the  first  four  articles  are  the 

more  important  as  relating  to  possible 

use  in  traction  work. 

But  inasmuch  as  a  rotary  converter 
sub-station  in  its  simplest  form  has 
already  a  good  many  necessary  con- 
nections and  switches,  it  would  not 
appear  desirable,  if  a  booster  battery 
set  is  added,  to  bring  in  any  but  the 
most  simple  form.  The  connections 
corresponding  to  this  form  are  shown 
in  Fig.  171.* 

In  Fig.  172  are  given  curves 
representing  the  voltage  regulation  of 
the  rotary  converter  and  of  the  battery, 
with  booster  for  varying  currents  on 
each. 

The  diagrams    in   Fig.    178   show 
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Fig.  174.  Curves  showing  Distribution  of 
Lo^u)  between  Rotaries  and  Battery- 
Booster. 


1  There  is  amongst  those  deecribed  in  Lyndon's  articles  one  especially  interesting  method 
covered  by  Hubbard's  United  States  Patent  651,661  (1890),  so  devised  that,  above  a  certain  limit, 
excesses  of  load  are  taken  by  the  generator  instead  of  by  the  battery.  It  would  appear  that  this 
would  probably  act  too  sluggishly  to  protect  a  battery  in  rapidly  changing  traction  loads. 
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the  Bubdivision  of  the  carrent  between  the    two  400-kilowatt  rotary  converters  and 
the  2,000-ampere-hour  battery. 

The  arrangement  gives  constant  potential  of  600  volts  at  the  continuous  current 

load  for  all  values  of  the  load. 

In  Fig.  174  are  given  curves 
showing,  for  any  value  of  the 
external  load,  the  distribution  of 
the  load  between  the  rotary  con- 
verter and  battery  plus  booster.^ 

The  booster  would  be  finallj^ 
adjusted  in  operation  so  that  the 
battery  charge  should  remain  about 
constant  under  the  average  con- 
ditions of  the  load,  tending,  taking 
the  day  through,  neither  to  charge 
nor  to  discharge. 

To  estimate  the  eflSciency  of 
such  an  arrangement,  we  must 
assume  a  load  curve  on  the  sub- 
station and   work    out   the   occur- 
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rences. 

The    load  curve   in    Fig.    175 

(assumed  merely  for  illustrative  purposes)  for  5  minutes,  averages  1,000  amperes. 

Table  LXIX.  gives  the  amperes  during  each  0'2  minute  (i.?.,  each  12  seconds),  in 

rotary  converter  and  in  battery. 

14  800 
Average  amperes  =      *        =  590  flowing  into,  or  out  of,  battery  and  booster. 

25 

Hence    during    these    6    minutes    there    have     been    sent    into    the    battery 

7  400 
25^  12  ~  ^^^  ampere  hours ;  i.^.,  in  an  hour    12  x  24'7  =  296  ampere  hours. 

The  same  amount  was  taken  out.  This  is  equivalent  to  current  flowing  through 
the  battery  at  the  rate  of  about  600  amperes.  The  apparent  internal  resistance 
(averages  of  charge  and  discharge)  equals  0039  ohm,  C^  R  loss  =  14,000  watts. 
Increase  this  to  17,000  watts  to  include  all  further  losses  in  battery  at  this  current. 

The  booster  installed  will  be  for  a  maximum  capacity  of  150  x  1,500  =  225,000 
watts  or  225  kilowatts;  but  as  this  is  the  maximum y  it  will  be  designed  for  a  maximum 
efficiency  at  about  half-load,  say  800  amperes  and  130  volts.  The  efficiency  of  a  set 
working  under  such  widely  varying  conditions,  will  not  be  high ;  it  may  be  taken  at 
80  per  cent,  for  all  loads  to  which  it  is  subjected  for  any  length  of  time,  although  in 
fact  this  will  vary  through  the  range  from  60  per  cent,  to  90  per  cent. 

As  the  load  on  the  rotary  converter  is  constant,  its  efficiency  may  be  taken  at 
94  per  cent. 

Of  the  average  current  of  1,000  amperes  going  to  the  load,  300  amperes  only 
reaches  the  load  after  passing  into,  and  out  of,  the   storage  battery  and   booster. 


1  Sudden  sharp  peaks  of  load  would  tend  to  be  taken  by  the  rotary  converter,  because  the 
inductance  of  the  booster  series  field  makes  it  act  somewhat  sluggishly.  This  is  an  advantage, 
as  tending  to  protect  the  battery  from  momentary  high  loads.  The  tendency  may  be  increased  by 
introducing  additional  reactances  in  the  booster  circuit. 
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Assume  that  the  booster  is  traversed  by  its  average  600  amperes  at  a  terminal  voltage 
of  75.     (This  voltage  varies  widely  according  to  the  state  of  charge.) 

75  X  600  =  45,000  watts. 

At  80  per  cent,  efficiency  this  corresponds  to  11,300  watts  lost  in  booster. 

Booster  loss  =  11,300 
Battery  loss  =  17,000 


Total       28,300 


Table  LXIX. 
Distribution  of  Ciurent  in  Rotary  Converter  and  Battery  for  a  Period  of  Five  Minutes. 


Time  in  Minutes. 


•0 
•2 
•4 
•6 
•8 
1-0 
1-2 
1-4 
1-6 
1-8 
2-0 
2-2 
2-4 
2-6 
2-8 
8-0 
8-2 
3-4 
3-6 
3-8 
4-0 
4-2 
4-4 
4-6 
4-8 


Amps,  from  Rotary 
Converter. 


Amps,  into  Battery. 


Amps,  out  of 
Battery. 


1,000 

600 

0 

1,000 

600 

0 

1,000 

600 

0 

1,000 

0 

1,500 

1,000 

0 

1,000 

1,000 

0 

1,000 

1,000 

0 

0 

1,000 

0 

0 

1,000 

0 

0 

1,000 

400 

0 

1,000 

0 

1,000 

1,000 

0 

1,000 

1,000 

0 

1,000 

1,000 

0 

100 

1,000 

600 

0 

1,000 

600 

0 

1,000 

600 

0 

1,000 

600 

0 

1,000 

600 

0 

1,000 

600 

0 

1,000 

600 

0 

1,000 

600 

0 

1,000 

200 

0 

1,000 

200 

0 

1,000 

0 

800 

7,400 

7,400 

The  total  output  from  the  two  rotary  converters,  with  its  constant  load  of  1,000 
amperes,  is  600  kilowatts.  This,  at  94  per  cent,  efficiency,  corresponds  to  638,000  watts 
input  and  to  600,000  —  28,300  =  571,700  watts  delivered  from  the  sub-station. 
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571*7    X    100 
Hence    the  net    eflSciency  is    aqq^o ~    ^^^    P^^    cent.,    say  89   per 

cent.,  as  against  the  94  per  cent,  that  it  would  have  been  without  the  extra  trans- 
formation. 

But,  with  the  widely  varying  loads  occurring  in  sub-stations  with  compound- wound 
rotary  converters  and  no  accumulators,  the  average  efficiency  could  not  be  expected  to 
exceed  92  per  cent,  when  the  converter's  full  load  efficiency  is  95  per  cent. 

These  294  cells  would  not  be  supplied  for  less  than  £'8,000. 

Accumulator £8,000 

Booster 1,000 

Three  400-kilowatt  rotaries  at  ^900  each 2,700 

Ten  static  transformers  at  £SdO  etwih 3,500 

Switchboard,  wiring,  cables,  and  all  other  accessories  in  sub-station  1,000 

Sub-Station  building 1,500 

Complete  cost  i^er  sub-station        ....     J£17,700 


Vie  must  make  a  comparative  estimate  of  the  cost  of  all  those  amongst  the  above 
items  which  will  be  chosen  differently  according  to  whether  an  accumulator  is  or  is  not 
employed.  This  will  require  figures  for  the  high  tension  transmission  line  and  for  the 
power-house  and  equipment. 

Assume  five  sub-stations,  such  as  that  described,  each  6  kilometres  distant  radially 
from  a  central  power-house.  Each  sub-station  is  loaded,  as  in  the  case  described,  with 
1,000  average  amperes  and  2,500  maximum  amperes ;  in  fact,  we  may  assume  for  each 
a  load  curve  equal  to  that  already  given.  Take  the  transmission  as  three-phase  with 
6,500  volts  between  cores,  or  8,750  volts  per  phase. 

For  the  accumulator  project : — 

Permit  3  per  cent,  loss  in  high  tension  cables  corresponding  to  average  load. 

Average  load  =  5,000  X  600  =  3,000  kilowatts. 

Efficiency  of  sub-station  transformation  (including  step  -  down  transformer) 
=  0-97  X  0-89  =  0-864. 

1*03 
Hence  generating  station  output  =  3,000  X  o-ufii^  3,580    kilowatts,    or     1,200 

kilowatts  per  phase. 

Amperes  per  phase  =  320. 

Amperes  per  core  of  each  of  the  five  three-core  cables  =  64*0. 

Volts  drop  per  core  =  113'  volts. 

Resistance  per  core  =  1*76  ohms,  or  0*294  ohm  per  kilometre. 

This  corresponds  to  a  cross  section  of  58*  sq.  mm.  per  core  and  a  weight  of  517* 
kilogrammes  of  copper  per  kilometre  per  core. 

Now  in  all  three  cores  of  all  five  cables  there  are  3  x  5  x  6  =  90  kilometres, 
hence  46,500  kilogrammes  of  high  tension  copper. 

Estimating  the  cost  of  the  complete  cable,  laid  and  jointed,  at  7*50  shillings  per 
kilogramme  of  contained  copper,  we  arrive  at  a  total  cost  for  high  tension  cables,  of 

£17,500. 

In  the  power-house  should  be  installed  four  1,300-kilowatt,  5,000-volt,  25-cycle, 
94-r.p.m.,  three-phase  generating  sets,  one  being  a  spare.  They  must  be  guaranteed 
on  the  basis  of  carrying  satisfactorily  about  25  per  cent,  overload  for  half  an  hour. 
Estimate  these  generators  at  i;3,000  each  and  the  engines  at  £6,000  each. 
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Central  Station : — 

Building je20,000 

Boilers,  piimps,  piping,  etc 12,500 

Exciter  sets,  switchboards,  and  cables  ....  4,000 

Four  25-cycle,  5,000-volt,  94-r.p.m.  three-phasers  12,000 

Four  engines  for  direct  connection  to  above  .         .         .  24,000 

Total,  Central  Station  72,500 

High-tension  cables •        .         .       17,500 

Five  sub-stations  at  Jei7,700 88,500 

Total Jei78,500 

Without  accumulators  : — 

Should  require  four  500-kilowatt  rotaries  instead  of  three  of  400-kilowatt  output. 

Four  600-kilowatt  rotaries ^64,000 

Fifteen  static  transformers 5,000 

Switchboard,  wiring,  cables,  and  all  other  accessories  in  sub-station  1,000 

Sub- station  building 1,800 

Complete  cost  for  sub-station  ....    .£11,800 


The  high  tension  cables  must  in  this  case  be  large  enough  to  carry  the  maximum 

2  500 
load  of  2,500  amperes  with  only  4  per  cent.  drop.     Hence  J  X  t^qqq  X  46,500  =  87,000 

kilogrammes  of  copper. 

Estimating  on  the  cost  of  the  complete  cable,  laid  and  jointed,  at  6  shillings  per 
kilogramme  of  contained  copper,  we  arrive  at  a  total  cost  for  high  tension  cable  of 

£26,000. 

In  power-house,  two  more  generating  sets  would  be  ample,  as  the  peaks  would 
not  come  simultaneously  on  all  five  sub-stations. 

Hence  — 

Central  Station : — 

Building JE22,500 

Boilers,  pimips,  piping,  etc 18,800 

Exciter  sets,  switchboards,  and  cables         .         .  5,000 

Six  25-cycle,  5,000-volt,  94-r.p.m.  three-phasers  18,000 

Six  engines  for  direct  connection  to  above         .  36,000 


Total,  Central  Station    .         .       100,300 

High  tension  cables 26,000 

Five  sub-stations  at  jeil,300        ....         56,500 


jei82,800 


Suppose  we  take  as  the  average  efficiency  of  the  sub-station  from  incoming  high 
tension  cables  to  outgoing  low  tension  cables,  including  step-down  transformers, 

TH^/t  accumulators         0-89    x   0*97  =  0*864, 
Without      „  0-92  =  0-96  =  0*884 

(0*96  being  taken  for  variably  loaded  transformers  against  0*97  for  transformers  with 
constant  load). 
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We  have  taken  the  average  loss  in  the  high  tension  cables  at  8  per  cent,  with 
accumulators,  and  the  loss  with  maximum  (peak)  of  load  at  4  per  cent,   without 

accumulators,  hence  n\of\  X  4  =  1*6  per  cent,  average  loss. 

Hence  the  average  efficiency  from  beginning  of  high  tension  transmission  lines 
to  beginning  of  low  tension  lines  is 

With  accumulators        0-864  X  0-970  =  83-6  per  cent., 
Without      „  0-884   X  0-984  =  87-0  per  cent. 

There  remains  to  compare  the  annual  running  cost  and  interest  and  depreciation 

on  the  capital  outlay. 

With  Accumulators, 

The  generating  plant  delivers,  for  20  hours  per  day,  a  constant  load  of 
8,600  kilowatts  at  the  point  of  maximum  economy  of  the  steam  engines.  Under 
such  conditions  we  may  take  the  cost  for  coal,  oil,  repairs,  staff  (but  exclusive  of 
amortisation),  at  0'7(/.  per  kilowatt  hour.     Hence  the  annual  running  cost  is 

865  X  20  X  8,600  X  07  _  ^„  „^ 
240  ""  *'''^- 

The  plant  cost  (i.e.,  the  portion  compared)  already  worked  out  above  is 

il78,600. 
This,  at  5  per  cent,  interest,  represents  an  annual  expense  of  0*05  X  ^£178,500  = 

£8,900. 
Of   this  £178,500  value  of  plant,  the  accumulators  represent  5    X    £8,000    = 
£40,000,  and  the  annual  depreciation  should  be  taken  at  10  per  cent.,  i.e., 

Annual  depreciation  of  accumulators  =  £4,000. 
On   the  balance  of  £178,500  —  40,000'  =    £188,500,  the  depreciation  should  be 
estimated  at  5  per  cent.,  giving 

Annual  depreciation  on  balance  at  5  per  cent.  =  £6,900. 
Total  depreciation  on  the  £178,500  =  4,000  +  6,900  = 

£10,900. 
Summary  for  plant  with  accumulators : — 

Bunning  cost £1,100 

Interest  on  value  of  plant 8,900 

Plant  depreciation 10,900 

Total  annual  cost         ....     j£27,500 


Without  Accumulators. 

The  eflSciency  from  the  beginning  of  the  high  tension  transmission  lines  to  the 
beginning  of  the  low  tension  lines  has  been  shown  to  be  87*0  per  cent.,  as  against 
83*6  per  cent,  with  accumulators.  Hence  the  generating  plant  is  only  required  to 
deliver  an  average  load  of 

gy."  X  8,600  =  8,460  kilowatts. 

But  this,  instead  of   being    constant,   may    be   taken   as   varying   frequently  from 

2,500  kilowatts  to  4,800  kilowatts.      Under  these  conditions  the  same  coal  economy 

cannot  be  obtained,  and  we  will  take  the  cost  per  kilowatt  hour  at  0  8rf.,  as  against  O'Td. 

for  constant  load.     Hence  the  annual  cost  is 

365  X  20  X  3,460  X  0*8  __   „^  .^^ 
240  "  i8,4U0. 

200 


THE   SUB-STATIONS 

The  plant  cost  (i.e.,  the  portion  compared)  is 

^182,800, 
and  at  5  per  cent,  interest  represents  an  annual  expense  of 

0-05  X  182,800  =  £9,100. 
The  depreciation,  on  a  5  per  cent,  basis,  is  also  £9,100. 
Summary  for  plant  without  accumulators  : — 

Buiming  cost £8,400 

Interest  on  value  of  plant 9,100 

Plant  depreciation 9,100 

Total  annual  cost  ....     £26,600 


Hence  the  comparative  total  costs  are — 

iri^/i  accumulators        ...         ...         ...     £27,500, 

Without      .,  £26,600, 

the  results  only  differing  by  about  3  per  cent.,  which  on  the  total  annual  cost, 
including  low  tension  network,  trains,  wages,  administration,  etc.,  would  make  a 
negligible  difference  between  the  two  systems. 

There  is  also  but  little  to  choose  between  the  two  systems  from  the  standpoint 
of  regulation,  and  nothing  from  that  of  reliability  of  service. 

From  the  standpoint  of  attendance,  however,  the  plant  employing  accumulators 
would  be  at  a  disadvantage.  It  is  doubtful  if  many  engineers  with  long  experience  of 
accumulators,  and  with  open  minds,  would  advocate  the  plant  employing  accumulators, 
unless  they  could  thereby  obtain  better  financial  results. 

Accumulator  advocates  will  protest  against  the  assumption  of  10  per  cent,  annual 
depreciation  as  being  too  high.  It  is,  on  the  contrary,  much  lower  than  is  generally 
obtained  in  practice. 

Before  leaving  the  subject  of  storage  batteries  as  relating  to  electric  railway 
engineering,  it  may  be  well  to  give  the  substance  of  a  brief  comparison  once  made  by 
one  of  the  present  authors,  of  the  prices  of  storage  batteries  in  Germany,  England,  and 
America.  While  prices  have  tended  downward  since  the  time  that  this  comparison 
was  made,  it  is  believed  that  tlie  data  will  nevertheless  be  of  value  in  investigating 
the  relative  merits  of  plants  with  and  without  batteries. 

Tables  LXIXa.  and  LXIXb.  were  prepared  from  data  and  curves  given  in  a  paper 
by  Highfield,  read  before  the  Institution  of  Electrical  Engineers,  on  the  9th  of  May, 
1901  (Proceedings,  Vol.  XXX.,  page  1046). 

In  general,  the  data  given  in  these  tables,  which  one  ought  to  be  able  to  take  as 
a  guide  to  storage  battery  prices  in  England,  are,  in  agreement  with  other  available 
data  on  storage  battery  costs  in  England,  much  lower  than  the  costs  in  America  and 
much  higher  than  the  costs  in  Germany.  Thus,  in  a  paper  by  Grindle,  before  the 
Institution  of  Electrical  Engineers,  February  26th,  1901,  there  occurs  the  following 
statement : — "  ...  by  employing  a  battery  to  deal  with  the  demand  over  and  above 
the  mean  load,  it  will  require  that  there  shall  be  installed,  a  battery  capable  of  delivering, 
as  a  maximum,  800  kilowatts.  The  cost  of  a  battery  to  comply  with  these  conditions 
would  approximate  somewhere  about  £12  per  kilowatt,  including  booster  and  switch- 
board arrangement,  or  an  expenditure  of  £3,600." 

A  500-volt  battery  was  under  consideration,  and  by  "as  a  maximum"  the  author 
in  this  case  doubtless  means  the  one-hour  rate.  It  is  seen  from  the  note  at  the  foot 
of  Table  LXIXa.  that  it  is  based  on  30  per  cent,  less  capacity  than  corresponds  to 
the  maker's  guarantees,  hence  we  must  for  comparison  take  from  Highfield's  data  the 
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cost  of  a  300  X  0-70  =  210  kilowatts  battery.     This  is  ^18  per  kilowatt,  or  210  X 
18  =  i^3,800,  i.e.,  5*5  per  cent,  higher  than  the  price  quoted  in  Grindle's  paper. 

In  the  Street  Railway  Journal  for  July,  1901,  is  an  article  by  Lamar  Lyndon, 
entitled  "  The  Storage  Battery  in  Railway  Power  Station  Service."  In  this  paper  a 
cost  of  j634,120  is  given  for  a  battery  and  booster  equipment  complete  and  installed. 
This  is,  on  a  three-hour  discharge  basis,  a  6,160  ampere-hour,  550  volt  installation, 
i.e.,  1,130  kilowatts  for  three-hour  discharge.  This  would  be  equivalent  to  only 
1,130  X  0*70  =  800  kilowatts,  on  Highfield's  rating,  and  his  data  shows  a  cost  of 
about  A*32  per  kilowatt.  Hence,  cost  =  800  X  32  =  £25,600,  or  75  per  cent,  of  the 
cost  which  Lyndon  gives. 

In  Germany,  a  Hagen  battery,  which  the  makers  would  guarantee  for  2,000 
ampere  hours  on  a  one-hour  discharge  basis,  would,  complete  with  booster,  installed 
for  550  volts,  cost  £8,000.  This  has  a  one-hour  capacity  of  1,100  kilowatts,  but  on 
Highfield's  basis  of  rating,  only  770  kilowatts. 

Highfield's  data  would  show  for  this  a  cost -of  about  £16*8  per  kilowatt,  or 
770  X  16*8  =  £12,900,  a  price  61  per  cent,  higher  than  the  price  in  Germany. 

Stunmary. 
Cost  in  Germany =  100 

England =160 

America =  210 

As  to  the  weights  of  material  in  these  three  cases,  and  the  relative  guarantees 
received,  we  have  not  enough  data  to  ascertain.  The  above  figures,  however,  throw 
some  light  on  the  reasons  why  batteries  are  used  most  frequently  in  Germany,  less 
frequently  in  England,  and  only  very  rarely  in  America.  One  can  roughly  take  £30 
per  kilowatt  for  large  buffer  batteries,  as  manufactured  in  England,  and  on  the  basis 
of  the  manufacturer's  ratings  as  here  defined  for  a  three-hours'  discharge. 

Table  LXIXa, 

Cost  of  Battery 'Booster  Sets,  including  the  Battei'y  and  Booster  and  Stvitch  Gear  complete 
and  ready  for  work,  hut  excluding  the  Batteinj  House — One-hour  Discharge  Rate. 


fi 
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600  Volts— One-hour  Discharge  Rate. 

Kilowatts 
Output  at 
1-hour  Dis- 
charge Rat4%. 

3,750 

Volt«. 

1 

Amperes 
(1-hour  Dis- 
charge Rate). 

Capital  Cost  in 
Pounds. 

Cost  in  Pounds 

per  Kilowatt 

(Rated  on  the 

1-hour  Dis- 
charge Basis). 

^Permissible 

Amperes  for 

Momentary 

Rate. 

Permissible 
Amperes  for 
S-hours  Dis- 
charge Rate. 

Kilowatts 

Output  at 

S-hours  Dis- 

chaiige  Rate. 

500 

7,500 

53,000 

14-1 

10,000 

3,760 

1,875 

750 

500 

1,500 

12,700 

16-9 

2,000 

760 

375 

375 

500 

750 

6,650 

17-7 

1,000 

376 

187-5 

225 

500 

450 

4,050 

18-0 

600 

225 

112-5 

150 

600 

300 

2,730 

18-2 

400 

150 

75-0 

75 

500 

150 

1,690 

22-5 

200 

75 

37*5 

At  a  6-hours  discharge  rate,  the  amperes  rate  is  60  per  cent,  of  that  for  a  3-hour8  discharge  rate. 

The  batteries  consist  of  240  to  250  cells,  and  the  capacity  is  taken  as  30  per  cent,  less  than  the 
full-rated  capacity  when  the  battery  is  new,  so  that  at  the  end  of  a  period,  depending  on  the  work 
and  treatment  of  the  battery,  the  actual  capacity  will  be  up  to  its  rated  value. 

The  gear  is  all  designed  to  work  at  the  one-hour  rate — if  designed  for  the  three-hours  rate,  a 
reduction  of  about  10  per  cent,  would  be  made. 

This  data  is  a  re-arrangement  of  that  in  Highfield's  paper,  "  Storage  Batteries  Controlled 
by  Reversible  Boosters,"  of  May  9th,  1901.  See  Journal  Institution  of  Electrical  Engvneers, 
Vol.  XXX.,  p.  1046. 
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Table  LXIXb. 

Cost  of  Battery-Booster  Sets,  including  the  Battery  and  Booster  and  Sivitch  Gear 
complete  and  ready  for  icork,  hut^  excluding  the  cost  of  the  Battery  House — 
Three-hours  Discharge  Rate. 


600  Volts— Three-hours  Discharge  Rate. 


Kilowatts 
Output  at 
3>hoarH  Dis- 
charge Rate. 


1,875 

375 

187-5 

112-5 

75-0 

37-5 


Volts. 


Amperes 
(::-hour8  Dis- 
charge Hate). 


500 
500 
500 
500 
500 
500 


3,750 
750 
375 
225 
150 
75 


Capital  Cost  in 
Pounds. 


53,000 

12,700 

6,650 

4,050 

2,730 

.  1,690 


Cost  in  Pounds 
per  Kilowatt 
(Hated  on  the 
3-houTH  Dis- 
charge Hasis). 


Pemiiaaihle 

Amperes  for 

Momentary 

Hate. 


28-2 
33-8 
35-4 
36  0 
36-4 
450 


10,000 

2,000 

1,000 

600 

400 

200 


Permissible 
Amperes  for 

1-hour  Dis- 
charge Rate. 


7,500 
1.500 
750 
450 
300 
150 


Kilowatts 
Output  at 
1-hour  Dis- 
charge Hate. 


3,750 
750 
375 
225 
150 
75 


At  a  6-hour8  discharge  rate,  the  amperes  rate  is  60  per  cent,  of  that  for  a  3-hours  discharge  rate. 

The  batteries  consist  of  240  to  250  cells,  and  the  capacity  is  taken  as  30  per  cent,  less  than  the 
full-rated  capacity  when  the  battery  is  new,  so  that  at  the  end  of  a  period,  depending  on  the  work 
and  treatment  of  the  battery,  the  actual  capacity  will  be  up  to  its  rated  value. 

The  gear  is  all  designed  to  work  at  the  one-hour  rate — if  designed  for  the  three-hours  rate,  a 
reduction  of  about  10  per  cent,  would  be  made. 

This  data  is  a  re-arrangement  of  that  in  Highfield's  paper,  *'  Storage  Batteries  Controlled 
by  Reversible  Boosters,"  of  May  9th,  1901.  See  Journal  Institution  of  Electrical  Engineers^ 
Vol.  XXX.,  p.  1046. 


Design  of  Sub-stations. 

The  design  and  lay-out  of  a  sub-station  is  controlled  by  the  area  and  shape  of  the 
site  available.  The  whole  of  the  plant  should,  if  possible,  be  arranged  on  one  floor, 
thereby  minimising  the  attendance  charges.  With  a  large  sub-station,  the  cost  of 
land  may  make  it  necessary  to  build  it  double-decked.  The  path  of  the  energy 
through  the  sub-station  should  be  as  short  and  direct  as  possible  from  the  high 
tension  lines  to  the  outgoing  continuous  current  feeders.  In  consistence  therewith, 
the  arrangement  of  plant  across  the  station  should  be  in  the  following  order : — 

Entrance  of  high  tension  cables,  high  tension  switchgear,  transformers,  rotary  con- 
verting apparatus  (motor-generators  or  rotaries),  low  tension  continuous-current  switch - 
gear.  An  arrangement  of  apparatus  following  on  these  lines  is  desirable  in  the  interests 
of  a  maximum  of  simplicity.  If  the  area  is  limited,  or  constrained  to  an  irregular  shape, 
departure  from  the  simplest  form  may  become  unavoidable.  We  give  subsequently 
detailed  descriptions  of  several  representative  sub-stations  from  which  the  general 
trend  of  design  can  be  followed. 

Arrangement  of  Switchgear, — The  switchboard  is  located  along  one  side  or  across 
one  end  of  the  station.  For  small  sub-stations  it  is  generally  on  the  main  floor  with 
the  converting  apparatus,  but  with  stations  of  large  capacity,  the  switchgear  is  often 
arranged  on  a  gallery.  In  the  latter  case  the  operator  commands  a  view  of  the  whole 
station,  which  may  on  occasions  be  of  considerable  advantage.  It  is  standard  practice 
to  build  the  switchboard  in  three  sections,  consisting  of  a  set  of  panels  for  the  high 
tension  switchgear,  a  set  of  machine  panels,  and  a  set  of  distributing  feeder  panels 
Where  the  high  tension  switchgear  is  of  the  remote  control  type,  which  is  becoming 
common  practice  for  high  voltages,  the  oil  switches  are  mounted  in  brick  chambers 
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some  distance  awa}'  from  the  switchboard.  The  first  section  of  the  board  consists,  in 
this  case,  of  a  low  tension  control  board  to  deal  with  the  current  operating  the  oil-break 
high  tension  switches.  Examples  of  these  are  given  in  the  subsequent  references 
to  particular  sub-stations.  The  control  board  is  provided  with  pilot  lamps,  to  indicate 
which  high  tension  switches  are  closed.  By  such  arrangements  all  the  apparatus  is 
manipulated  by  low  tension  switches,  the  high  tension  gear  being  completely  isolated. 

The  Starting  of  Rotary  Converters, 

The  starting  and  synchronising  of  rotary  converters  may  be  accomplished  in  any 
one  of  several  ways.  The  simplest,  at  first  sight,  is  to  throw  the  alternating  current 
terminals  of  the  rotary  converter  directly  on  the  alternating  current  low  tension 
circuit,  or  else  to  have  the  low  tension  transformer  terminals  normally  connected  to 
the  rotary  converter,  and  to  throw  the  high  tension  transformer  terminals  directly  on 
the  high  tension  mains.  But  this,  although  often  practicable,  has  several  dis- 
advantages. By  this  method  the  current  rush  at  the  moment  of  starting  is  generally 
greatly  in  excess  of  the  full-load  current  input  to  the  rotary  converter,  and  as  it 
lags  in  phase  by  a  large  angle,  it  causes  a  serious  drop  of  line  voltage,  and 
affects  the  normal  line  conditions,  to  the  serious  detriment  of  other  apparatus  on 
the  line.  This  large  current  gradually  decreases  as  the  rotary  converter's  speed 
increases.  The  action  of  the  rotary  converter,  in  starting,  is  analogous  to  that  of 
an  induction  motor.  The  rotating  magnetic  field  set  up  by  the  currents  entering 
the  armature  winding,  induces,  but  very  ineflfectively,  secondary  currents  in  the 
pole-faces,  and  the  mutual  action  between  these  secondary  currents  and  the  rotating 
field  imparts  torque  to  the  armature,  which  revolves,  with  constantly  accelerating 
speed,  up  to  synchronism.  Then  the  circuit  of  the  rotary  converter  field  spools  is 
closed  and  adjusted  to  bring  the  current  into  phase.  But  when  the  armature  is  first 
starting,  the  field  spools  are  interlinked  with  an  alternating  magnetic  flux,  generated 
by  the  current  in  the  armature  windings,  and  in  normally  proportioned  field  spools, 
with  several  hundreds  or  thousands  of  turns  per  spool,  a  dangerously  high  secondary 
voltage  is  generated  in  these  spools.  Hence  they  must  be  insulated  better  than  field 
spools  ordinarily  are,  not  only  between  layers,  but  between  adjacent  turns  ;  and  wire 
with  double  or  triple  cotton  covering  should  be  used.  However,  the  most  frequently 
occurring  breakdown  due  to  this  cause,  is  from  winding  to  frame,  and  hence  extra 
insulation  should  be  used  between  these  parts. 

The  terminals  of  the  different  field  spools  should  be  connected  up  to  a  suitable 
switch,  arranged  so  that  the  field  winding  may  be  conveniently  broken  up  into  several 
sections ;  otherwise,  if  1,000  volts  or  so  are  induced  in  each  spool,  the  strain  on  the 
insulation  between  the  ends  of  these  spools  in  series  and  frame,  is  severe. 

At  starting,  this  switch  must  always  be  open,  and  must  not  be  closed  until  the 
armature  has  run  up  to  synchronous  speed,  which  is  observed  by  the  line  current 
falling  to  a  much  smaller  value.  This  special  switch  is  then  closed,  and  afterwards 
the  main  field  switch,  whereupon  a  still  further  decrease  in  the  line  current  occurs, 
due  to  improved  phase  relations,  and  the  process  of  synchronising  is  completed. 

By  means  of  a  compensator,  this  heavy  current  on  the  line  at  starting,  may  be 
avoided.  The  connections  for  a  three-phase  rotary  with  compensator,  are  as  shown 
in  the  diagram  of  Fig.  176. 

At  the  instant  of  starting,  the  three  collector  rings  are  connected  to  the  three 
lowest  contacts,  and  thus  receive  but  a  small  fraction  of  the  line  voltage.  They, 
however,  receive  several  times  the  line  current;  i.e.,  if  the  taps  into  the  compensator 
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winding  are,  say,  one-fifth  of  the  way  from  common  connection  to  line,  then  the  rotary 
converter  has  one-fifth  the  line  voltage  and  five  times  the  line  current.  As  the  converter 
runs  up  in  speed,  the  terminals  are  moved  along  until,  at  synchronism,  the  collector  rings 
are  directly  on  the  line.  The  corresponding  arrangement  with  taps  from  the  secondary 
windings  of  transformers  is  so  obvious  as  not  to  require  a  specific  description. 

Another  diflSculty  encountered  when  the  rotary  converter  is  started  from  the 
alternating  current  end,  is  the  indeterminate  polarity  at  the  commutator  when  the 
rotary  is  made  to  furnish  its  own  excitation.  Unless  some  independent  source  of 
continuous  current  is  available  at  the  rotary  converter  sub-station,  the  rotary  is 
dependent  for  its  excitation  upon  the  polarity  that  its  commutator  happens  to  have  at 
the  instant  of  attaining  synchronism.  If  there  are  two  rotary  converters  at  the  sub- 
station, and  the  first  comes  up  with  the  wrong  polarity,  then  it  may  be  allowed  to  run 
so,  temporarily,  till  the  second  one  is 
synclironised.  The  second  one  can  be 
given  either  polarity  desired,  by  using  the 
first  as  an  independent  source  of  con- 
tinuous current.  Then,  from  the  second 
one,  the  polarity  of  the  first  may  be 
reversed  into  the  correct  direction,  and 
the  second  rotary  converter  shut  down. 
Obviously,  however,  this  indeterminateness 
of  the  initial  polarity  constitutes  a  further 
inconvenience  and  objection  to  starting 
rotary  converters  by  throwing  them  directly 
on  to  the  alternating  current  line.  But  in 
the  case  of  large  capacity,  slow-speed  rotary 
converters,  consequently  machines  with  heavy  armatures,  it  has  been  found  practicable 
to  control  the  polarity  of  the  first  machine  when  it  is  started  up  from  the  alternating 
current  side.  One  must  stand  ready  by  the  field  switch  as  the  machine  approaches 
synchronism,  when  the  pointer  of  the  continuous-current  volt  meter  will  commence  to 
vibrate  rapidly  about  the  zero  mark,  with  short  swings.  These  will  finally  be  followed 
by  a  couple  of  fairly  slow,  indecisive  long  swings,  in  opposite  directions  from  the  zero 
mark.  Near  the  maximum  point  of  whichever  of  these  swings  is  in  the  direction  of 
the  desired  polarity,  the  field  switch  should  be  closed,  and  the  machine  will  excite 
itself,  provided  the  field  terminals  are  correctly  positive  and  negative.  Otherwise 
— which  might  happen  on  the  first  run,  or  after  alterations — the  field  terminals  will 
require  to  be  reversed. 

The  required  line  current  is  greatly  reduced  by  starting  up  the  generator  and 
rotary  converter  simultaneously.  The  latter  is  then,  from  the  instant  of  starting, 
always  in  synchronism  with  its  generator,  and  the  conditions  of  running  are  arrived  at 
with  a  minimum  strain  to  the  system.  But  the  conditions  of  routine  operation  rarely 
render  this  plan  practicable. 

The  time  ordinarily  required  to  put  converters  into  service  when  starting  up  with 
compensators  on  the  alternate  current  side,  is  approximately  as  follows^ : — 

SOO  kilowatts  .         .         .46  seconds, 

1,000        , 75 

1,500        „ 120 

*  These  figures  are  taken  from  a  paper  by  S.  W.  Ashe  on  '*  The  Relation  of  Railway  Sub-station 
Design  to  its  Operation,"  Journal  American  Institution  of  Electrical  Engineers^  Vol.  XXIV.,  p.  1101. 
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It  is  possible  to  start  more  quickly,  the  following  times  having  been  recorded : — 

300  kilowatts  .         .         .         .16  seconds, 

1,000        „ 40 

1,500        .,        .  .         .         .65 

This  includes  the  time  necessary  to  close  the  high  tension  switch  on  the  trans- 
former, the  time  of  starting  by  means  of  air-break  lever  switches,  and  the  time 
required  for  closing  the  field  switches,  the  direct  current  circuit  breakers,  and  the 
line  switch. 

Another  method  in  use,  is  to  have  a  small  induction  motor  direct-coupled  to  the 
shaft  of  the  rotary  converter  for  the  purpose  of  starting  the  latter  with  small  line 
currents. 

The  starting  motor  has  fewer  poles  than  the  rotary  converter  and  a  higher 
synchronous  speed,  the  motor  thus  being  able  to  bring  the  rotary  converter  up  to  the 
synchronous  speed  of  the  converter. 

The  main  advantage  of  this  method  is  the  increased  reliability,  since  each  rotary 
has  its  own  independent  starting  motor ;  the  latter,  however,  is  an  extra  expense. 
Another  disadvantage  is  that,  as  the  torque  of  the  induction  motor  varies  as  the 
square  of  the  applied  voltage,  a  small  drop  in  voltage  will  decrease  the  starting  torque 
to  such  an  extent  that  it  may  not  be  sufficient  to  start  the  set. 

Where  there  are  several  rotary  converters  in  a  sub-station,  a  much  better  way 
is  that  described  in  a  British  patent  specification,  in  which  the  station  is  provided 
with  a  small  auxiliary  set  consisting  of  an  induction  motor  direct-coupled  to  a  con- 
tinuous-current dynamo,  the  latter  being  only  of  sufficient  capacity  to  run  the  rotary 
converters,  one  at  a  time,  up  to  synchronous  speed  as  continuous-current  motors. 
When  this  speed  is  arrived  at,  and  synchronism  attained  between  the  alternating 
current  collector  rings  and  the  line,  the  switch  between  them  is  closed,  and  the  rotary 
converter  runs  on  from  the  alternating  current  supply. 

In  many  cases,  a  continuous-current  system  derives  its  supply  partly  from 
continuous-current  generators  and  partly  from  rotary  converters.  In  such  cases,  the 
rotary  converter  is  simply  started  up  as  a  motor  from  the  continuous-current » line, 
and  then  synchronised. 

This  method  is  practicable  if  there  is  continuous  current  available  at  the  sub- 
station switchboard.  This  will  not  be  so  if  a  sub-station  is  totally  shut  down,  and  in 
this  case  the  previous  method,  employing  an  induction  motor-generator  auxiliary  set 
is  useful,  the  induction  motor  running  on  the  alternating  supply. 

Synchronising  Rotary  Converters. 

One  has  the  choice  of  synchronising  the  rotary  converter  either  by  a  switch 
between  the  collector  rings  and  the  low  potential  side  of  the  step-down  transformers, 
or  of  considering  the  step-down  transformers  and  the  rotary  converter  to  constitute 
one  system,  transforming  from  low-voltage  continuous  current  to  high-voltage 
alternating  current,  and  synchronising  by  a  switch  placed  between  the  high  tension 
terminals  of  the  transformers  and  the  high  tension  transmission  line.  This  latter 
plan  is,  perhaps,  generally  the  best,  as  for  the  former  plan  one  requires  a  switch  for 
rather  heavy  currents  at  a  potential  of  often  from  800  to  400  volts ;  and  such  a  switch, 
to  be  safely  opened,  is  of  much  more  expensive  construction  than  a  high  tension 
switch  for  the  smaller  current.  Moreover,  for  six-phase  rotaries,  the  low  tension 
switch  should  preferably  have  six  blades,  as  against  three  for  the  high  tension  switch. 
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It  is  much  simpler  with  six-phase  rotary  converters,  to  have  an  arrangement  "  h 
obviates  opening  the  connections  between  the  low  tension  terminals  of  the  t.  ii  =j- 
formers  and  the  collector  ring  terminals,  although  in  such  cases  some  tjpi.  of 
connectors  should  be  provided  which  may  be  readily  removed  when  the  circuits  ere 
not  alive,  for  purposes  of  testing. 

The  arrangement  shown  in  Fig.  177  represents  a  plan  for  synchronising  anc^ 
switching  on  the  high  tension  circuits,  and  adapted  to  six-phase  rotaries. 

Fig.  178  shows  diagrammatically  a  plan  for  a  three-phase  system  where  the 
switching  is  done  on  the  low  tension  circuits. 

Starting  of  Asynchronous  Motor  Generator  Sets, 

Induction  motor  sets  can  be  started,  firstly,  by  switching  the  induction  motor 
directly  upon  the  high  tension  line  and  running  up  to  speed  by  cutting  out  resistance 
in  the  motor  circuit. 

This  is  a  simple  arrangement,  and  there  is  only  required  a  variable  resistance, 
which  can  be  mounted  with  its  switch  on  a  pillar  near  each  set,  thus  avoiding  long 
cables  for  the  heavy  rotor  currents  from  the  set  to  the  switchboard.  If  the  motors 
have  permanently  short-circuited  squirrel  cage  rotors,  they  can  be  started  by  means 
of  a  compensator  in  the  stator  circuit,  as  already  described  in  connection  with  the 
starting  of  rotary  converters. 

If  any  continuous-current  is  available  at  the  sub-station,  whether  from  a  set  already 
running,  or  from  another  sub-station,  it  is  possible  to  start  up  a  small  auxiliary  motor- 
generator  set  from  the  continuous-current  side,  running  the  generators  as  shunt  motors. 

If  this  method  is  adopted,  the  induction  motors  may  all  have  squirrel  cage  rotors, 
and  no  compensators  in  the  stator  circuits.  However,  in  order  to  provide  for  the 
event  of  failure  in  the  continuous-current  supply,  it  is  advisable  to  instal  at  least 
one  set  with  a  slip-ring  induction  motor,  or  with  a  compensator,  so  that  it  can  be 
started  up  from  the  high  tension  side. 

Descriptions  of  Typical  Sub-stations. 

We  shall  now  give  technical  data  relating  to  the  sub-stations  on  the  following 
railways  which  are  representative  of  modern  practice : — 

(1)  Central  London  Railway; 

(2)  Metropolitan  Railway ; 

(3)  Metropolitan  District  Railway  ; 

(4)  North-Eastern  Railway ; 

(5)  New  York  Central  and  Hudson  River  Railroad  ; 

(6)  New  York  Subway  of  the  Interborough  Rapid  Transit  Co. 

The  data  for  all  of  these  lines  are  presented  collectively  in  tabular  form  in 
Tables  LXX.  to  LXXII.,  from  which  many  interesting  conclusions  may  be  drawn. 

In  addition  to  these  data,  there  is  given  a  short  description  of  one  sub-sfcation 
on  each  line  which  is  typical  of  sub-station  practice  on  that  line. 

Table  LXX.  shows  the  total  number  of  sub-stations  on  each  line,  the  total 
number  of  converter  sets,  and  their  present  and  ultimate  aggregate  capacity. 

Table  LXXI.  contains  a  complete  list  of  the  sub-stations  on  all  these  lines,  with 
technical  data  for  each  station. 

The  table  shows  the  distance  between  sub-stations  and  their  distance  from 
the  generating  stations,  also  the  number  and  capacity  of  the  transformers  and 
converters,  with  the  aggregate  capacity  of  each  station. 
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In  Table  LXXIL,  for  a  number  of  typical  sub-stations  on  each  line,  there  is 
given  the  capacity  and  floor  area,  from  which  is  worked  out  the  kilowatt  capacity 
per  square  foot  of  floor  area. 

In  the  last  column  are  entered  remarks  on  the  lay-out  of  the  sub-station 
which  would  have  a  bearing  on  the  values  of  the  latter  constant. 


Table  LXX. 
Number  of  Sub-stations  on  vaiious  Electric  Railways  and  their  Capacity. 


Total 

Number  of  Converters. 

Total  Capacity. 

T*_ll      -_    - 

Number 
of  Sub- 

Railway. 

stations. 
4 

Installed. 

Ultimate. 

Installed. 

Ultimate. 

Central  London  Bailway 

8 

8 

7,200 

7,200 

Metropolitan  Bail  way. 

8 

22 

28 

18,800 

24,000 

District  Railway 

15 

85 

49 

44,400 

61,500 

Great  Northern,  Piccadilly,  and  Brompton  Railway  ^ . 

!• 

Charing  Cross,  Euston,  and  Hampstead  Railway 

19 

28 

17,600 

26,000 

Baker  Street  and  Waterloo  Railway     .... 

) 

North -Eastern  Railway 

5 

14 

20 

11,200 

16,000 

N6w  York  Central  and  Hudson  River  Railroad   . 

8 

24 

40 

27,000 

45,000 

Interborough  Rapid  Transit  (The  Subway,  New  York)    j 

8 
(12  ult.) 

1 

98 

147,000 

*  The  sub-stations  on  these  railways  are  supplied  from  the  District  Railway  Generating  Station 
at  Lot's  Road. 

Table  LXXI. 
List  of  Sub-stations  on  various  Electric  Railways  and  Data  rec/ardincf  their  Equipment, 


• 

1 

1 

Sub-station. 

DL<<tance  in  Miles  from 
Generating  Station. 

X 

c  5 

Is 

5 

Nnmber 

of  Stepdown 

Trans- 

foimers. 

§            Capacity  of  eacli 
Transformer. 

Total  Gaitacity 
of  Transformers. 

Number  of 
Converters. 

Capacity  of  each 
Converter. 

Total  Capacity 
of  Converters. 

In. 

sUlied. 

Ulti- 
mate. 

In- 
stalled. 

1,200 

Ulti- 
mate. 

In- 
stalled. 

Ulti- 
mate. 

In- 
stalled. 

Ulti- 
mate. 

B 

Shepherd's  Bush 

— 

1-61 

1,200 

1 

1 

900 

900 

900 

Mitral  Londc 
Railway. 

NottiDg  Hill  Gate 
Marble  Arch 
Davies  Street     . 

1-61 
3-43 
3-87 

1-82 
0-44 
2-82 

'    ■ 

300 
3€0 
300 

2,100 
2,100 
2,100 

2,100 
2,100 
2,100 

2 
2 
2 

8 
2 
2 

900 
900 
900 

1,800 
1,800 
1,800 

1,800 
1,800 
1,800 

u 

Post-office 

6-20 

— 

300 
300 

2,100 

2,100 

2 

2 
S 

900 

1,800 

1,800 

Ruislip 

7-75 

4-25 

e 

9 

1,800 

2,700 

2 

800 

1,000 

2,400 

• 

Harrow 

3-50 

4-00 

6 

9 

300 

1,800 

2,700 

2 

8 

800 

1,600 

2,400 

s 

Neasden 

— 

3-50 

6 

9 

300 

1,800 

2,700 

3 

3 

800 

2,400 

2,400 

Finchley  Rood  . 

8-26 

2-25 

9 

12 

300 

2,700 

3,000 

3 

4 

800 

2,400 

8,200 

s 
5 

Gloucester  Road 

8-50 

1-60 

9 

12 

300 

2,700 

3,600 

8 

4 

800 

2,400 

8,200 

Bouverie  Street 

700 

1-26 

9 

12 

300 

2,700 

3,6C0 

8 

4 

800 

2,400 

3,200 

»• 
'«j 
o 

S 

Baker  Street      . 

5-75 

1-00 

9 

12 

435 

3,91o 

5,220 

3 

4 

1,200 

3,600 

4,800 

Euston  Road 

6-75 

1-50 

6 

6 

300  j    1,800 

1,800 

2 

2 

800 

1,600 

1,600 

Moorgate    . 

8-25 

— 

6 

6 

300      l.SOO 

1,800 

2 

2 

800 

1,600 

1,600 

£.iv«£. 
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Table   LXXI. — continued. 


m 

Bub-station. 

::::si.   1  a.  «  r 

Number 

of  Stepdown 

lYaus- 

formers. 

a    . 

9% 

"si 

M 

1 
1 

550  ' 

Total  Capacity 
ofTransfonuers. 

Number  of 
Converters. 

In-     1  Ultl- 
Htalled.   mate. 

Capacity  of  each 
Converter.             1 

Total  Ca 
of  Conv 

In- 
stalled. 

6.000 

1 

ipacity 
erters. 

i| 

4-54 

In- 
sUUed. 

12 

Ulti- 
mate. 1 

24 

In- 
stalled. 

Ulti- 
mate. 

Ulti- 
mate. 

•*» 

No.  11,  Worth  Street 

1^0 

7,600 

13,200 

4 

8 

1,500 

12,000 

No.  12,  Union  Square 

2-78  ;    2-18 

— 

24 

550 

— 

13,200 

1 

8 

1.500 

1 

12.000 

No.  13,  8th  Avenue  . 

0-66  1    2-08 

SO 

550 

— 

16,500 

— 

10 

1,50D 

— 

16,000 

No.  14,  96th  Street  . 

2-18      2-27 

18 

24 

550 

9,900 

13,200 

6 

8 

1,500 

9,000 

12.000 

Ugh 
way 

No.  15,  14Srd  Street 

4-45      2-55 

—      '    24 

550 

—         13,200 

— 

8 

1,500 

— 

12,000 

iterboroi 
The  Sub 

No.  10,  132nd  Street 

'    4-85 

2-08 

24 

550 

— 

18,200 

8 

1,500 

1 

— 

12,000 

No.  17,  Hillside  Avenue  . 

705 

2-55 

— 

24 

550 

_ 

13,200 

1      — 

8 

1,500 

— 

12,000 

toN 

No.  18,  Fox  Street    . 

7-46 

802 

— 

24 

550 

13,200 

— 

8 

1,500 

— 

12,000 

Table  LXXIL 
Floor  Space  of  various  Electric  Sub-stations, 


Railway. 


;j    O  -rl 


Sub-station. 

Notting  Hill  Gate 
Marble  Arch 


s 


=3 


•4a 

-*a 
CQ 


North- 
Eastem. 


Buislip  . 
Harrow 
Finchley  Road 

Kew  Gardens 
Mill  Hill  Park 
Wimbledon  Park 
Putney  Bridge 
Victoria 
Charing  Cross 
Campbell  Boad 
East  Ham     . 


Pandon  Dene 


Ultimate 

Plant 
Capacity. 


T?i        A  Kilo- 

Floor  Area  watUper 
in  Square      ^^^ 

Voot. 


Feet. 


Remarks. 


Sub-stations  built  in  two  circular 
shafts  sunk  in  the  ground. 


Transformers  on  main  floor. 


»» 


»» 


I) 


f  > 


»» 


>i 


Transformers  or  gallery, 


I) 


i> 


j> 


f » 


«t 


a 


I) 


»i 


»> 


Transformers  on  main  floor. 
Transformers  on  gallery. 


>» 


>» 


»> 


If 


i> 


i> 


Transformers  on  main  floor. 
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Railway. 

Sub-station. 

1  = 

c  o 

Jl 

P 

9-59 

X 

S  c 

3  O 

ill 

Q 
400 

Number 
of  Stepdown 
Trans- 
formers. 

cs            Capacity  of  each 
8               "rransfonner. 

1  Total  Cai«city 
ofTransformers. 

Number  of 
Converters. 

Capacity  of  each 
Converter. 

Total  Capacity 
of  Converters. 

In- 
stalled. 

6 

Ulti- 
mate. 

In- 
stalled. 

Ulti- 
mate. 

In- 
sUlled. 

Ulti- 
mate. 

In- 
stalled. 

um- 

mate. 

Sudbury     .... 

9 

1,800 

2,700 

2 

8 

800 

1,600 

2,400 

Hounslow  .... 

9-90 

4-50 

6 

9 

800 

1,800 

2,700 

2 

8 

800 

1,000 

2,400 

Kew  Gardens 

610 

2-25 

6 

9 

485 

2,010 

8,915 

2 

8 

1,200 

2,400 

8,000 

Mill  Hill  Park  . 

5-45 

2-25 

0 

12 

435 

8.915 

5,220 

8 

4 

1,200 

8,600 

4,800 

Ravenscourt  Park    . 

8-27 

1-75 

6 

9 

550 

8,300 

4,950 

2 

8 

1,500 

8.000 

4,500 

■ 

EarrsConrt 

1-00 

1-00 

9 

12 

550 

4,950 

0,600 

8 

4 

1,500 

4,500 

6,000 

Wimbledon  Park 

5-83 

2-50 

6 

9 

485 

2,610 

8,915 

2 

8 

1,200 

2,400 

3,000 

Putney  Bridge  . 

8*29 

1-76 

6 

9 

300 

1,800 

2,700 

2 

8 

800 

1,600 

2,400 

ee 

South  Kensington     . 

2-81 

1-50 

6 

9 

560 

8,300 

4.950 

2 

3 

1,500 

8,000 

4,500 

fi 

Victoria      .... 

8-72 

1-50 

6 

9 

435 

2,610 

8,915 

2 

8 

1,200 

2,400 

8,000 

Charing  Cross   . 

5  07 

1-25 

12 

12 

550 

0,600 

6,000 

4 

4 

1,500 

6,000 

0,000 

Mansion  House 

6-37 

1-87 

6 

9 

550 

8,800 

4.950 

2 

8 

1.500 

8,000 

4,500 

Whitectaapel 

8-15 

1-75 

9 

12 

560 

4,950 

0,600 

8 

4 

1,500 

4,500 

0,000 

Campbell  Road . 

10-35 

8*50 

6 

9 

485 

2,010 

8,915 

2 

8 

1,200 

2,400 

3,000 

Bast  Ham  .... 

13-84 

— 

6 

9 

485 

300 
435 
300 

2,010 

8,915 

2 

8 

1,200 

2,400 

3,000 

Lot's  Road 

»plving  Great 

Brompton. 

and  Hamp- 

Golder^  Green   . 
BelsizePark 
Baker  Street 

11-36 
9-15 
7-37 

2-25 
2-25 
1-00 

9 
0 
6 

12 
9 
9 

2,700 
2,610 
1,800 

8,600 
8,915 
2,700 

8 
2 
2 

4 
8 
8 

800 

1.200 

800 

2,400 
2,400 
1,600 

8,200 
8,600 
2,400 

m 

Hyde  Park  Comer    . 

8-34 

2-00 

6 

9 

300 

1,800 

2,700 

2 

3 

800 

1,600 

2,400 

Buston  Station  . 

6-62 

1-00 

0 

9 

300 

1,800 

2,700 

2 

3 

800 

1.600 

2,400 

Kentish  Town    . 

8-80 

2-00 

6 

9 

300 

1,800 

2,700 

2 

8 

800 

1.000 

2,400 

Sub-stationi 
Generatini 
Northern,' 
Charing  C 
Rte«d  Rail 

Russell  Square . 
HoUoway  .... 
London  Road    . 

5-62 
7-88 
6-42 

1-25 
2-50 

0 
6 
6 

9 
9 
9 

12 

435 
485 
300 

280 

2,610 
2,610 
1,800 

3.915 
8,915 
2,700 

2 
2 
2 

3 
8 
8 

1,200 

1,200 

800 

2,400 
2,400 
1,600 

8,600 
8,600 
2,400 

■ 

Pandon  Dene 

4-00 

400 

12 

8,360 

8,360 

4 

800 

3,200 

8,200 

• 

J3 

Cullercoats 

5-75 

5-75 

9 

12 

280 

2,520 

3,360 

8 

800 

2,400 

8.200 

Wallsend    .... 

0-25 

8-75 

9 

12 

280 

2,520 

3,360 

3 

800 

2,400 

8,200 

o 

Benton      .... 

2-50 

4  00 

6 

12 

280 

1,680 

8,S60 

2 

800 

1,030 

8,200 

Kenton      .... 

7  00 

4-25 

6 

12 

200 

550 
550 

1,680 

4,950 
4,050 

8,360 

2 

800 

1,600 

8,200 

ction  of 
Hudson 

1.  Grand  Central  Terminal 

2.  Mott  Haven.              i 

0-86 

5-471 
5-4i»2 

"~ 

9 
9 

15 
15 

8,2.:o 

8,250 

3 
3 

5 
5 

1,500 
1,500 

4,500 
4,500 

7,500 
7,500 

^1 

8.  Kingsbridge  . 

9-44 

— 

9 

15 

375 

3,375 

5,025 

8 

5 

1,000 

8,000 

5,000 

irbai 
tral 

4.  Yonkers 

15-64 

— 

9 

15 

375 

3,875 

5,625 

8 

5 

1,000 

8,000 

5,000 

^  t  g 

5.  Irvington 

22-11 

— 

9 

15 

375 

8,875 

5,625 

3 

5 

1,000 

8,000 

5,000 

1    New  York  1 
New  York 
River  Rai 

6.  Ossining 

80  81 

— 

9 

15 

375 

8,875 

6,625 

3 

5 

1,000 

3,000 

5,000 

7.  Bronx  Park  . 

8.  Scarsdale 

9-80 
190-2 

9 
9 

15 
15 

875 
375 

3,375 
3,375 

5,625 
5,025 

3 
3 

5 
5 

1,000 
1,000 

3,000 
8,000 

5,000 
5,000 

1  Hudson  Division. 


V  Harlem  Division. 
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Converter. 
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4-54      1^0 
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Ulti- 
mate. 

3" 

550 

In-         Ulti- 
stalled. '  mate. 

1 

In- 

Htalled. 

4       ■ 

Ulti- 
mate. 

8 

5 

In- 
stalled. 

Ulti- 
mate. 

■*3 

No.  11,  Worth  Street 

12 

24 

7,600      13,200 

1,500 

6.000 

12,000 

No.  12,  Union  Square 

2-78      2-18 

— 

24 

550 

—         13,200 

1 

8 

1,500 

—        12,000 

No.  IS,  8th  Avenue  . 

0-66      2-08 

— 

80 

550 

—      1  16,500 

10 

1,503 

15,000 

5>l 

No.  14,  Mth  Street  . 

2*18      2-27 

18 

24 

550 

9,900 

18,200 

6 

8 

1.500 

9,000 

12,000 

s  5 

No.  15,  14Snl  Street 

4-45 

2-55 

— 

24 

550 

— 

13,200 

— 

8 

1,500 

— 

12,000 

1^ 

230 

No.  16,  182nd  Street 

4-85 

2-08 

— 

24 

550 

— 

18,200 

— 

8 

1,500 

— 

12,000 

l6 

No.  17,  Hillside  Avenue  . 

705 

2-55 

— 

24 

550 

13,200 

— 

8 

1,500 

1 

— 

12,000 

*H 

'no.  18,  Fox  Street    . 

1    7-46     802 

1 

24 

550 

18,200 

— 

8 

1,500 

— 

12.000 

Table  LXXIL 
Floor  Space  of  vanous  Electric  Sub'Statlons. 


Railway. 


£.2  o8 


Sub-station. 


Notting  Hill  Gate 
Marble  Arch 


"535 


Buislip  . 
Harrow 
Finchley  Boad 
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O 
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OQ 


North. 
Eastern. 
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Wimbledon  Park  . 
Putney  Bridge 
Victoria 
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Pandon  Dene 
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Plant 
Capacity. 


1,800 
1,800 


3,200 


8,200 


Floor  Area 

in  Square 

Feet 
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Square 
Foot. 


830 


880 


2,400    I    2,790 

I 

2,400        2,790 


8,660 


3,600 

2,140 

4,800 

2,760 

3,600 

2,140 

2,400 

1,880 

3,600 

2,140 

6,000 

2,980 

3,600 

2,140 

3,600 

2,140 

8,840 


2X1 


Remarks. 


Sub-stations  built  in  two  circular 
shafts  sunk  in  the  ground. 


Transformers  on  main  floor. 


»> 


>) 


t) 


ft 


M 


)» 


1-68 


Transformers  or  gallery. 


)> 


»» 


») 


)* 


M 


>l 


)) 


I) 


l> 


1-28 

I 
I 

1'68       Transformers  on  main  floor. 
2  00       Transformers  on  gallery. 


1-68 
1-68 
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)» 


»» 


»i 


>> 


)i 
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CUD  S    c8  --> 

a  o  if  ^ 


Railway. 


o  o 

O   3 

d 
Xi   u 

s  O  o 

CO         *^ 


Sub-station. 


Grand  Central  Terminal 

Mott  Haven . 

Kingsbridge  . 

Yonkers 

Irvington 

Ossining 

Bronx  Park  . 

Scarsdale 


No.  14,  96th  Street 
No.  11,  Worth  Street 
No.  16,  132nd  Street 
No.  12,  Union  Square 


Ultimate 

Plant 
Capacity. 


7,500 
7,500 
5,000 
5,000 
5,000 
5,000 
5,000 
5,000 


Floor  Area 

in  Square 

Feet. 


4,79.6 
3,845 
3,845 
8,639 
3,845 
8,845 
8,845 
8,845 


Kilo- 

wattii  per 

Square 

Foot. 


Remarks. 


1-30 


1-56     \ 

1-95 

1-30 

1-37 

1-30 

1-30 

1-80 


\  Each  sub- station  has  battery 
/      equipment. 


/ 


12,000 

5,000 

2-4      ' 

12,000 

6,000 

20 

12,000 

6,000 

2-0      1 

12,000 

4,400 

2-7        ' 

1 

h  Transformers  on  main  floor. 


1.  Suh-stations  oti  the  Central   London  Railway. 

The  sub-stations,  as  originally  laid  down,  were  built  underground  in  circular 
shafts.  The  Bond  Street  Sub-station,  which  was  put  down  since  the  opening  of  the 
line  as  an  emergency  station  and  chiefly  for  supplying  lifts  and  lighting,  is  the 
only  one  which  is  on  the  ground  level.  The  other  stations  are  situated  in  the  base 
of  the  lift  shafts,  below  the  level  of  the  platforms,  and  are  therefore  at  a  depth 
of  120  ft.  and  more  below  the  street  surface. 

At  Notting  Hill  Gate  the  whole  of  the  equipment  is  contained  in  a  single  chamber 
80  ft.  diameter  and  21  ft.  high,  but  at  Marble  Arch  and  at  Post-office,  the. 
plant  is  divided  between  two  chambers  each  23  ft.  diameter  and  IS  ft.  high. 

Fig.  179  shows  the  general  arrangement  of  the  Marble  Arch  Sub-station,  from 
which  a  good  idea  of  the  lay-out  of  the  transformers,  rotary  converters,  and  switch- 
boards, may  be  obtained. 

The  normal  maximum  output  of  each  sub-station  is  1,800  kilowatts,  but  this  could 
be  increased  on  occasion  by  20  per  cent,  without  any  difficulty.^ 

The  plant  in  each  case  consists  of  seven  transformers,  two  rotary  converters, 
and  the  necessary  switchboards,  blowers,  etc.  A  novel  kind  of  radial  overhead 
crane,  consisting  of  girders  pivoted  to  the  centre  of  the  roof,  and  supported  by 
wheels  running  on  a  circular  rail  at  the  circumference,  provides  for  the  ready 
handling  of   the  machinery  at   Notting   Hill   Gate;   part   of  this  is  visible  in   the 

^  A  large  part  of  this  description  of  the  Central  London  Railway  sub-stations  is  taken  by  permis- 
sion from  the  Electrical  Review  for  June  15th,  1900,  pp.  1012—1018.  It  was  prepared  for 
the  Electrical  Review  by  Mr.  A.  H.  Allen. 
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view  of   the  main  switchboard  shown  in  Fig.  180.     The  two  converters  and  the 
bank  oE  trauaformers  form  three  sides   of   a  square,  from  the  open  side  of  which 


Pig.  ISO.    Oebtbal  Lo^tdon  KaiIwat:  Norrrno  Hill  Gatb  Sitb-statios  MAnf  Switchboard. 

a  ladder  leads  to  the  switchboard  gallerj ;  this  extends  lialf-way  round  the  room 
at  a  height  of  6  ft.  5  ins.  from  the  floor  level. 

In  Fig.  181  is  given  a  diagram  showing  the  general  arrangement  of  the 
connections  of  two  of  the  sub- 
stations. From  the  connection 
boxes,  one  in  each  tunnel,  two 
high  tension  feeder  cables  enter  the 
room  and  pass  through  Parehall 
ihree-pbase  switches  to  the  high 
tension  'bus  bars  which  are 
mounted  above  the  alternating 
current  panels  of  the  switch- 
board.   An  ammeter  transformer 

is  mounted  on  one  of  the  bars  to     j-jg  ^g^.    Centkal  London  Eailway:  Arrangement 
mdicate  the  total  current  entering        of     Hioh     Tension     'Bus    Baes     and     Ammeter 
the  sub-station ;   a  view  of  this        TttAsaroHMEa. 
'bus-bar  transformer   is  given  in 

Pig.  182,  which  also  shows  the  method  of  supporting  the  bars.  Fig.  183  shows,  at 
the  left,  the  back  of  the  high  tension  panels,  with  the  Parshall  switch-gear  and 
volt   meter   transformers,   as   they    appeared   when   erected   at   the   maker's  works. 
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over  a  space  in  front  of  the  ventilating  trunk,  the  high  tension  'bus  bars 


Higb  Tension  Feeder  Panel.  Low  Tension  Feeder  Panel. 

Fig.  163.     Central  London  Railway:  Back  View  of  Sub-station  Switchboaed. 

HiOQ  Tension  axd  Low  Tension  Fbeder  Panels. 

bring  the  ihree-pbase  currents  to  three  transformer  panels  shown  at   the  left  in 
Fig.  184.      Each  of  these  is  fitted  ivith  double-pole  switches  for  the  primary  and 


CanTerfei"  Panel. 
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secondarj  circuits  of  two  tranaformers.  Each  of  tlie  latter  has  a  rated  output  of 
300  kilowatte  at  a  pressure  of  330  volts  on  the  secondary  side  when  supplied  at 
5,000  volts,  80  that  the  normal  secondary  current  is  910  amperes.  The  trans- 
formers are  coupled  up  delta  on  both  high  and  low  tension  sides.     Fig.  185  shows 


Fig.  184a.    Centiial  Lo.vdon  Railway  :  Front  View  of  IIioii  Tessiox  P.ujels, 
siiowiNG  TiiHEE-PHASE  Swiicii, 

a  view  of  the  bank  of  transformers  in  place  ;  and  Fig.  186  gives  part  sectional 
drawings  showing  their  internal  construction.  It  will  be  seen  that  the  coils  are 
supported  in  a  vertical  position,  with  a  horizontal  core  in  the  form  of  a  double 
magnetic  circuit. 

The  core  is  built  up  of  steel  laminte  0*014  in.  thick,  separately  japanned,  with 
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ventilating  ducts  at  frequent  intervals.  The  steel  is  of  special  quality,  having  high 
permeability  and  low  hysteresis  losses,  and  alleged  entire  freedom,  under  the  condi- 
tions ot  service,  from  deterioration  due  to  ageing.  The  coils  are  wound  on  formers, 
in  four  primary  and  four  secondary  sections,  arranged  in  series  as  shown  in  the  plan. 
The  transfoimers  are  cooled  by  an  air  blast,  air  being  drawn  through  ducts  between 
the  coils  and  in  the  core ;  dampers  are  provided  to  regulate  the  draught  by  either 
path.  There  are  two  blowers  driven  by  three-phase  induction  motors  of  6  h.-p.  each, 
with  squirrel  cage  rotors ;  these  exhaust  the  air  from  a  trunk  beneath  the  trans- 
formers, to  which  the  case  o(  each  is  connected.  The  blowers  may  be  used  either 
smgly  or  together,  but  one  is  generally  sufiGcient. 


The  six  transformers  are  so  connected  with  the  switchboard  that  any  or  all  of 
them  may  be  used,  and  a  spare  transformer  is  held  in  reserve  to  replace  any  that 
may  require  inspection  or  repair.  As  will  be  seen  from  the  curves  of  Fig.  187,  the 
efficiency  is  high  and  well  sustained,  being  95  per  cent,  at  quarter-load  and  over 
98  per  cent,  at  full  load.  The  analysis  of  the  various  losses  is  given  with  the 
efficiency  curve. 

From  the  secondary  switches  of  the  transformers,  three  heavy  'bus  bars  carry 
the  current  to  the  converter  panels,  a  back  view  of  one  of  which  is  given  at  the 
extreme  right  of  Fig.  184.  Each  of  these  is  fitted  with  two  Bamuelson  three-phase 
quick-break  switches,  connected  at  the  top  with  the  'bus  bars,  and  at  the  bottom  with 
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the  leads  to  the  alternating  current  side  of  the  rotary  converters.  As  these  switches 
have  to  break  2,000  amperes  at  8S0 
volts  on  each  blade,  they  are  of 
very  massive  construction,  and  the 
phases  are  separated  from  one 
another  by  slabs  of  marble  to  pre- 
vent arcing.  Fig.  188  shows  one  of 
these  switches. 

Following  the  course  of  the 
current,  we  now  come  to  the 
rotary  converters.  These  machines 
are  rated  at  900  kilowatts  output, 
1,800  amperes  at  500  volts.  Their 
overall  dimensions  are  11  ft.  8  ins. 
by  9  ft.  10  ins.  by  9  ft.  9^  ins.  high. 
They  are  twelve-polar,  and  being 
fed  with  three-phase  currents  at 
25  periods  per  second,  they  run  at 
250  revolutions  per  minute.  The 
normal  potential  difference  between 
the  collector  rings  is  880  volts. 

In  Fig.  189  we  give  a  plan 
and  sectional  elevations  showing 
their  construction.  The  base  is 
formed  of  a  single  iron  casting 
supporting  the  bearings,  magnet 
frame,  and  collector  gear ;  the  frame 
is  of  mild  cast  steel,  to  which  the 
laminated  steel  magnet  cores  are 
bolted.     The  coils  are  wound  on 


Fig.  186.  Central  London  Railway:  Notting  Hill 
Gate  Sub-station.  300-k.w.  Transfokmbb,  Eleva- 
tions AND  Plan. 
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sheet  iron  spools  with  brass  flanges;  the  shunt  coil,  of  No.  11  B.  and  S.,  912  turns  per 

spool,  is  wound  next  to  the  yoke, 
and  the  series  coil,  of  eight  copper 
strips  2*5  in.  by  0'075  in.  in 
parallel,  2^  turns  per  spool,  is  close 
to  the  pole-pieces.  The  effect  of 
compounding  on  a  rotary  converter 
is  very  interesting.  Nominally  the 
ratio  of  conversion  from  alternating 
to  continuous  current  is  invariable ; 
but  by  causing  the  alternating 
current  to  lead  or  lag  over  the 
impressed  E.M.F.  it  is  possible  to 
vary  the  effective  pressure  between 
the  collector  rings,  so  as  to  raise 
or  lower  the  voltage  on  the  com- 
mutator. For  this  purpose  the 
armatures  of  the  generators  and 
rotaries,  and  the  windings  of  the 


m   M    »   4II    mm 


m   \m   III!  iM 


Fig.  187.     300-K.w.  Central  London  Railway  Trans- 
FOBMEB,  Efficiency  and  Losses. 
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static  transformers,  possess  snBScient  reactance,  and  the  series  winding  on  the 
rotary  has  the  effect  of  over-esciting  the  fields,  causing  the  current  to  lead  in 
phase,  so  that  as  the  load  increases  the  continuous  current  voltage  rises  cor- 
respondingly. By  suitably  shunting  the  series  winding,  the  compounding  of  the 
rotaries  may  be  adjusted  to  give  quite  constant  pressure  under  the  widest  variations 
of  load.  This  subject  lias  been  dealt  with  at  eonsiderabla  length  on  pp.  175  to  186  of 
this  chapter. 

The  magnet  cores  are  12  ins.  square  overall,  with  a  polar  arc  of  15^  ins. 
on  an  internal  diameter  of  84*375  ins. ;  the  induction  density  in  the  cores 
is  95,000  lines  per  square  inch,  while  in  the  joke,  which  is  22  ins.  wide,  the 
density  is  48,000. 


o  o 

o| 

o 

o 

o' 

o 

§o 

The  magnet  frame  can  be  bodily  slid  along  the  bed-plate  so  as  to  completely 
expose  the  armature  and  field-magnet  windings. 

The  armature  is  built  up  of  insulated  sheet  steel  lamines  0*014  in.  thick,  secured 
by  dovetailing  to  a  heavy  cast-iron  spider, 

The  overall  diameter  of  the  armature  ia  7  ft.,  and  the  inside  diameter  of  the 
core  5  ft.  2  ins. ;  the  gross  length  of  the  core  is  12'5  ins.  There  are  2B8  slots,  each 
1'25  ins.  deep  X  0*44  in,  wide ;  the  induction  density  in  the  teeth  is  128,000  lines  per 
square  inch,  and  in  the  core  itself  51,000  lines. 

The  armature  is  of  the  drum  type,  multiple-wound  with  bar  conductors;  there 
are  four  of  these  in  each  slot,  measuring  0*4  X  0'125  in.  each. 

The  three  collector  rings  are  joined  with  the  armature  winding  at  eighteen  equi- 
distant points ;  the  rings  are  24  ins.  diameter  by  S^  ins.  wide,  mounted  on  a  separate 
spider,  and  there  are  eight  copper  brushes  to  each  ring. 

The  commutator  is  54  ins.  diameter  by  17^  ins.  long,  and  consists  of  676  segments, 
carried  on  a  cast-iron  spider.  There  are  twelve  sets  of  carbon  brushes,  eight  blocks, 
1}  ins.  wide  by  ^  in .  thick,  forming  a  set.    These  are  carried  by  a  cast-iron  ring  supported 
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by  bracketa  from  the  yoke,  and  can  be  adjusted  simuHaneously  by  a  handwheel  and 


Fig.  190.    CENTR.U.  LoxDON  RAILWAY :  900-ic.w.  BoiARY  Converter. 

vForm,  though,  in  actual  working,  the  brushes  remain  at  the  mechanically  neutral  point, 
whatever  the  load. 

The  armature  core  weighs 
7,000  lbs.,  and  the  copper  721  lbs. ; 
the  total  weight  ia  24,800  lbs. 
The  magnet  frame  weighs  com- 
plete 19,550  lbs.,  and  the  whole 
machine  48,850  lbs.  Fig.  190  ia 
a  photograph  of  one  of  these  900 
kilowatts  rotary  converters. 

The  curves  of  efficiency  and 
losses  of  these  machines  are  shown 
in  Pig.  191.  The  overall  efficiency, 
it  will  be  seen,  is  95  per  cent. 
&t  full  and  overload,  and  92^ 
per  cent,  at  half-load ;  it  is  not 
probable  that  the  average  load 
will  fall   below   the    latter    value.    ^.^    ^^^      centhal  London  Railway:    Curves   of 

The  magnetisation  curve  (Fig.        efficiency     and     Losses     of    900.k.w.     Rotahy 
192),  which  is  given  in  terms  of       CoN^-ERTER. 
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both  alternating  and  continuous-current  voltage,  dhows  the  relation  between  these 
to  be  about  0'6  to  1  at  practically  all  values  of  the  magnetisation.     The  ''  phase 

characteristic  "  (Fig.  198)  shows  the 
great  importance  of  accurately 
ascertaining  the  most  suitable 
value  of  the  field  excitation,  so  as 
to  obtain  the  best  possible  power 
factor.  With  the  most  favourable 
adjustment  of  the  exciting  current, 
i.e.,  with  6'4  amperes  in  the  shunt 
winding,  the  "apparent"  power 
factor  on  no  load  is  only  0*7.  When 
working  on  a  load  this  value  is 
exceeded,  and  it  may  be  brought 
up  nearly  to  unity  by  suitable 
excitation  when  fully  loaded. 

The  method  of  btarting  is  as 
follows : — The  first  rotary  must,  of 
course,  be  run  up  on  the  alternating 
current  side;  three  transformers 
are  switched  on,  and  the  negative 
of  the  rotary.  All  other  switches 
are  left  open,  including  special 
switches  w^hich  divide  the  shunt 
winding  into  four  short  sections,  for 
the  purpose  of  avoiding  the  induction  of  an  excessive  E.M.F.  in  these  coils.  The  high 
tension  feeder  switch  and  the  three-phase  rotary  switch  are  then  closed  in  succession, 
and  the  rotary  starts  up  with 
about  2,000  amperes  per  col- 
lector ring.  Full  speed  is 
reached  in  some  80  seconds. 
When  synchronism  is  prac- 
tically attained,  the  field  circuit 
is  closed,  care  being  taken  to 
do  this  when  the  continuous 
current  E.M.F.  is  building  up 
in  the  right  direction,  as  shown 
by  the  volt  meter.  If,  however, 
the  polarity  is  wrong,  a  fresh 
start  may  be  made,  or  the 
second  rotary  run  up ;  if  this 
also  has  the  wrong  polarity, 
one  may  be  reversed  from  the 
other  by  means  of  the  reversing 
field  switch.  Another  method 
is  to  close  all  the  necessary 

switches  before  the  engine  starts,  and  run  up  slowly.  When  one  rotary  is  running, 
the  others  can  be  started  as  continuous-current  motors  from  the  line.  For  this  pur- 
pose, the  equaliser  switch  is  thrown  down,  and  the  circuit  breaker  and  field  switch 
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Fig.  192.    Central  London  Railway  :  Magnetisation 
Curve  of  900-k,w.  Rotary  Converter. 
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Fig.  193.     Central   London  Bailway:    Phase  Charac- 
teristic OF  900-K.w.  Rotary  Converter. 
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closed ;  this  excites  the  field  of  the  incoming  machine.  The  negative  switch  is  then 
thrown  downwards,  and  the  starting  rheostat  closed  step  hy  step.  The  speed  is  then 
adjusted  to  synchronism,  and  the  three-phase  rotary  switch  closed,  after  which 
the  continuous-current  switches  are  opened,  leaving  the  converter  running  as  a 
synchronous  motor.  The  continuous-current  side  is  then  paralleled  with  the  line  in 
the  usual  way. 

Again  following  the  current  back  to  the  switchboard,  we  arrive  at  the  continuous 
current  apparatus.  There  are  two  panels,  one  for  each  rotary,  on  which  are  mounted 
the  positive,  equaliser,  and  negative  switches.  By  throwing  up  the  equaliser  switch, 
the  positive  brush  ring  is  coupled  direct  to  the  positive  'bus  bar,  the  converter  then 
running  as  a  shunt  machine ;  when  it  is  thrown  down,  the  brush  ring  is  connected 
with  the  equaliser  bar  for  compound  parallel  running.  When  the  negative  switch  is 
thrown  upwards  the  machine  is  coupled  with  the  negative  'bus  bar  through  the 
circuit  breaker,  which  is  mounted  above  the  corresponding  three-phase  switch  ;  the 
downward  position  couples  the  negative  terminal  with  the  negative  'bus  bar  through 
the  starting  rheostat.  A  Weston  ammeter  is  fixed  on  each  panel,  as  well  as  a  double- 
pole  reversing  field  switch  and  reversible  field  ammeter,  and  rheostat  hand-wheel. 

A  single,  four-point,  starling  rheostat  is  mounted  on  one  of  the  panels,  coupled 
between  the  lower  terminals  of  the  negative  main  switches  and  the  negative  'bus  bar. 
An  alternating  current  volt  meter  is  provided  which  can  be  connected  with  the  collector 
rings  of  either  machine,  as  well  as  a  synchronising  volt  meter  and  lamps. 

The  four  feeder  panels  are  fitted  with  circuit  breakers  and  double-throw  quick- 
break  switches,  as  well  as  a  Weston  ammeter  to  each  feeder.  The  third  rail  in  each 
tunnel  is  cut  by  a  section  insulator  near  each  sub-station,  and  the  four  ends  are 
connected  by  feeders  with  the  middle  points  of  the  feeder  switches.  These  are  arranged 
in  pairs,  two  for  the  "up"  tunnel  and  two  for  the  "down."  The  lower  contacts  of 
each  pair  are  coupled  together  by  a  short  bar,  so  that  when  both  switches  are  down, 
the  third  rail  is  electrically  continuous  and  independent  of  the  sub-station,  and  can  be 
fed  right  through  by  the  other  sub-stations.  In  the  upward  position,  the  switches 
couple  the  positive  'bus  with  the  third  rail  direct. 

The  negative  'bus  bar  is  permanently  connected  with  the  track  rails,  and  the  total 
energy  supplied  to  each  tunnel  is  separately  recorded  by  two  Thomson  watt-hour 
meters. 

On  the  base  of  the  feeder  panels  are  mounted  two  three-phase  switches  controlling 
the  blower  motors,  and  a  double-pole  switch  and  starting  rheostat  for  a  series-wound 
Blackman  fan  motor,  by  means  of  which  the  sub-station  is  ventilated. 

The  next  panel  carries  the  apparatus  for  controlling  the  lift  cables ;  there  are  two 
of  these  running  the  whole  length  of  the  line,  one  in  each  tunnel.  These  are  arranged 
on  the  same  plan  as  the  third  rails  in  that  by  throwing  down  the  switches  the  cables 
are  coupled  througli  and  are  independent  of  the  station ;  while  by  throwing  them 
upwards  they  are  connected  with  the  positive  'bus  bar.  The  current  to  the  two  '*  up  " 
cables  is  passed  through  an  ammeter  and  a  watt-hour  meter,  and  through  one  circuit- 
breaker  ;  the  same  holds  good  for  the  "  down  "  cables.  The  ammeter  reads  both  sides 
of  zero,  so  as  to  show  the  current  restored  to  the  line  by  the  lift  motors  acting  as 
regenerative  brakes  during  the  descent  of  the  lifts. 

The  lighting  feeders  are  entirely  separate  from  the  power  circuits  ;  a  positive  and 
a  negative  feeder  for  this  purpose,  run  the  whole  length  of  each  tunnel,  and  the  distri- 
buting boards  in  each  station  are  coupled  with  these  on  the  three-wire  system.  The 
lighting  feeders  are  connected  with  the  -f-  and  —  'bus  bars  in  each  sub-station,  and 
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with  several  storage  batteries  at  different  points  on  the  line.  The  lighting  panel, 
next  to  the  lift  panels,  is  fitted  with  a  minimum  current  cut-out  to  prevent  the 
batteries  from  feeding  back  into  the  machine ;  when  this  comes  out,  the  lighting  load 
is  thrown  entirely  on  the  batteries,  which  also  carry  the  load  when  the  line  is  shut 
down.  There  is  a  positive  main  switch  on  this  panel  by  means  of  which  the  positive 
lighting  'bus  bar  is  coupled  to  the  positive  main  'bus  bar,  while  the  negative  main 
switch  is  double-throw,  to  connect  the  negative  lighting  'bus  bar  direct  with  the 
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Fig.  194.    Metropolitan  Eailway:  Ruislip  and  Harrow  Sub-stations. 


negative  of  either  rotary,  so  that  the  lighting  is  unaffected  by  the  circuit  breaker.  A 
main  ammeter  and  a  watt-hour  meter  are  also  provided  for  the  lighting  circuits* 

The  remaining  panel  of  the  switchboard  is  fitted  with  various  instruments  by 
Weston  and  Elliott  Brothers  for  testing  the  leakage  from  the  third  rail,  the  drop  in  the 
track  rails,  and  the  total  return  by  earth  to  the  sub- station. 

Fig.  180  shows  the  whole  of  the  switchboard  at  Netting  Hill  Gate,  except 
the  high  tension  feeder  panels.  Figs.  188  and  184  show  the  backs  of  similar  boards, 
and  Fig.  184a  shows  the  front  of  the  high  tension  panels. 

The  number  of  safeguards  against  breakdown,  provided  by  the  arrangement 
described,  is  worthy  of  note ;   the  sub-station  can  be  supplied  with  power  by  either 
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or  both  feeders  from  the  power  station;  the  transformers  and  converters  are  in 
duplicate,  and  can  be  worked  in  various  combinations ;  the  connections  with  the  line 
and  the  lift  cables  are  also  arranged  so  as  to  give  the  maximum  number  of  alterna- 
tives, and  the  storage  batteries  ensure  that,  whatever  might  happen  to  the  line,  the 
lighting  would  be  unaffected, 

2.  Sub-stations  of  the  Aletropolitan  Railway. 
Drawings  of  a  typical  sub- station  are  shown  in  Figs.  194  and  195,  which  relate  to  the 
Bnislip  and  Harrow  stations.     The  arrangement  of  the  sab-station  will  be  readily 
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Fig.  193.    Metropolitan  Eailway  :  Kuislif  and  Harrow  Spb-btations. 

understood.  It  will  be  seea  that  the  transformers  are  in  separate  brick  chambers, 
located  underneath  the  switchboard  gallery.  An  overhead  traveller,  carried  on  one 
side  by  steel  pillars  and  on  the  other  by  stones  projecting  from  the  wall,  servea 
to  handle  the  transformers  and  rotary  converters.  Current  is  delivered  from  the 
mains  at  11,000  volts,  which  is  stepped  down  to  440  volts,  at  which  it  supplies  the 
rotary  convertors,  which  deliver  continuous  current  at  500  to  600  volts. 

The  transformer  efficiency  is  97  per  cent,  at  halt-load,  and  97*4  per  cent,  at  three- 
quarter  load  and'fuU  load.    The  temperature  rise  after 24  hours  run  on  full  load,  is  not 
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more  than  45  degrees  Cent.,  and  at  25  per  cent,  overload  not  more  than  60  degrees  Cent. 
With  B  50  per  cent,  overload  for  1  hour,  the  rise  is  not  to  exceed  60  degrees  Cent. 
The  transformers  are  oil-insalated,  self-cooling.  The  regulation  is  within  1*75  per  cent, 
between  no  load  and  fall  load.  Each  sub-station  is  equipped  with  a  high  tension 
switchboard  provided  with  oil  break  switches,  guaranteed  to  break  the  full  voltage  at 
any  load  which  ma;  possibly  come  on  the  plant,  these  being  for  controlling  the  various 
high  tension  feeder  circuits  and  the  static  transformers  supplying  the  rotary  con- 
verters. The  instruments  are  all  of  low  voltage,  and  are  connected  to  the  variouB 
cables  through  transformers.  The  low  tension  switchboards  have  marble  panels 
carried  in  iron  frames.  The  high  tension  switches  are  controlled  by  means  of  signal 
levers,   actuated  from  the  switchboard  platform,  and  the  high  tension  switchboard 


Fig.  196.    DiSTEiCT  Railway  :  Plan  of  Chariso  Oboss  Stib-6tation. 

settings  are  built  of  special  bricks,  8|  ins.  by  i\  ins.  by  2f  ins.,  laid  with  J-in. 
cement  joints,  the  cement  mortar  being  made  in  the  proportion  of  one  of  cement  to 
two  of  sand. 

The  rotary  converters  which  are  situated  on  the  main  floor  with  the  transformers, 
have  ten  poles  of  laminated  steel.    Their  efficiencies  are — 

At  hcdf-load         ....    01^  per  cent. 

At  three-quarter  load .  .94         ,, 

AtfiiUload  .        .        .        .95 

The  machines  are  specified  to  be  over-compounded  for  10  per  cent,  increase  in 
voltage  between  no  load  and  full  load. 

The  temperature  rise  is  specified  not  to  exceed  40  degrees  Cent,  after  24  hours  run 
on  full  load ;  with  25  per  cent,  overload,  not  greater  than  50  degrees  Cent.,  and  with 
50  per  cent,  overload  for  1  hour,  not  greater  tlian  60  degrees  Cent. 
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The  average  voltage  between  eegments  ia  11  volts,  and  carbon  bruehes  are  used. 
The  guarantee  as  to  sparking  \b  that  up  to  an  overload  of  50  per  cent,  no  brash  shift 
shall  be  required,  and  that  with  a  temporary  overload  of  75  per  cent,  there  shall  be 
no  serious  sparkiog. 

8.  Sub-stations  of  the  Distiict  Railway. 

The  Bub-stations  are  arranged  ns  shown  in  Figs.  196  and  197,  which  relate  to  the 
Charing  CroBS  Station.  The  sub-stations  are,  with  a  few  exceptions,  built  on  land 
adjoining  the  railway,  but  at  the  Mansion  House  and  at  Victoria  they  are  erected 


Fig.  198.    DisTEicr  Railway  :  Diaqkam  of  Co-xectionb  at  CHARma  Ckoss 

Sub- STATION. 
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spark-gap  lightning  protectors.  Keverse  current  relays  are  provided  at  the  sab-station 
eud  of  the  high  t«nsion  cables.  Besides  the  usual  instruments  connected  to  the 
feeders,  there  is  also  a  synchroscope,  for  indicating  the  phase  before  switching  the 
feeder  throngh.  The  main  high  tension  bus  bars  are  divided  into  four  aeciions,  with 
one  feeder  and  one  rotary  converter  connected  to  each.  These  bus-bar  sections,  by 
meiins  of  selector  switches,  may  be  operated  independently  or  in  multiple,  as  the  case 
may  require.  Isolating  switches  are  also  fitted  to  each  rotary  converter  circuit,  thus 
providing  a  flexible  arrangement  of  connection. 

The  secondary  windings  of  the  transformers  are  connected  through  three  single 
pole  knife  switches  to  the  collector  rings  on  the  rotary  converter.  The  main  high 
tension  triple-pole  oil  switch  for  controlling  each  rotary,  is  band-operaied,  but  is  also 


Fig.  IB9.    District  Railway;  Putney  Deidge  Sub-station  Switchboard. 

equipped  with  a  polyphase  overload  time-limit  relay.  The  continuous  current  siile  of 
the  rotary  is  provided  with  two  knife  switches.  A  reverse- cuirent  circuit  breaker  is 
also  inserted  in  the  negative  main.  Each  rotary  converter  is  connected  to  an  equaliser 
switch.'  The  rotary  converter  is  started  by  a  small  induction  motor,  and  is  operated 
from  a  corresponding  panel  on  the  alternating  current  switchboard. 

The  lighting  circuits  are  on  the  three-phase  system. 

Sicitchhoard. — The  total  length  of  the  switchboard  is  69  ft.  4  ins.  At  the  right- 
hand  end  of  this  board  are  six  panels  controlling  the  lighting  circuits.  These  are 
fitted  with  measuring  instruments  and  double  pole  circuit  breakers.  Id  addition,  the 
blowers  for  the  air  blast  transformers  are  controlled  from  these  panels. 

Adjacent  to  the  sixth  lighting  panel  are  two  instrument  panels,  carrying 
instruments  connected  to  the  four  high  tension  incoming  feeders,  and  also  two 
polyphase  reverse  current  relays. 
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Next  fo  the  two  iiiBti'umeiit  panels  are  four  alternating  current  low  tension  panels 
for  the  rotaries.  These  panels  carry  the  inatrumentB  used  in  connection  with  the  low 
tension  alternating  current  side,  also  the  controlling  switches,  and  the  small  motor 
starting  switches. 

Following  the  alternating  current  panels,  are  four  continuous-current  panels  for 
the  rotaries.      Each  of  these  panels  carries  a  circuit  breaker  with  a  reverse  current 

relay  attachment,  and  two 
single-pole  knife  switches. 
These  panels  also  carry  the 
rheostat  dial  switches  for 
controlling  the  Seld  windings 
of  the  rotary  converters. 
After  the  continuous-current 
panels  come  the  main  load 
panels,  carrying  two  large 
volt  meters,  one  connected 
across  the  bus  bars  and  the 
other  to  the  machine  volt 
meter.  This  panel  also 
carries  the  main  ammeter. 
Next  to  the  load  panel  is 
the  watt  meter  panel,  carry- 
ing three  large  watt  meters. 
Next  come  the  lift  panels, 
which  control  the  supply  of 
current  to  the  lifts.  Adjoin- 
ing the  lift  panels  are  placed 
twelve  train  section  and 
track  feeder  panels.  Each 
panel  carries  two  3,000- 
ampere  circuit  breakers,  one 
4,000-ampere  ammeter,  and 
two  3,000-ampere  single  pole 
knife  switches.  The  feeders 
are  double  pole,  as  the 
positive  and  negative  rails 
are  insulated  throughout. 

The  bus  bars  are  of 
flat  copper  strips.  The  low- 
tension  series  transformers 
for  operating  the  low  tension 
alternating  current  ammeters  consist  only  ot  a  secondary  winding  and  a  magnetic 
circuit.  The  secondary  windings  are  siipi^d  over  the  switch  studs,  which  form  the 
primary  of  these  tratisformevs. 

The  whole  of  the  high  tension  cables,  series  transformers,  etc.,  are  mounted  on  a 
fireproof  screen  called  the  high  tension  wall.  A  series  of  small  vertical  brick  cubicles 
or  slots  are  formed  in  this  wall,  in  which  the  cables  are  run.  The  high  tension  bus 
bars  are  arranged  in  similar  cubicles.  The  spark  gaps  are  arranged  in  u  fireproof 
chamber. 
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The  switches  installed  for  the  high  tension  feeders  and  rotaries,  are  operated  by 
means  of  hand  levers.  These  switches  are  automatically  tripped  by  relays.  The 
switch  is  maintained  in  an  open  position  by  gravity.  Fig.  200  shows  one  of  these 
switches.  They  are  erected  in  a  masonry  structure,  each  of  their  three  poles  and  the 
oil  tank  in  which  they  are  immersed,  being  in  a  separate  fireproof  compartment. 

4.  Sub-stations  of  the  North-Eastern  Railway. 

The  electrified  section  of  the  North-Eastern  Railway  is  served  by  five  sub-stations, 
having  an  aggregate  capacity  of  11,200  kilowatts.  They  are  located  respectively  at 
Pandon  Dene,  CuUercoats,  Wallsend,  Benton,  and  Kenton. 

Of  these  the  first-mentioned  is  the  largest ;  it  contains  four  converter  units  of 
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Fig.  201. — North-Eastern  Eailway:  Ground  Plan  of  Typical  Sub-station. 


800  kilowatts  each.  Next  come  CuUercoats  and  Wallsend,  with  three  similar  units ; 
while  Benton  and  Kenton  each  have  two  units. 

The  general  arrangement  of  the  sub-stations  is  shown  in  Figs.  201,  202  and  203. 

The  generating  station  supplies  the  sub-stations  with  three-phase  currents  at  a 
pressure  of  5,500  volts,  which  is  reduced  by  sets  of  three  transformers  in  delta 
connection,  and  is  converted  by  the  rotary  converters  into  continuous  current  at 
600  volts,  at  which  voltage  the  current  is  supplied  to  the  third  rail. 

The  high  and  low  tension  boards  are  located  on  opposite  sides  of  the  station, 
the  progress  of  the  energy  from  the  high  tension  lines  being  thus  from  one  side  to  the 
other. 

The    incoming    5,600-volt    feeders    (three-core,    paper-insulated,    lead-covered 
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cables),  are  fitted  with  spark  gaps  capable  of  relieving  the  cables  of  any  abnormal  rise 
of  pressure. 

The  main  feeder  switches  between  the  feeders  and  the  bus  bars,  are  of  the 


Fig.  202.    NcRTH- Eastern  Ratlway  :  T^soitviunal  Skction  of  Sdb-station. 

Westinghouse  oil-break  type,  as  shown  in  Fig.  204.     These  are  electrically  operated 
from  a  low  tension  board,  and  are  capable  of  breaking  the  maximum  current  ot  any  of 


Fig.  203.    hoRTn-EABTKRN  Bailwai  .  Cross-Section  of  8vB-sTArio>. 

the  sub-stations.     The  high  tension  gear  is  mounted  on  a  fireproof  wall,  with  parti- 
tions between  each  phase  and  circuit.     In  connection  with  the  main  feeder  switches 
there  are  two  reverse-current  relays  and  solenoid  switches  which  energise  the  tripping 
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coil  and  open  the  oil  switch  in  case  the  current  should  reverse  and  the  sab-station 
commence  to  supply  power  to  the  high  tension  feeders.  A  nine-panel  low  tension 
board  is  provided  for  the  control  of  the  high  tension  switch-gear. 

Electrically  operated  oil  switches  are  also  interposed  between  the  bus  bars  and 
the  high  tension  windings  of  the  static  transformers.  These  are  fitted  with  time-limit 
overload  eut-outa,  to  open  in  case  of  overload  or  breakdown. 

All  high  tension  circuit  breakers  are  provided  with  isolating  switches,  to  i 


Fig.  204.    Nobth-Easteen  Bailway  :  WESTiKonotJsB  Oil-Ureak  Hion  Tension  Switches. 

safety  during  inspection  or  cleaning.  The  current  and  potential  transformers  for 
instruments  on  the  boards,  are  fixed  between  the  high  tension  switches  and  the  static 
transformers,  or  on  the  feeder  side  of  the  high  tfinsion  feeder  switches,  as  the  case 
may  be.  One  pole  of  each  instrument  transformer  is  earthed  on  the  low  tension  side, 
to  avoid  any  possibility  of  high  tension  at  the  operating  board. 

The  high  tension  switch-gear  for  the  converter  sets  is  controlled  from  panels  on 
the  large  continuous-current  board  on  the  side  of  the  station  opposite  to  the  high 
tension  gear. 
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Two  panels  are  required  for  each  converter  set,  one,  as  mentioned  above,  for  the 
high  tension  side  of  the  transformers,  and  the  other  for  the  direct  current  side  of  the 
rotaries.  The  group  of  three  transformers  and  one  rotary  is  treated  as  a  unit,  and  all 
synchronising  is  done  on  the  high  tension  side.  A  panel  is  also  set  aside  for  the 
transformers  which  supply  the  induction  motors  used  for  starting  the  rotaries.  The 
load  panels  on  this  board  carry  instruments  which  measure  the  total  power  supplied 
to  the  traction  feeders.  They  also  carry  suitable  recording  instruments.  There 
are  also  six  panels  for  the  control  of  as  many  600-volt  feeders,  each  being  fitted  with  a 
moving-coil  ammeter,  a  circuit-breaker,  and  a  knife  switch.  The  negative  poles  of  the 
machine  and  feeders  are  permanently  connected  to  the  negative  bus  bar.  A  small 
battery  supplies  current  for  operating  the  switches  and  for  lighting  the  pilot  lamps. 
The  main  transformers  are  of  standard  Westinghouse  oil-insulated  and  self-cooled 
pattern.     They  are  each  of  280  kilowatts  rating  at  5,500  to  800  volts  and  40  cycles. 

The  rotary  converters,  of  800  kilowatts  rated  capacity  each,  convert  the  360-volt 
alternating  current  to  600-volt  continuous  current.  Each  rotary  converter  is  a  self- 
contained  unit,  the  two  bearings,  the  lower  half  of  the  frame,  and  the  starting  motor, 
being  mounted  on  a  common  base  plate.  The  temperature  rise  of  the  rotary  converters, 
running  continuously  at  rated  load,  does  not  exceed  35  degrees  Cent.,  and  at  50  per 
cent,  overload,  after  three  hours,  60  degrees  Cent.  Each  rotary  is  started  by  a  small 
Westinghouse,  Type  "  C.B."  polyphase  induction  motor  with  rotor  mounted  on  the 
armature  shaft.  This  runs  the  armature  up  to  speed  before  the  main  three-phase 
supply  is  cut  in.  Separate  step-down  transformers  are  provided  for  the  supply  of 
these  motors.     The  lighting  circuit  is  also  supplied  from  these  transformers. 

As  already  mentioned,  the  group  comprising  three  three-phase  transformers  and 
one  rotary  converter  is  regarded  as  a  unit.  The  following  table  shows  the  combined 
efficiencies  of  transformers  and  rotary  converters,  these  being  the  average  results  of  a 
large  number  of  measurements : — 

Efl&ciency. 

Half -load 91*9  per  cent. 

Three-quarter  load      .         .         .     93'4        „ 

Full  load 93-9        „ 

One-and-half  load        .         .         .     93*9         „ 

A  diagram  of  the  electrical  connections  at  Pandon  Dene  Sub-station  is  given  in 
Fig.  205. 

5.  Sub-stations  on  the  New  York  Central  Railway. 

The  data  given  in  Tables  LXX.,  LXXI.,  and  LXXII.,  for  sub-stations  on  this  line, 
relate  to  the  New  York  City  suburban  section  of  the  system. 

The  power  stations,  two  in  number,  are  situated  at  Morris  and  Yonkers.  These 
generate  energy  at  11,000  volts  and  25  cycles,  which  is  transmitted  through  mains, 
partly  overhead  and  partly  underground,  to  the  sub-stations  already  listed  in 
Tables  LXX.,  LXXI.,  and  LXXII.  Each  sub-station  may  be  fed  from  either  power 
station,  and  the  lines  are  so  disposed  that  no  ordinary  accident  can  cut  off  a 
sub-station  from  its  power  supply. 

At  the  sub-stations  the  high  tension  current  is  stepped  down  to  continuous 
current  at  666  volts  for  delivery  to  the  third  rail.  The  main  equipment  of  each  sub- 
station consists  of  three  rotary  converters  and  their  accompanying  transformers  and 
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subsidiary  apparatus.     The  arrangements  provide  for  an  additional  future  installation 
of  five  rotary  converter  sets,  as  indicated  in  Tables  LXX.,  LXXL,  and  LXXII.     Each 
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sub-station  is  provided  with  a  battery  equipment,  and  provision   is  made  for  any 
extensions  that  may  be  expected  from  increase  in  traffic. 
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The  following  general  principles  were  adopted  in  the  design  of  the  sub- 
stations '. — "^ 

(1)  The  path  of  energy  to  be  as  direct  and  as  short  as  possible  from  the  high 
tension  transmission  line  to  the  continuous  current  feeders  ; 

(2)  The  wiring  to  be  as  little  exposed  as  possible  and  yet  to  be  readily 
accessible  ; 

(3)  All  the  machinery  to  be  on  the  same  floor  as  the  operating  boards  ; 

(4)  The  principal  apparatus  to  be  under  the  direct  control  of  the  operator  while 
standing  at  the  operating  boards  ; 

(5)  All  apparatus  and  machinery  to  be  so  arranged  that  the  effects  of  an  accident 
shall  be  confined  to  the  place  where  it  occurs  ; 

(6)  The  risk  of  accident  to  the  operator  to  be  as  slight  as  possible  ;  and 

(7)  Stations  to  be  fireproof. 

In  pursuance  of  the  first  idea,  the  apparatus  is  arranged  in  the  following  order, 
across  the  station  : — 

Entrance  of  high  tension  lines,  high  tension  switching  apparatus,  transformers, 
rotary  converters,  direct  current  switching  apparatus.  Along  the  station  there  is  a 
succession  of  complete  units,  such  as  that  described  above,  the  controlling  apparatus 
being  located  at  the  centre.  The  second  requirement  necessitated  the  use  of  wall 
chases  for  the  high  tension  lines,  and  determined  the  use  of  transformers  having  both 
high  tension  and  low  tension  terminals  underneath  the  main  floor.  The  third  require- 
ment determined  the  omission  of  galleries  except  for  lightning  arresters.  The  fourth 
requirement  introduced  the  use  of  electrically  operated  switches  and  circuit  breakers 
for  both  the  high  tension  alternating  current  and  the  low  tension  continuous-current. 
All  of  these  switches  and  circuit  breakers  are  operated  from  the  control  boards.  The 
fifth  requirement  determined  the  ample  spacing  of  the  machinery  and  introduced  a 
very  complete  system  of  barriers  for  the  protection  of  line  conductors,  thus  minimising 
danger  to  operators. 

Entrance  oj  High  Tension  Lines. 

The  underground  lines  enter  the  basement  through  ducts,  and  are  terminated  at 
end  bells,  where  they  divide  into  three  separate  conductors  running  to  three  series 
transformers  which  supply  current  to  the  measuring  instruments.  The  scheme 
adopted  for  the  entrance  of  overhead  lines  was  settled  after  a  careful  examination  of 
all  systems  in  use,  and  is  believed  to  afford  the  best  possible  protection  against  rain 
and  snow,  not  only  to  the  incoming  line,  but  also  to  the  apparatus  in  the  building. 

Lightning  Arresters, 

The  design  of  the  lightning  arresters  was  made  with  the  view  of  separating  the 
phases  as  much  as  possible  and  to  make  all  parts  accessible.  The  groups  of  arresters 
are  mounted  in  such  a  way  that  a  complete  set  may  be  taken  out  and  replaced  with 
the  greatest  facility,  a  feature  which  is  believed  to  be  original  with  this  installation. 

All  overhead  lines  are  provided  with  knife  switches  to  disconnect  them  from  the 
sub-station  apparatus. 

*  This  account  is  extracted  from  the  Street  Railway  Journal  report  on  the  New  York  Central 
Railroad,  Vol.  XXVI.,  p.  920,  November  18th,  1905. 
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High  Tension  Wi7'ing  and  Oil  Switches. 

The  high  tension  bus  compartment  is  of  concrete,  and  is  provided  with  concrete 
barriers  to  separate  the  lines  connected  to  the  buses.  The  series  transformers  for  the 
measuring  instruments  pertaining  to  lines  and  machines,  are  suspended  from  the 
ceiling  in  a  row  near  the  bus  compartment,  and  are  separated  by  barriers.  In  order 
to  obtain  this  uniform  arrangement,  and  yet  leave  the  front  terminals  of  the  oil  switch 
dead  when  not  in  use,  the  high  tension  lines  between  the  series  transformers  and  the 
power  transformers  are  looped  under  the  bus  compartment,  an  arrangement  which 
affords  a  very  neat  and  practical  way  of  combining  two  advantages  which  hitherto 
have  not  been  jointly  obtained. 

The  wiring,  where  bare,  is  of  copper  tubing,  which  gives  an  excellent  mechanical 
construction,  a  feature  of  special  importance  for  the  delta  arrangement  of  the  power 
transformers.  The  high  tension  bus  bars  are  supported  rigidly,  but  nevertheless  in 
such  a  way  as  to  take  care  of  expansion  and  contraction.  All  openings  in  the  bus 
compartment  are  protected  by  fireproof  doors. 

The  oil  switches  are  electrically  operated,  and  are  designed  to  carry  a  substantial 
overload.  They  are  provided  with  pilot  lamps  to  indicate  at  the  control  board  whether 
they  are  open  or  closed,  and  the  lamp  circuits  are  so  arranged  that  there  is  no  indi- 
cation unless  the  plungers  complete  their  stroke  without  rebounding.  The  compart- 
ments are  of  brick,  which  matches  the  interior  of  the  sub-stations,  the  barriers  between 
phases  being  soapstone. 

Transfoiiners  and  Rotai'y  Converters, 

Two  sub-stations  are  equipped  with  single-phase  550-kilowatt  transformers  to 
8upi)ly  the  1,500-kilowatt  converters,  whereas  the  stations  with  1,000-kilowatt  con- 
verters have  375-kilowatt  transformers.  These  have  a  normal  ratio  of  11,000  volts  to 
460  volts,  and  are  provided  with  extra  taps  for  varying  the  voltage  according  to  the 
drop  in  the  transmission  lines,  or  according  to  the  distribution  of  load  among  the 
sub-stations.  They  are  of  the  air-cooled  type,  with  terminals  underneath.  The  air  is 
supplied  by  two  induction-motor-driven  blowers,  one  of  which  suflSces  to  supply  the 
station. 

The  rotary  converters  are  of  the  sextuple  connection  three-phase  type,  which 
combines  the  advantages  of  the  ordinary  three-phase  and  six-phase  type.  They 
convert  the  alternating  current  at  460  volts  into  continuous  current  at  666  volts. 


Continuous-Current  Switchboards, 

These  will  have  motor-operated  switches  and  circuit  breakers,  controlled  from  the 
boards  at  the  centre  of  the  station.  The  design  of  these  switches  and  breaker's 
is  stated  to  ensure  a  certainty,  rapidity,  and  safety  of  action  hitherto  unknown  with 
this  type  of  apparatus.  A  spare  panel  and  auxiliary  bus  are  provided,  to  which  any 
feeder  or  machine  may  be  connected  pending  repairs  on  its  proper  panel.  All  connec- 
tions are  made  with  copper  bars,  thereby  ensuring  a  neat  and  effective  construction. 

The  positive  feeders  after  leaving  the  switchboards,  are  provided  with  end  bells, 
which  terminate  the  lead  sheathing  of  the  cables  which  run  out  to  the  third  rail  in 
underground  'ducts. 

The  negative  leads  from  the  converters,  run  through  the  foundations  and  connect 
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to  an  ammeter  shunt  which  carries  the  entire  station  output.     The  negative  feeders 
are  bare  2,000,000-circ.-mil  cables,  which  run  out  directly  to  the  tracks  in  pipes. 

There  are  two  controlling  boards  situated  at  a  part  of  the  station  which  will  be 
the  centre  when  the  station  is  extended  to  its  final  limits.  There  is  a  bench  board 
which  carries  the  principal  instruments  and  control  apparatus,  whereas  an  upright 
board  carries  the  auxiliary  control  apparatus  for  lighting,  etc.  AH  panels  are  of 
natural  slate,  with  black  finish,  the  instrument  cases  being  black  oxidised. 

Ct'anes. 

Each  sub-station  is  provided  with  an  electric  travelling  crane,  which  is  also  supplied 
with  arrangements  for  hand  operation. 

Storage  Battery  Equipment. 

The  electric  storage  battery  equipment  is  believed  to  be  the  largest  railway  battery 
installation  in  the  world.  It  not  only  takes  care  of  load  fluctuations,  but  it  is 
sufficiently  large  to  operate  the  entire  system  under  normal  conditions  for  a  period  of 
1  hour  in  case  of  failure  of  generating  apparatus.  Five  of  the  batteries  have  an  output 
each  of  2,250  amperes  for  1  hour,  and  the  others  give  3,000  amperes,  3,750  amperes, 
and  4,020  amperes  respectively. 

The  batteries  are  located  in  buildings  adjoining  the  sub-stations,  and  are  operated 
in  connection  with  boosters  and  switching  apparatus  in  the  sub-station. 

The  discharge  is  governed  by  a  carbon  regulator,  working  in  connection  with 
exciters  and  boosters,  the  effect  of  which  is  to  make  the  batteries  discharge  when  there 
is  heavy  demand  for  current  and  to. charge  when  the  demand  is  light. 

The  battery  houses  are  of  the  most  modern  construction,  and  have  acid-proof  floors 
of  vitrified  brick.  The  heating  and  ventilating  systems  are  of  the  most  approved  type, 
and  are  well  protected  against  acid  fumes. 

Starting  Converters. 

Converters  may  be  started  either  from  the  continuous-current  or  alternating 
current  side.  In  the  latter  case  a  gradual  application  of  voltage  is  ensured  by  taking 
current  from  several  taps  in  the  secondaries  of  the  power  transformers.  Starting 
from  the  continuous-current  bus,  the  machine  is  started  as  a  continuous-current 
motor  through  a  rheostat.  "When  a  speed  above  synchronism  is  reached,  the 
continuous-current  circuits,  including  the  shunt  field,  are  opened,  and  the  machine 
runs  by  its  momentum  only.  The  alternating  current  is  then  put  on  by  closing  the 
oil  switch,  and  the  machine  runs  as  a  synchronous  motor.  It  is  then  only  necessary 
to  close  the  shunt-field  circuit  to  put  the  machine  in  synchronism.  These  operations 
are  made  to  follow  each  other  rapidly,  and  are  effected  by  the  use  of  a  special 
combination  switch. 

Lighting. 

Sub-station  lighting  is  done  with  incandescent  lamps  operated  by  alternating 
current  at  120  volts.  The  current  is  taken  from  the  460-volt  power  circuits  and  the 
voltage  reduced  by  special  transformers.  The  lights  are  distributed  so  as  to  illuminate 
all  apparatus,  and  at  the  same  time  give  a  good  general  illumination.    All  wiring  is  in 
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conduit,  and  circuits  are  con- 
trolled from  standard  panel 
boxes  set  in  the  walls.  The 
lighting  of  battery  rooms  has 
been  developed  with  a  view  to 
protection  from  acid  fumes,  all 
wiring  in  these  rooms  being 
lead-covered  and  all  sockets  of 
porcelain.  Emergency  lighting 
current  may  be  taken  from  the 
control  battery  or  charging  set. 

Continuoua-Current  Feeder 
System. 
The  continuous  -  current 
feeder  system  is  designed  to 
give  a  duplicate  j>ath  for  the 
current  from  the  sub-station 
to  the  third  rail.  It  is  also 
designed  so  as  to  confine  any 
trouble  which  may  occur,  to  one 
track  only,  thereby  making  any 
interruption  of  trafQc  as  slight 
as  possible.  Switches  are  pro- 
vided at  the  third  rail  to  dis- 
connect all  feeders  at  that  point 
in  case  of  a  ground  between 
the  rail  and  the  station  A 
train  length  section  of  thnd 
rail  is  separately  fed  from  the 
sub-station,  and  is  designed  to 
prevent  trains  bridging  between 
sections.  All  continuous-cur- 
rent cables  are  installed  m  tile 
conduits  close  to  the  tracks, 
except  the  auxihary  feeders 
which  join  the  sub-station  buses 
and  supplement  the  conduc- 
tivity of  the  third  rails  These 
are,  in  some  localities,  run 
overhead  on  the  transmission 


The  four  third-rails  and 
auxiliary  feeder  are  joined 
together  through  circuit 
breakers  situated  in  small 
houses  at  intervals  along  the 
line,  thereby  increasing  the 
effective  conductivity. 
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6.  Siib-statioiiB  of  the  Interborotigh  Rapid  Transit  Co. ,-  New  Yoi-k  Subway, 
A  list  of  8ub-stations  and  corresponding  data  for  each,  is  given  in  Tables  LXX., 
LXXL,  and  LXXIL 

The  converter  unit  employed  to  receive  the  alternating  current  and  deliver  direct 
current  to  the  track,  etc.,  has  an  output  of  1,500  kilowatts,  with  ability  to  carry  50  per 
cent,  overload  for  3  hours.  The  average  area  of  a  city  lot  is  25  X  100  ft.,  and  a 
sub-station  site  comprising  two  adjacent  lots  of  this  approximate  size,  permits  the 
installation  of  a  maximum  of  eight  1,500-kilowatt  converters  with  necessary  trans- 
formers, switchboard,  and  other  auxiliary  apparatus. 

In  designing  the  sub-stations,  a  type  of   building  with  a  central  air  well  was 


Fig.  207.    New  Yobk  Subway  :  Cuoss-SEcrioN  of  Sub-station  No,  14. 

selected.  The  typical  organisation  of  apparatus  is  illustrated  in  the  ground  plan  and 
vertical  sections  in  Figs.  206,  207,  and  208,  and  provides,  as  shown,  for  two  lines  of 
converters,  the  three  transformers  which  supply  each  converter  being  located  between 
it  and  the  adjacent  side  wall.  The  switchboard  is  located  at  the  rear  of  the  station. 
The  central  shaft  affords  e^tcellent  light  and  ventilation  for  the  operating  room.  The 
steel  work  of  the  sub-stations  is  designed  with  a  view  to  the  addition  of  two  storage 
battery  floors  should  it  be  decided  at  some  future  time  that  the  addition  of  such  an 
auxiliary  is  advisable. 

The  energy  is  delivered  to  the  line  in  the  form  of  three-phase  current  at  11,000 
volts. 
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The  Bab-station  apparatua  comprises  transformera,  converters,  and  certain  minor 
auxiliaries.  The  transformera,  which  are  arranged  in  groups  of  three,  receive  the 
three-phase  alternating  current  at  a  potential  approximating  10,500  volts,  and  deliver 
equivalent  energy  (less  the  losa  of  about  2  per  cent,  in  the  transformation),  to  the 
converters  at  a  potential  of  about  390  volts.  The  converters  receiving  this  energy  from 
their  respective  groups  of  transformers,  in  turn  deliver  it  (less  a  losa  approximating 
4  per  cent,  at  full  load)  in  the  form  of  direct  current  at  a  pressure  of  625  volts,  to 
the  bus  bars  of  the  continuoua-current  switchboards,  from  which  it  ia  conveyed  by- 
insulated  cables,  to  the  contact  rails. 

The  illustration  in  Fig,  209  is  from  a  photograph  taken  on  one  of  the  switchboard 
galleries.  In  the  sub-stations,  as  in  the  power-house,  the  high  pressure  alternating 
current  circuits  are  opened  and  closed  by  oil  switches,  which  are  electrically  operated 


Fig.  209.    New  York  Scbway  :  Opebatino  Gallery  i.v  Sub-statiox. 

by  motors,  these  in  turn  being  controlled  by  110-volt  continuous-current  circuits. 
Diagrammatic  bench  boards  are  used,  as  at  the  power-house,  but  in  the  sub-stations 
they  are,  of  course,  relatively  small  and  free  from  complication.  The  instrument 
board  is  supported  by  iron  columns,  and  is  carried  at  a  sufficient  height  above  the 
bench  board  to  enable  the  operator,  while  facing  the  bench  board  and  the  instruments, 
to  look  out  over  the  floor  of  the  sub-station  without  turning  his  head.  The  switches 
of  the  continuous- current  circuits  are  hand-operated,  and  are  located  upon  boards  at 
the  right  and  left  of  the  control  board. 

A  novel  and  important  feature  introduced  in  these  sub-stations  is  the  location  in 
separate  brick  compartments  of  the  automatic  circuit  breakers  in  the  continuous-current- 
feeder  circuits.  These  circuit- breaker  compartments  are  shown  in  the  photograph  in 
Fig.  209,  and  are  in  a  line  facing  the  boards  which  carry  the  continuous-current-feeder 
switches,  each  circuit  breaker  being  located  in  a  compartment  directly  opposite  the 
panel  which  carries  the  switch  belonging  to  the  corresponding  circuit.  This  plan 
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will  effectually  prevent  damage  to  other  parts  of  the  switchboard  equipment  when 
circuit  breakers  open  automatically  under  conditions  of  short  circuit.  It  also  tends 
to  eliminate  risk  to  the  operator,  and,  therefore,  to  increase  his  confidence  and 
accuracy  in  manipulating  the  hand-operated  switches. 

The  three  conductor  cables  which  convey  three-phase  currents  from  the  power- 
house are  carried  through  tile  ducts  from  the  manholes  located  in  the  street  directly 
in  front  of  each  sub-station  to  the  back  of  the  station  where  the  end  of  the  cable  is 
connected  directly  beneath  its  oil  switch.  The  three  conductors,  now  well  separated, 
extend  vertically  to  the  fixed  terminals  of  the  switch.  In  each  sub-station  but  one 
set  of  high  potential  alternating  current  'bus  bars  is  installed,  and  between  each 
incoming  cable  and  these  'bus  bars  is  connected  an  oil  switch.  In  like  manner, 
between  each  converter  unit  and  the  'bus  bars  an  oil  switch  is  connected  into  the  high 
potential  circuit.  The  'bus  bars  are  so  arranged  that  they  may  be  divided  into  any 
number  of  sections  not  exceeding  the  number  of  converter  units  by  means  of  movable 
links,  which,  in  their  normal  condition,  constitute  a  part  of  the  'bus  bars. 

Each  of  the  oil  switches  between  incoming  circuits  and  'bus  bars  is  arranged  for 
automatic  operation,  and  is  equipped  with  a  reversed  current  relay,  which  in  the 
case  of  a  short  circuit  in  its  alternating  current  feeder  cable  opens  the  switch  and  so 
disconnects  thfe  cable  from  the  sub-station  without  interference  with  the  operation  of 
the  other  cables  or  the  converting  machinery. 

The  Location  of  Suh-atationa. 

Carter  has  laid  down  in  an  interesting  manner  some  important  considerations 
which  should  control  the  location  of  sub-stations.     To  quote  from  his  paper,^ 

"  In  a  system  of  any  size  there  will  usually  be  certain  junctions  from  which 
several  lines  radiate,  and  which  accordingly  form  natural  distributing  points,  where 
one  would  locate  sub-stations  if  otherwise  practicable.  One  must  also  locate  a  sub- 
station near  each  of  the  ends  of  a  line,  since,  with  the  usual  arrangement  of  low- 
tension  feeders,  the  distance  that  one  can  feed  to  a  dead  end  with  a  given  drop  in 
1  potential  is  only  about  one-third  of  the  distance  between  adjacent  sub-stations  on  the 
I  line.  Sub-stations  should,  wherever  possible,  be  located  at  railway  stations,  for  the 
convenience  of  attendants,  inspectors,  and  visiting  engineers,  and  to  facilitate  the 
delivery  of  supplies. 

"  The  above  considerations  having  been  taken  account  of,  and  local  conditions 
fully  allowed  for,  the  sub-stations  should  be  located  with  reference  to  the  potential 
drop  between  sub-stations  and  trains.  In  the  case  of  a  completely  insulated  line 
equipment,  such  as  that  employed  on  the  Metropolitan  and  Metropolitan  District 
Eailways,  the  waste  of  energy  limits  the  mean  voltage  drop,  whilst  the  necessity  of 
efficient  train  lighting  at  all  times  limits  the  maximum.  With  a  rail  return,  however, 
there  are  the  additional  restrictions  imposed  by  the  Board  of  Trade  on  the  voltage  drop 
in  uninsulated  conductors. 

"  The  position  of  the  trains  with  reference  to  the  sub-stations  should  be  mapped 
out,  and  the  voltage  drop  in  the  conductor  railb  at  any  particular  time  determined. 
This  should  be  done  for  a  time  of  heavy  load,  and  the  worst  condition  to  be  anticipated 
in  regular  service  should  be  judged,  due  allowance  being  made  for  probable  future 
increase  of  traffic. 

*  "  Technical  Considerations  in  Electric  Railway  Engineering,"  paper  read  before  the  Institution 
of  Electrical  Engineers,  January  25th,  1906. 
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"  The  location  of  the  sub-stations  will  in  the  end  be  a  matter  of  considerable 
adjustment  and  compromise,  the  object  being  to  efficiently  feed  the  system,  employing 
as  few  sub-stations  as  practicable.  On  a  system  with  many  ramifications  it  is  often 
impossible  to  prevent  the  sub-stations  crowding  one  another  somewhat  in  certain 
places,  but,  with  care,  the  layout  can  usually  be  made  so  that  there  is  not  very  much 
waste  from  this  cause. 

"  In  a  continuous-current  system,  the  all-day  efficiency  of  distribution  from  gene- 
rating station  *bus  bars  to  trains,  is  usually  in  the  neighbourhood  of  78  per  cent.  In 
a  well-designed  alternating-current  system  this  efficiency  would  probably  approxinaate 
to  87  per  cent." 

Mr.  Carter  is  of  opinion,  and  the  authors  most  emphatically  share  the  opinion, 
that  this  last-named  advantage  of  systems  employing  single-phase  equipments  is 
more  than  thrown  away  when  the  rolling  stock  is  considered.  Indeed,  while  involving 
considerations  which  belong  to  a  later  chapter,  we  wish  here  to  refer  to  another 
paragraph  of  Mr.  Carter's  paper  which  reads  as  follows  : — 

"  We  can  now  see  why,  under  suburban  conditions,  the  single-phase  system 
compares  very  unfavourably  with  the  continuous-current  system.  What  with  the 
heavier  train  and  the  greater  energy  consumption  per  ton-mile,  the  energy  consump- 
tion per  train  mile,  for  trains  of  given  capacity,  will  generally  be  quite  45  per  cent, 
greater  under  single-phase  than  under  continuous-current  operation.  Allowing  for 
the  higher  efficiency  of  distribution  in  the  former  of  these  systems,  the  power  and 
energy  generated  must  still  be  some  30  per  cent,  greater.  This  requires  80  per  cent, 
greater  capacity  in  the  generating  plant,  the  cost  of  which  will  almost  wipe  out  the 
saving  in  the  sub-stations,  whilst  the  80  per  cent,  greater  annual  generating  costs  will 
far  exceed  any  possible  saving  in  sub-station  maintenance  and  supervision.  In  a 
compact  system  operating  frequent  trains — such  as  the  usual  urban  system — the  sub- 
station expenses  are  insignificant.  The  following  proportions  have  been  found  to  hold 
in  reference  to  the  Manhattan  Elevated  Railway : — 

Generating  and  sub-station  expenses : — 


Maintenance,  power-station     . 
Operation,  power-station 
Maintenance,  sub-stations 
Operation,  sub-stations     . 

9-0  per  cent 
.     850         „ 
0-5 
6'6         ,, 

• 

1000 

"  In  estimating  the  capacity  of  the  machinery  in  the  several  sub-stations,  the 
number  of  trains  fed  by  each  sub-station  at  all  times,  must  be  estimated.  A  table 
should  be  drawn  up  showing  the  momentary  maximum  and  average  load  on  each  sub- 
station, both  at  the  time  of  heaviest  traffic  and  at  the  time  of  light  load.  The  output 
of  the  sub-station  may  be  taken  as  5  per  cent,  in  excess  of  the  input  to  the  trains. 
The  maximum  momentary  output  may  generally  be  taken  as  occurring  when  two 
trains  are  taking  their  maximum  accelerating  current,  and  all  other  trains  that  can 
possibly  be  supplied  from  the  sub-station  are  taking  their  average  current.  This  rule 
is,  however,  subject  to  modification  according  to  the  locality  of  the  sub-station. 

"  When  the  above-mentioned  table  has  been  drawn  up,  the  size  and  number  of 
units  in  each  sub-station  can  be  determined.  If  possible,  units  of  one  size  should  be 
employed  throughout  the  system,  even  if  the  capacity  is  sometimes  greater  than  is 
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absolutely  necessary.  The  maximum  momentary  output  of  the  sub-station  should  be 
taken  to  correspond  with  the  maximum  momentary  overload  of  the  machines  in 
use.  The  load  at  times  of  heaviest  trafl&c  will  indicate  the  number  of  units  required, 
and  the  output  during  the  time  of  light  traffic  will  be  found  useful  in  determining  the 
size  of  the  units.  Having  settled  upon  the  number  of  machines  required  for  service, 
an  extra  one  or  two  will  usually  be  included  in  each  sub-station  to  serve  as  a  standby. 
"  In  the  case  of  rotary  converter  sub-stations,  the  total  capacity  of  the  installed 
machinery  will  usually  be  some  40  or  60  per  cent,  greater  than  that  installed  in  the 
generating  station  for  supplying  power  to  the  trains.  The  excess  is  chiefly  required 
on  account  of  the  exceedingly  bad  load  factor  of  a  sub-station,  which  necessitates  an 
installation  far  greater  than  the  mean  load  would  indicate.  In  this  respect,  the  trans- 
former sub-stations  of  a  purely  alternating-current  system  show  to  great  advantage. 
Transformers  can  be  designed  to  stand  five  or  six  times  the  rated  load  for  short  periods 
without  injury  or  excessive  voltage  drop,  and  two  or  three  times  for  an  hour  or  two 
without  excessive  heating.  In  such  a  system,  therefore,  the  continuous  capacity  of 
sub-station  plant  will  usually  be  less  than  that  of  the  generating  station  plant,  since 
the  former  may  be  laid  out  to  suit  the  mean  all-day  load,  whilst  the  latter  must  suit 
the  mean  load  at  the  time  of  the  heaviest  traffic". 
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Chapter    VIII 

THE   DISTRIBUTING   SYSTEM 

BY  distributing  system  we  mean  that  part  of  the  electrical  system  separate  from  the 
generating  or  transmission  systems  and  designed  for  controlling  and  regulating 
the  voltage  more  or  less  independently  of  the  voltage  in  the  generating  or  transmission 
systems.  Copper  feeders  may  or  may  not  be  a  necessary  part  of  the  distribution  system, 
which  may  consist  of  either  an  insulated  transmission  rail  with  track  return  or  of  an 
overhead  conductor  with  track  return,  or  of  either  with  an  insulated  return  rail. 
Whenever  the  return  is  insulated,  track  feeders  and  the  attendant  disadvantages  may 
be  dispensed  with,  and  this  rule  applies  practically  independently  of  the  distance 
between  feeding  points.  It  will  be  seen  that  in  practice  the  rail  becomes  an  important 
part  of  practically  any  distribution  system.  This  comes  about  from  the  fact  that  at 
high  speeds  a  degree  of  rigidity  is  required  in  the  collector  system  that  is  favourable 
to  economical  use  of  iron  and  steel  as  conductors.  While  the  voltage  in  the 
transmission  system  may  be  allowed  to  vary  to  correspond  with  an  economical  use  of 
materials,  there  are  other  conditions  imposed  by  proper  operation  in  the  distribution 
circuit ;  for  this  reason  the  conductance  of  the  distribution  system  must  be  relatively 
very  high  and  cannot  be  widely  varied  to  suit  the  economical  working  of  material. 
Approximately  constant  voltage  must  be  maintained  in  the  operating  circuit  to 
ensure  proper  performance  of  train  equipment.  For  this  reason,  together  with  the 
mechanical  requirements,  rails  of  very  considerable  cross-section  are  used,  and  in  the 
best  practice  the  drop  in  these  rails  rarely  exceeds  2  or  3  per  cent,  of  the  pressure  on 
the  distributing  circuit.  The  collecting  device  in  the  low  tension  system  generally 
consists  of  shoes,  which  may  be  either  under-running  or  over-running.  With  this 
class  of  collector,  the  surface  is  so  considerable  that  practically  any  amount  of  current 
may  be  transmitted  to  a  train  without  arcing  or  flashing,  except  when  the  most 
ordinary  mechanical  precautions  are  neglected.  The  chief  objection  which  has  been 
urged  against  a  third  rail  system  relates  particularly  to  first  cost,  since  even  with  the 
protected  form,  not  more  than  1,000  volts  difference  of  potential  between  the  conductor 
and  rail  is  considered  practical,  even  when  the  conductor  rails  are  protected  in  the 
most  efficient  manner.  In  the  case  of  the  overhead  system  it  is  urged  by  its  advocates 
that  there  is  practically  no  limit  to  the  safe  working  voltage.  It  remains  to  be 
j)roved  by  practical  experience  whether  or  not  with  the  same  conditions  as  to  regu- 
lation, the  overhead  system  is  not  more  costly  than  the  third  rail  system,  since  in 
general  the  third  rail  system  has  been  designed  with  a  small  drop  in  pressure, 
whereas  the  overhead  systems  are  generally  designed  with  a  considerable  drop  in 
pressure.      The  cost  of  maintenance  of  rail  conductor  systems  has  proved  in  practice 
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negligible,  whereas  the  maintenance  of  overhead  systems  is  a  considerable  item  in 
working  cost. 

Preference  is  expressed  by  some  railway  engineers  for  some  form  of  overhead 
construction,  thus  leaving  the  track  clear  of  obstacles  to  the  repair  and  upkeep  of  the 
permanent  way,  and  also  avoiding  complications  at  junctions  and  termini.  There  are, 
however,  a  number  of  difl&culties  attendant  upon  the  use  of  overhead  construction, 
more  especially  with  reference  to  high  speed  and  to  the  small  clearance  under  bridges 
and  tunnels,  which  appear  to  have  been  overlooked.  In  order  to  allow  of  high  speed, 
the  conductor  must  be  as  free  as  possible  from  lateral  movement,  and  at  the  same 
time  must  be  flexibly  suspended ;  this  is  accomplished  by  suspending  the  conductor 
from  a  cable  stretched  longitudinally  along  and  at  a  suitable  height  above  the  track. 
The  bridges  and  tunnels  offer  considerable  difiBculties  to  overhead  construction  owing 
to  the  limited  head-room,  and  in  extreme  cases  the  conductor  is  transferred  from  above 
to  the  track  level.  The  overhead  conductor  in  these  cases  is  sectioned  and  discon- 
nected from  the  source  of  supply  and  the  current  collected  from  a  rail  by  a  contact 
shoe.  Provision  for  these  requirements  makes  the  high  tension  overhead  system 
expensive,  and  may  introduce  great  diflSculties  to  safe  or  reliable  working.  One  great 
advantage  resulting  from  carrying  the  conductor  overhead  when  placed  at  a  uniform 
safe  distance  from  the  train,  is  that  the  conductor  can  with  safety  be  charged  to  a 
higher  voltage. 

The  overhead  system  for  railways  is,  by  many,  associated  with  alternating  current 
motor  equipments ;  there  is,  however,  no  essential  connection  between  the  two. 
Hitherto  the  vast  bulk  of  electric  traction  throughout  the  world  has  been  done  by 
continuous  current  motors,  and  a  pressure  of  from  500  to  1,000  volts  between  collector 
rail  and  earth  has  been  found  to  satisfy  the  economical  conditions  and  to  be  satisfactory 
practice.  1,000  volts  may  be  taken  to  be  the  safe  limit  of  E.M.F.  for  rail  systems  as 
now  constructed.  Should  the  conditions  demand  it,  there  is  no  inherent  diflSculty  in 
building  motors  for  from  1,500  to  2,000  volts,  which  will  stand  the  conditions  to  which 
railway  motors  are  subject ;  two  such  motors  placed  in  series  would  admit  of  a  line 
pressure  of  from  3,000  to  4,000  volts,  at  which  pressure  the  current  required  to  work 
the  train  is  within  the  limits  which  can  be  transmitted  by  copper  conductors  of 
ordinary  sizes  and  collected  with  trolley  or  bow.  The  limitations  of  the  overhead 
system  as  to  high  speeds  and  heavy  working,  apply  equally  to  both  the  alternating  and 
continuous  current  systems. 

In  distribution  by  alternating  currents,  regard  must  be  had  to  their  inductive 
action ;  we  have  to  take  account  of  the  self-induction  of  the  current  on  itself  within  the 
conductor,  as  a  result  of  which  the  current  tends  to  confine  itself  to  the  outer  layers, 
and  thereby  increases  the  effective  resistance  of  the  conductor.  This  effect  is  negligible 
in  copper  conductors  up  to  one  half  square  inch  cross  section  at  a  frequency  of  25  cycles 
per  second,  which  is  the  maximum  frequency  likely  to  be  used  in  alternating  current 
traction.  Where,  however,  iron  enters  into  a  circuit,  the  effect  is  most  pronounced, 
owing  to  the  permeability  of  the  material,  and  is  of  such  magnitude  that  it  cannot  be 
neglected.  There  remains  to  be  considered  also  the  inductance  of  the  circuit  formed  by 
the  conductors,  the  effect  of  which,  owing  to  the  distance  between  the  conductors, 
especially  where  one  conductor  is  carried  overhead,  is  considerable.  There  are  other 
minor  effects  which  are  quite  negligible,  and  need  not  be  specified ;  the  more  important 
effects  referred  to  above,  will  be  dealt  with  quantitatively  in  subsequent  sections  of  this 
chapter. 

Since  the  track  rail  is  extensively  employed  for  conducting  the  current  back  from 
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the  motors  to  the  point  of  supply,  it  is  necessary  to  deal  with  the  properties  of  a 
track  as  a  conductor.  We  do  not,  however,  deem  it  necessary  to  deal  with  the 
construction  of  the  track  generally,  but  only  with  such  matters  as  are  incidental 
to  the  use  of  the  track  as  a  conductor. 


THE   THIRD-RAIL   SYSTEM. 

The  material  of  the  third  rail  is  chosen  principally  with  reference  to  high 
conductivity,  so  far  as  cost  permits,  and  with  but  little  reference  to  wear,  since  it 
is  only  subject  to  the  friction  of  a  contact  shoe  pressed  against  it  by  gravity  or 
occasionally  by  a  comparatively  light  spring  pressure.  The  strength  of  the  section 
is  of  little  importance,  any  section  which  is  readily  installed  and  insulated  being 
suitable  so  far  as  relates  to  mechanical  strength.  The  rail  should  be  of  sufficient 
cross-section  to  carry  the  current  without  undue  voltage  drop,  and  should  present 
an  ample  contact  surface  for   the  collecting    shoes.      The    chemical    composition 
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Fig.  210.    Curve  for  Resistance  and  Composition  op  Steel. 


customarily  employed,  and  the  corresponding  specific  resistance,  are  set  forth  in 
Table  LXXIIL,  on  p.  248,  the  data  in  which  relate  to  several  third-rail  systems.  The 
composition  employed  in  usual  practice  approximates  to  the  following : — 

Carbon     .         .         .        .         .         .      0*09  per  cent., 

Manganese 0*44     ,, 

Phosphorus 0'088  ,, 

Sulphur 0-080  „ 

The  resistance  of  a  rail  of  this  composition  is  about  7'3  times  that  of  copper. 
It  is  instructive  to  compare  the  constituents  of  conductor  rails  with  those  of  track 
rails,  given  later  on  in  this  chapter.  In  the  case  of  conductor  rails,  as  mentioned 
above,  the  material  is  chosen  especially  with  reference  to  a  high  conductivity  rather 
than  to  mechanical  properties,  and  on  this  latter  account,  the  quantity  of  material 
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other  than  iron,  present  in  track  rails  often  reaches  1*5  per  cent,  (see  pp.  267  to  271), 
while  in  conductor  rails  the  quantity  of  other  material  present,  as  may  be  seen  from 
Table  LXXIII.,  on  p.  248,  averages  0*5  per  cent.,  and  rarely  exceeds  0*7  per  cent.  The 
resistance  of  such  track  rails  is  about  eleven  times  that  of  copper,  while  that  of 
conductor  rails  is  only  about  seven  times  that  of  copper.  Generally  speaking,  the 
resistivity  of  a  rail  varies  more  or  less  in  proportion  to  the  amount  of  foreign  material 
present,  but  the  cost  of  manufacturing  a  very  high  purity  steel  outbalances  the  gain  in 
conductivity  resulting  therefrom,  and  hence  a  compromise  is  made  between  high 
conductivity  and  the  cost  of  manufacture. 

While  the  resistance  of  pure  iron  is  only  about  five  times  that  of  copper,  the 
average  for  conductor  rails  is  about  seven  times  that  of  copper,  which  is  not  a  great 
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Fig.  211.    Curves  showing  the  Effect  of  Carbon  and  Manganese  on  the 

Conductivity  of  Steel. 

amount  higher  than  the  resistance  of  pure  iron.  Fig.  210  gives  a  curve  showing 
the  effect  of  foreign  matter  on  the  resistance  of  steel.  This  curve  is  deduced  from  a 
large  number  of  test  results  of  the  General  Electrical  Co.  of  America,^  and  of 
Barrett,  Brown,  and  Hadfield.  It  may  be  taken  as  giving  fair  values  for  any  given 
percentage  of  total  impurities,  although,  of  course,  the  prevalence  of  each  particular 
foreign  element  has  its  own  characteristic  effect  on  the  resistance.  To  investigate 
the  effects  of  such  single  elements,  the  tests  carried  out  by  the  General  Electrical 
Co.  of  America  were  made  on  a  large  number  of  samples  of  widely  varying 
composition.  By  examining  the  samples  with  different  proportions  of,  say,  carbon, 
but  with  nearly  constant  proportions  of  other  elements,  the  effect  on  the  resistance, 
of  varying  the  percentage  of  carbon  could  be  studied,  and  in  a  similar  way  the  effect 
of  varying  the  percentage  of  any  other  element  present. 


^  See  paper  by  J.  A.  Capp,  entitled  "The  Electric  Conductivity  of  Steel,''  read  before  the 
American  Institution  of  Mining  Engineers,  1904. 

247 


ELECTRIC   RAILWAY   ENGINEERING 

Barrett,  Brown,  and  Hadfield  have  ascertained  that  an  increase  in  manganese 
from  0*5  per  cent,  upwards  occasions  a  rapid  increase  in  the  resistance  at  first,  and 
then  more  slowly  until  7  per  cent,  of  manganese  is  reached,  after  which  the  addition 
of  more  manganese  has  little  or  no  effect. 

The  effect  of  carbon  is  to  increase  the  resistance  directly  in  proportion  to  the 
percentage  of  carbon  present.  The  curves  shown  in  Fig.  211  indicate  generally  the 
quantitative  effects  of  these  two  elements. 

The  curve  marked  **  Manganese  "  is  for  rails  possessing  a  fairly  low  and  constant 
quantity  of  carbon  (from  0*2  per  cent,  to  0*33  per  cent.),  the  manganese  being  the 
principal  variable  between  the  limits  set  forth  on  the  abscissae  of  the  curve.  The 
curve  marked  "  Carbon  *'  is  for  rails  containing  a  fairly  low  and  constant  quantity 
of  manganese  (from  0*2  per  cent,  to  0*5  per  cent.),  the  carbon  being  the  principal 
variable  element. 

Other  elements  present,  i.e.,  sulphur,  phosphorus,  and  silicon,  are  only  permitted 
in  such  small  quantities  that  the  effect  of  their  variation  is  fairly  negligible. 

Table  LXXIII.  gives  the  chemical  composition  and  conductivity  of  the  conductor 
rails  on  several  representative  railways. 


Table  LXXIIL 


Composition  and  Conductivity  of  Conductor  Kails. 


Railway. 


Central  London 
Baker    Street    and 

Waterloo    . 
Manhattan 
New  York  Subway . 
Boston  Elevated    . 
Metropolitan      and 

District 
Great  Northern  and 

City     . 
New  York  Central . 


Percentage  Composition  of  RaiL 


Carbon. 


•03 

•05 
•078 
•10 
•037 

•036 


Man- 
ganese. 


•33 

•19 
•340 
•60 
•341 

•315 


Sulphur. 


Phos- 
phoruu. 


Silicon. 


Total 
\)er  cent, 
not  Iron. 


•045 

•052 

Traces 

•05 
•073 
•05 
•073 

•05 
069 
•10 
•069 

•03 

Nil 
•05 

Nil 

•059 

•056 

NU 

•467 

•370 
•555 
•90 
•520 

•465 


Conductivity. 


Ratio  of  Speciflc 
Resistance  of  Rail 
to  Specltic  Resist- 
ance of  Pure 

Copper  at  20*  C. 


Microhms 

per  Inch 

Cube. 


7-50 

4-94 

6-40 

7-750 

8-00 

4-25 

5^150 

5-30 

7^15 
760 

4-42 
4-94 

Resistance  of  1 

Mile  1  Square 

Inch  in  Section 

at  20"  C. 


•313 

•269 
•326 
•336 


•280 
•313 


Mounting  of  Conductor  Rails. 


The  method  of  mounting  and  insulating  the  conductor  rail  and  the  design  of  the 
insulator  depend  largely  upon  the  shape  of  the  rail  section. 

The    insulating    supports    on   which   the   rail   rests    are    usually  spaced   from 
4  to  12  ft.  apart. 

Some  examples  are  given  in  Table  LXXIIIa.  for  four  London  lines. 
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Table  LXXIIIa. 
Showing  Spacing  of  Insulating  Supports. 


Railway. 


Distance  in  Feet  between 
Insulatora. 


Metropolitan  and  District 
Central  London  . 
City  and  South  London 
Waterloo  and  City 


10-6 
7-5 
6-5 
7-5 


Number  of  Insulators  per 
Mile  of  Conductor  Rail. 


503 
705 
812 
705 


The  weights  per  yard  of  the  various  conductor  rails  together  with  a  number  of 
other  particulars  of  the  track  may  be  found  by  reference  to  Tables  LXXIV.,  LXXVIL, 
and  LXXVITI.1 


Table  LXXIV. 
Particulars  of  Conductor  Rails  for  various  Railways. 


Particulars  of  Conductor  Rail. 


5  c    ■ 


Railway. 


Length  in 
Feet. 


1  Paris  Metropolitan 

2  New  York  Subway    .... 

8    Boston  Elevated 

4     Central  London 

6  ,  Great  Northern  and  City  Railway     . 

6  ;  Lancashire  and  Yorkshire  Hallway  . 

7  Berlin  Electric  Overhead  and  Underground 

8  Berlin-Zossen 

9  Valtellina 

10  i  City  suid  South  London     .... 

11  '  Baker  Street  and  Waterloo  Railway 

12  '  Petaluma  and  Santa  Rosa  Railway,  California 

13  I  Milan- Varese-Porto  Ceresio  Railway,  Italy 

14  '  St.  Georges  de  Commires  la  Mure,  France 

15  '  Liverpool  Overhead 

16  Mersey  Railway,  Liverpool 

17  !  Manx  Electric  Railway,  Douglas-Ramsey 

18  Seattle-Tacoma 

19  Jackson  and  Battle  Creek  Railway   . 

20  !  Manhattan  Elevated  .... 

21  Metropolitan  District  Railway  . 

22  London,  Brighton,  and  South  Coast  Railway 

23  New  York  Central 

24  Paris- Versailles 

25  North-Eastern 


40  and  60 

60 
30  and  42 

42 

60 
39  ft.  4^  ms. 


30 


39  ft.  4  ins. 

32 
60 

30 
30 
60 


59 


Weight  in 

Pounds  per 

Yard. 


93 
75 

85 
85 
80 
70 
56-5 


40 
85 

90-7 


100 

100 

70 

100 

100 

70 
94 
80 


Cross- 

Area,  Cross- 

section. 

section 

See  Fig.  222, 

in  Square 
Inches. 

on  p.  258. 

9-15 

A 

7-38 

A 

8-37 

D 

8-37 

D 

7-87 

A 

6-9 

A 

5-6 

D 

40 

E 

8-37 

A 

1 

9-2 

1 

40 

T  section 

1 

9-8 

A 

9-8 

A 

6-9 

1        A 

9-8 

A 

9-8 

B 

6-9 

1        B 

9-26 

B 

7-8 

The  material  of  the  insulators  themselves,  should  combine  mechanical  strength 
and  durability  with  good  electrical  insulating  properties.  As  these  two  properties  do 
not  usually  exist  together,  it  is  somewhat  diflScult  to  obtain  a  satisfactory  material. 

The   material  in  most  common  use  is  of  the  earthenware  variety.     Thus  the 


»  For  Table  LXXVIL  and  LXXVIIL,  see  p.  272. 
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Baker  Street  and  Waterloo  Railway  employs  vitrified  earthenware;    the    Central 
London  Railway  and    the    Metropolitan    and    District    Railways    of    London    are 


Fig,  212.    Methods  of  Moonting  and  Insulating  Cokdcc-tor  Rails. 

employing  hif^hly  vitrified  porcelain.  These  insalators  were  mannfactured  by 
Messrs.  Doulton. 

The  New  York  Central  Railway, 
which  has  adopted  the  under-contact 
type  of  conductor  rail,  described  here- 
after, is  still  experimenting  with  the 
following  BubBtances  with  a  view  to 
finding  the  most  suitable:  vitrified  clay, 
rubber  and  indurated  fibre  and  recon- 
structed granite.  Reconstructed  granite 
is  employed  on  the  Manhattan  Elevated 
Railway. 

A  number  of  methods  of  mounting 
insulated  rails  of  Yignoles,  bull-head, 
channel,  and  solid  section  are  shown 
in  Fig.  212.  The  diagram  shows  the 
customary  methods  of  mounting  rails  of 
each  of  these  sections,  although  special 
means  are  employed  in  exceptional 
cases.  A  reference  to  Figs.  220  and  221, 
which  show  sections  through  various  tracks,  will  be  instructive  in  this  connection. 
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Tb6  methods  set  forth  in  Fig.  212  are  lettered  A,  B,  C,  etc.,  and  a  reference  to 
column  8  of  Table  LXXV.  will  show  the  method  in  use  on  many  of  the  roads  enumerated 
in  that  table.  The  commonest  method  (Fig.  212a)  of  mounting  a  flat-bottomed  rail, 
is  on  a  cylindrical  drnm  insulator,  with  some  kind  of  overhanging  tip  clamping  the 
bottom  flange  of  the  rail.  A  view  of  the  London  Underground  Electric  Bailways  Co.'s 
insulntor  is  shown  in  Fig.  213.  This  consists  of  a  black  or  cream  enamelled 
vitrified  stoneware  of  Messrs.  Doulton's  manufacture,  with  base  and  cap  of  malleable 
cast  iron. 

The  method  shown  in  Fig,  212c  is  employed  on  the  Paris-Orleans  Railway,  where 
a  bull-headed  rail  is  mounted  and  tnsulnted  on  timber. 

Fig.  212d  shows  mounting  for  a  rail  of  channel  section,  as  on  the  Central  London 
Bailway  and  on  the  City  and  South  London  Bailway.     The  channel  rail  covers  in  the 
insulators,  thus  protecting  them,  and  giving  a  highly  satisfactory  arrangement.     It  is 
surprising   that   the    channel    rail 
has   not  been   used   to    a   greater 
estent,  as    it    has    proved    more 
satisfactory  than    any    others,  in 
cases  where  it  is  employed. 

For   mounting    a    solid    type 

rail    Fig.    212b    shows    a    simple 

solution,  where  the  rail  is  laid  on 

earthenware  insulators  bolted  on  to 

the  sleepers  with  wrought  iron  clips. 

This  type  of    rail    and    mounting 

is  used   on  the  Baker  Street  and 

"Waterloo  Railway,  the  solid  square 

section  being    employed    to    save 

space,  an   important   matter  in  a 

tube  railway,  and  at  the  same  time  c.-     „, .     n  -i^  n       . 

,     •'  ,.  .       -,  Fift-  214.    Pedestal  Ttpb  of  Rail  Insulator. 

to  get  a  large  cross-section  of  rail. 

Wood  is  inferior  to  other  insulating  materials  on  the  grounds  of  destrnctibility  by 
weather  and  low  durability. 

In  designing  the  insulators,  they  should  be  relieved  of  undue  stress,  and  should 
permit  of  sufficient  freedom  to  the  rail  with  regard  to  expansion,  irregularities  of  track 
construction,  and  so  forth. 

Fig,  214  shows  another  Doulton  pedestal  type  insulator,  somewhat  similar  to 
those  employed  on  the  District  Railway. 

In  Fig.  215  are  shown  two  types  of  insulator  liy  the  Reconstructed  G-ranite  Co. 
The  lower  illustration  in  this  figure  relates  to  a  solid  insulator  for  flat-bottomed  rails. 

Fig.  216  shows  Chambers'  insulator  for  a  rail  of  tapered  channel  section,  which 
latter  has  been  adopted  by  the  Great  Western  Railway  for  their  metropolitan  lines. 


Protection  oj  Lire  ItaiU. 

A  hare  exposed  500-volt  conducting  rail  is   sometimes  required  to  have  some 

mode  of  protection  against  anything  falling  on  it  and  causing  short  circuits  on  the 

return    rails,   and    also  from  the  point  of  view   of  personal   safety  to   the   railway 

company's  servants  and  of  trespassers.    Although  a  potential  of  500  volts  is  rarely 
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fatal  to  human  life,  the  fact  remains  that  a  few  fatal  accidents  have  occurred,  of 
which  a  500-volt  live  rail  has  been  the  primary  cause.     Hence  there  have  been  many 


Beconstrui-ted  Granite  Co. 'a 
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attetupta    to    effectively  guard    the    conductor    rail  against  wilful  tampering  and 

accidental  contact. 

Fig.  217  illustrates  a  number  of  typical  methods  which  have  been  employed  for 

guarding  the  live  rail.     The  types  are  indicated  by  the  letters  A,  B,  C,  and  D,  and 

corresponding    letters    appear   in    column    4    of  _ 

Table   LXXV.,    thus    indicating    the    methods    of 

guarding,   employed   on    several   of   the   roads  in 

that  table. 

Fig.  217a   is   the   least   elaborate,   consisting 

of  a  single  board  bolted  to  the  rail  and  raised  a 

few  inches  above  it.     This  method  is  employed  on 

the  Mersey  Bailway,  where  the  live  conductors  m 

are  laid  adjacent  to  one  another  between  the  two 

tracks.     The   wooden    guard    running   the    entire 

length  of  the  line  on  each  rail  has  been  considered 

sufficient  protection  to   those  of   the    company's 

servants,  who  alone  have  access  to  the  tine. 

In  Fig.  217b  two    boards   are  used,  one   on 

each  side  of  the  rail.    These  afford  better  protection 

against    anything    falling    across    the    line,    and 

against    the    liability    of   any   person    coming   in 

contact  with  the  rail. 

In  Fig.  217c  the  two  boards  are  tapered  to  more  effectively  cover  in  the  rail. 

In  Fig.  217d  an  approach  is  made  to  covering  in  the  rail  with  a  horizontal  board, 

leaving  for  the  collecting  shoe  a  small  space  between  the  upper  face  of  the  rail  and  the 

guard  board.     This  necessitates  an  especially  thin  projecting  shoe- 
In  the  sketch  shown,  the  cover  board  is  supported  by  a  timber  beam  on  edge, 


Fig.  21- 


Protecting  Cokddctor  Rails. 


running  beside  the  rail  and  bolted  thereto.  Tbis  method  is  in  use  on  the  Paris- 
Orleans  line,  the  New  York  Subway,  and  the  Wilkesbarre  and  Hazelton  Bailroad  in 
Pennsylvania.  The  Genera!  Electric  Co.  of  America  have  used  a  similar  guard  board, 
supported  on  light  iron  brackets  bolted  on  to  the  track  sleepers. 

The  latest  development  in  the  direction  of  completely  shielding  the  conductor  rail 
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is  the  "  under-contact"  method  of  mounting  introduced  on 
the  lines  of  the  New  York  Central  Railroad  Co.  Fig.  218 
illustrates  the  "under-contact"  type  oE  rail  monnting 
which  is  being  tried  on  the  New  York  Central  Bailway. 
The  third  rail  is  supported  every  11  ft.  b;  iron  brackets, 
which  hold  the  insttlation  blocks  by  a  special  clamp.  The 
blocks,  which  are  in  two  pieces,  are  6  ins.  long,  and  are 
designed  so  as  to  be  interchaQgeable.  Experiments  are 
still  being  made  with  insulators  of  reconstructed  granite, 
vitrified  clay,  rubber,  and  indurated  fibre,  to  determiDe 
the  relative  advantages  of  these  materials  for  the  existing 
conditions.  Between  the  supporting  brackets  the  upper 
part  of  the  rail  is  guarded  by  covering  it  with  wooden 
sheathing,  which  is  built  up  of  three  parts  nailed  together. 
A  suitable  shoe  capable  of  making  contact  at  its  npper  or 
lower  face  can  be  arranged  to  pass  automatically  from  this 
rail  to  the  ordinary  top-contact  rail  in  portions  of  the 
track  where  the  latter  occurs. 

The  advantages  claimed  for  this  type  are  (1)  the 
thorough  protection  of  the  live  rail ;  (2)  less  strain  on  the 
insulators,  as  the  pressure  from  the  shoe  acts  against 
instead  of  with  gravity ;  (3)  the  board  protection  has  a 
continuous  support,  and  is  therefore  less  liable  to  crack 
or  warp ;  (4)  the  rail  is  more  protected  from  the  weather 
and  hence  less  liable  to  corrode ;  (5)  the  contact  surface  is 
better  protected  from  sleet  or  snow ;  (6)  it  is  self-cleaning ; 
and  as  there  is  much  more  space  between  the  under -side 
of  the  rail  and  the  earth,  there  will  be  less  danger  of 
accumulation  of  snow  and  ice  and  rubbish,  and  therefore 
less  leakage. 

The  New  York  Central  Railway  third  rail  is  not 
mounted  rigidly  in  the  insulators  hut  is  given  a  little  play 
for  expansion  and  contraction,  except  at  certain  central 
points  where  it  is  anchored.  It  weighs  70  lbs.  per  yard,  is 
of  special  section  and  composition,  and  has  a  resistance 
between  seven  and  eight  times  that  of  copper. 

Another  type  of  "  under-contact  "  arrangement, 
exploited  by  the  Farnham  Co.,  of  Chicago,  is  illustrated 
in  Fig.  219. 


PoailioH  of  the  Conductor  Rails. 

There  appears  to  be  but  little  uniformity  in  deter- 
mining the  position  of  the  conductor  rail  with  reference  to 
the  track  rails,  not  only  as  to  the  distance  between 
conductor  rail  and  track  rail,  but  also  as  to  whether  the 
conductor  rail  shall  be  between  the  track  rails,  in  the 
6-foot  way,  or  outside  the  track  on  the  off-side  of  the  line, 
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and  also  as  to  whether  the  track  sleepers  shall  carry  the  conductor  rails.  The  late 
Mr.  W.  E.  Langdon,  in  a  paper  read  before  the  Engineering  Conference  in  1903,* 
considered  that  the  conductor  rails  should  be  confined  to  the  6-foot  way  and 
dissociated  entirely  from  the  sleepers  which  carry  the  track  rails.  This  view  was 
based  on  the  following  considerations : — (1)  The  permanent  way  must  be  constantly 
patrolled ;  (2)  packing  and  drainage  of  sleepers  and  renewals  of  broken  chairs,  sleepers, 
and  rails,  are  constantly  necessary,  and  must  be  provided  for  ;  (3)  the  off-side  of  the 
line  is  almost  invariably  used  for  laying  out  stores  for  works  on  the  line,  and  by 
workmen  when  walking  along  the  line.  These  considerations  would  apply  more  to 
main  line  railways  than  to  interurban  lines  or  tubes,  and  it  is  notable  that  the 
Metropolitan  and  District  Railways  of  London  have  laid  the  positive  rail  on  the  off- 
side of  the  line  outside  the  track,  and  the  negative  midway  between  the  track  rails. 
Both  positive  and  negative  rails  are  mounted  on  the  track  sleepers.  The  distance  to 
be  employed  between  the  conductor  rail  and  the  track  rails  and  the  elevation  of  the 
former  above  the  latter  depend  on  the  collecting  arrangements  on  the  trains,  and  on 
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Fig.  219.    The  Farnham  ** Under-Contact"  Protected  Third  Rail  System. 

the  overall  width  of  the  rolling  stock.  In  the  case  of  roads  carrying  also  steam  traffic, 
the  dimensions  of  the  locomotives  must  be  considered  in  this  connection. 

In  Table  LXXV.,  we  have  set  forth  these  dimensions  for  a  number  of  lines  at 
present  in  operation.  While  the  dimensions  are  usually  of  much  the  same  general 
order,  there  is  no  evidence  of  adherence  to  any  standard  dimensions. 

At  the  Engineering  Conference  in  1903,  it  was  stated  that  the  Clearing  House 
Conference  had  decided  in  favour  of  a  distance  of  3  ft.  11|  ins.  from  centre  of  conductor 
rail  to  centre  of  track  (i.e.,  29^  ins.  from  centre  of  conductor  rail  to  gauge  line  on 
nearest  track  rail),  and  that  the  top  of  the  conductor  rail  should  be  3  ins.  higher 
than  the  top  of  the  track  rails.  In  America  a  move  in  the  direction  of  standard 
dimensions  has  been  made  in  the  case  of  the  electrification  of  the  Long  Island  Bail- 
way,^  where  the  same  dimensions  have  been  adopted  as  on  the  Pennsylvania  Railway 
and  the  Interborough  Kapid  Transit  Co.'s  lines,  namely  27  ins.  from  conductor  rail 
centre  to  gauge  line  of  track  and  3^  ins.  difference  in  height  between  top  of  con- 
ductor rail  and  top  of  track  rails. 


1  See  Electrician,  Vol.  LI.,  p.  447  (July  3rd,  1903). 

2  See  Street  Railway  Journal,  Vol.  XXVI.,  p.  828  (Nov.  4th,  1906). 
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Table  LXXV. 
Particulars  of  Conductor  Rails  for  Various  Railways, 


eg 
US 


Railway. 


Main  line  railways : — 
Albany  and  Hudson  Railway,  New  York 
Baltimore  and  Ohio,  new  location 
„  „        „      old  location 

Mersey  Railway 

Milan  Varese         ..... 
Neuchatel  (Fribourg-Morat) 

North-Eastern 

New  York,  New  Haven,  and  Hartford . 
Paris- Orleans         .         .    '    . 

Intemrban  railways  : — 

Aurora,  Elgin,  and  Chicago  . 
Columbus,  Buckeye  Lake,  and  Newark 
Columbus,  London,  and  Springfield 
General  Electric  Railway,  Schenectady 
Grand  Haven,  Grand  Rapids,  and  Muskegon 
Lackawanna  and  Wyoming  Valley 
New  York  Central         .... 
Wilkesbarre  and  Hazleton  Railway 

Underground  and  elevated  : — 

Baker  Street  and  Waterloo  . 

Berlin  Overhead  and  Underground 

Boston  Elevated 

Brooklyn  Elevated        .... 
Central  London 


Great  Northern  and  City 

King's  County  Elevated  Railway,  New  York 
Lake  Street  Elevated,  Chicago 
Liverpool  Overhead  Railway 
Manhattan  Elevated     .... 


Metropolitan  District    .... 

Metropolitan  West  Side  Elevated,  Chicago 
North -Western  Elevated  Railway,  Chicago 
Paris  Metropolitan        .... 
Rapid  Transit  Subway,  New  York 
South  Side  Elevated,  Chicago 

Waterloo  and  City        .... 
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From  Table  LXXV.  we  see  that  several  American  roads  have  used  20J  ins.  and 
6^  ins.  for  these  dimensions.  While  there  have,  in  various  quarters,  appeared  sporadic 
attempts  to  standardise  the  position  of  the  conductor  rail,  there  appears  to  be  no 
general  and  concerted  effort  for  standardisation.  We  have  given  data  for  as  many 
lines  as  possible,  and  would  not  at  present  lay  down  any  one  set  of  recommendations 
to  be  followed.  It  might  be  convenient  to  adopt  the  distance  of  28?  ins.  between 
centre  of  third  rail  and  gauge  line  which  has  been  employed  by  the  Underground 

256 


-V>S" 


i 


00 

< 

■< 

GQ 
O 
O 

!zi 
O 

o 

< 

Eh 

H 
1-3 

p 
o 

o 

CQ 
O 


a  AifT  yirA  NettHAwnhHutUimRirtrRailw^j 


««- 


-^-*4- 


.^- 


a 


i 


•a- 


a  BaAsrSf  sWOsrltu,  R^f/rngj. 
^'H- 


/-#- 


-2^0^ 


^^    /^ 


5- 


T 
f 

1_ 


A 


7 


Pig.  220.— Sbctioxs  of  Sin<;le  Track  ox  Tabiols  Railways 
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Eailwa;s  Co.  of  London,  as  thiB  dimension  bears  some  relatioD  to  the  track  gauge, 
being,  in  fact,  exactly  one  half  of  the  standard  gauge  of  4  ft.  8^  ins. 

In  Fig.  220  are  shown  Bactions  through  the  conductor  rails  and  track  rails 
for  single  tracks,  and  in  Fig.  221  for  double  tracks,  of  a  number  of  typical  railways, 
including  most  of  the  types  of  rail  and  of  constructions  which  are  as  yet  met  with. 

From  these  figures  one  may  study  the  various  methods  of  mounting  track  and 
conductor  rails  of  various  sections,  and  the  relative  position  of  the  rails  on  these 
lines,  and  also  in  some  cases  the  current  collecting  arrangements  for  rails  protected 
in  the  various  ways  already  enumerated. 

In  Table  LXXIV.  we  have  given  for  a  number  of  railways,  the  leading  partiealars 
of  the  condactor  rails.     These  comprise  length  per  rail,  weight  per  yard,  area  of 
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D  Ckumtl  £  Solid 

FJR.  222,    Sections  op  various  Types  of  Conductor  and  Track  Railb  in  Couuon  Use. 
(See  reference  letters  in  col.  A,  Tables  75,  103). 

cross-seetion,  and  shape  of  rail  section.  For  the  latter  item  we  show  in  Fig.  222  the 
sections  of  the  various  rails  in  common  use,  each  section  being  designated  with  a 
letter,  A,  B,  C,  etc.,  corresponding  with  the  letters  in  column  5  of  Table  LXXIV. 

OVERHEAD  STSTEM. 

In  the  overhead  system  the  conductor  is  suspended  above  the  track  by  attachment 
to  one  or  two  steel  or  bronze  cables  according  to  the  distance  between  the  supports 
and  the  nature  of  the  train  service.  The  method  of  suspending  the  conductor  for 
railways,  differs  from  that  adopted  for  tramways.  In  the  latter  case  the  wire  or 
conductor  is  attached  to  ears  fixed  to  brackets  or  span  wires  100  to  120  ft.  apart ;  this 
method  is  quite  unsuitable  for  railways  owing  to  the  higher  speed  and  voltage 
commonly  employed.  Height  and  alignment  should  be  maintained  as  uniformly  as 
>  as  to  prevent  shocks  to  the  collector  and  suspensions,  and  to  avoid 
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swaying.  Further,  it  is  necessary  to  secure  the  conductor  so  as  to  obviate  the  risk  of 
breakdown,  and  to  secure  immunity  from  contact  between  conductors  and  vehicles 
should  a  conductor  break.  All  these  objects  are  secured  by  supporting  the  conductor 
at  frequent  intervals  from  steel  or  bronze  cables  suspended  over  the  track,  thus 
relieving  the  conductor  of  mechanical  stresses. 

The  suspension  cables  may  be  supported  from  bracket  arms  attached  to  side  poles 
in  the  case  of  a  single  line,  or  may  be  supported  from  a  gantry  spanning  the  tracks 
where  two  or  more  tracks  are  used. 

Where  side  poles  are  used,  the  distance  between  poles  on  straight  lengths  of  track 
should  not  exceed  120  ft.,  and  in  the  case  of  gantries  the  distance  may  be  from  120 
to  800  ft.,  according  to  the  height  and  strength  of  the  gantry  structure.  On  curves 
of  less  than  15  chains  radius,  intermediate  poles  are  necessary  for  pull-off  purposes. 

The  supports  for  carrying  the  brackets  or  gantries  must  be  erected  so  that  there 
shall  be  a  minimum  clearance  of  2  ft.  4  ins.  between  the  structure  and  the  railway 
carriage,  in  accordance  with  the  Board  of  Trade  rules. 

The  suspension  cables  should  be  stranded,  and  may  be  of  galvanised  steel  or 
silicon  bronze. 

For  spans  up  to  180  ft.  a  single  suspension  cable  may  be  used ;  a  steel  cable 
made  up  of  19  strands  of  No.  12  S.W.G.,  and  having  an  ultimate  tensile  strength  of 
96,500  lbs.  per  square  inch,  will  be  found  suitable.  In  order  to  minimize  the  swaying 
of  the  suspension  cable  due  to  wind  pressure,  the  conductor  should  be  stayed  at  the 
main  supports. 

For  spans  exceeding  180  ft.  in  length,  a  double  cable  suspension  is  recommended 
by  some,  in  order  to  provide  against  lateral  movement  or  swaying.  This  object  is 
attained  by  spreading  the  cables  apart  from  the  middle  of  the  span  to  the  supports,  so 
that  the  cables  are  curved  in  plan  as  well  as  in  elevation  ;  in  other  words,  the  cables 
instead  of  hanging  in  a  vertical  plane,  are  set  in  an  inclined  plane  passing  through 
the  points  of  support  and  the  conductor  hangers ;  this  form  of  suspension  is  very 
unyielding  as  regards  lateral  movement,  but  yields  slightly  to  an  upward  pressure 
and  relieves  the  collector  of  any  shocks.  A  suitable  size  and  quality  of  cable  for 
double  suspension,  consists  of  7  galvanised  steel  wires,  each  No.  10  S.W.G.,  the  material 
having  an  ultimate  tensile  strength  of  96,500  lbs.  per  sq.  in. 

For  single  cable  suspension,  the  conductor  may  be  suspended  by  hangers  consisting 
of  a  single  wire  of  galvanised  steel  of  No.  8  S.W.G.,  one  end  being  fixed  to  a  clamp  on 
the  cable  and  the  other  to  a  mechanical  ear  which  grips  the  conductor. 

Where  double  cable  suspension  is  used,  the  conductor  is  attached  to  the  two  cables 
by  rods  which  may  be  made  adjustable  to  suit  any  position  in  the  span,  or  they  may 
be  made  in  fixed  lengths,  the  number  of  different  lengths  depending  upon  the  number 
of  suspensions  in  the  span.  The  simplest  form  of  suspension  consists  of  a  stranded 
steel  wire,  the  two  ends  of  which  are  twisted  around  the  suspension  cables,  the  wire 
being  passed  through  an  eye  in  the  ear  or  conductor  grip.  A  suitable  size  of  suspension 
consists  of  seven  strands  of  No.  14  S.W.G.  galvanised  steel  wire.  Where  attached  to  the 
cable,  the  core  is  cut  away  and  the  two  sets  of  three  strands  are  twisted  around  the 
cable  in  opposite  directions.  The  two  suspension  cables  may  or  may  not  be  tied 
together,  and  either  a  rod  or  a  stranded  wire  may  be  used  for  the  purpose. 

In  erecting  the  overhead  structure,  the  cables  should  be  set  so  that  the  conductor 
suspended  from  them  is  approximately  level  for  mean  temperature  conditions  which 
may  be  taken  at  50  degrees  F.  in  this  country.  Table  LXXVI.  gives  the  dips 
at  different  temperatures  and  for  spans  varying  between   120  ft.  and   180  ft.  for  a 
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single  19/12  steel  cable  carrying  No.  4/0  hard  drawn  copper  conductor,  and  also  the 
dips  for  a  span  of  800  ft.  for  two  steel  cables,  each  cable  being  made  up  of  seven 
No.  10  S.W.G.  wires  and  supporting  a  No.  4/0  hard  drawn  copper  wire.  In  each  case  the 
ultimate  strength  is  taken  at  96,500  lbs.,  and  the  factor  of  safety  at  4  with  wind 
pressure  of  30  lbs.  per  sq.  ft.  The  suspension  cables  being  metallically  connected 
to  the  conductor,  are  in  consequence  charged  to  the  same  potential,  and  must  therefore 
be  insulated  from  the  supports ;  various  forms  of  insulators  are  used  by  different 
companies,  some  of  which  will  be  illustrated  later.  The  suspension  cables  should  be 
clamped  down  to  the  insulators. 


TABLE   LXXVI. 

Table  of  Span  and  Dip  of  Suspension  Cables. 

Breaking  stress  =  96,500  lbs.  per  sq.  in.  =  43  tons  per  sq.  in. 
Modulus  of  E.  =  30,000,000. 
Coeflf.  of  expansion  =  0*00000683  per  degree  F. 

Factor  of  safety  at  10  degrees  F.  wind  pressure  30  lbs.  per  sq.  ft.  =  4. 
Conductor  =  4/0  S.W.G.  copper. 
Sag  in  feet  for  various  spans  and  temperatures. 
Single  suspension  of  19/12  S.W.G.  steel  wire  cable. 

Weight  of  span,  including  suspension  cable,  hangers  and  conductor  =  1*2  lbs. 
per  foot. 


Span  in  feet. 

10 

20 

30 

40 

50 

1-22 

60 

70 

80 

90 

100 

°F. 

120 

0-86 

0-94 

1-03 

112 

1-31 

1-40 

1-49 

1-68 

1-67 

130 

1-01 

110 

1-20 

1-29 

1-38 

1-48 

1-58 

1-67 

1-77 

1-87 

140 

1-17 

1-27 

1-37 

1-47 

1-57 

1-67 

1-78 

1-88 

1-98 

2-08 

150 

1-85 

1-46 

1-56 

1-67 

1-77 

1-87 

1-98 

2-09 

2-20 

2-30 

160 

1-58 

1-65 

1-76 

1-87 

1-98 

2-09 

2-20 

2-31 

2-42 

2-63 

170 

1-73 

1-85 

1-97 

208 

2-20 

2-31 

2-43 

2-55 

2-67 

2-78 

180 

1-94 

207 

2-19 

2-31 

2-43 

2-55 

2-69 

2-81 

2-93 

806 

Double  SUE 

ipension  of  7/10  s.w.o.  steel  wire  cable. 

Weighl 

)  of  suspension 

cables,  hangers  and  conductor  =  1*5  lbs.  per  foot. 

800 

6-7 

5-83 

5-95 

608 

6-21 

6-38 

6-44 

6-66 

6-68 

6-8 

The  conductor  is,  as  a  rule,  made  of  copper  and  grooved,  and  the  usual  size  is 
No.  3/0  or  No.  4/0  B.  &  S. ;  it  should  be  suspended  at  a  height  of  from  19  ft.  to  21  ft. 
above  the  rails  wherever  permissible.  The  conductor  is  attached  to  the  suspension 
cables  by  the  hangers,  at  intervals  of  10  ft.;  where  bow  collectors  are  used  the 
conductor  should  be  set  with  a  total  stagger  of  17  ins.,  that  is,  8J  ins.  on  each  side  of 
the  centre. 

On  curves  of  more  than  80  chains  radius,  and  with  an  allowable  deviation  from 
the  central  position  of  1  ft.,  no  special  appliances  are  necessary  ;  on  curves 
between  15  and  80  chains  the  conductor  may  be  pulled  off  from  the  gantries  or  side 
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poles,  whilst;  on  curves  of  less  than  15  chains  radius,  puU-offs  must  be  made  to  special 
poles  provided  for  that  purpose. 

With  regard  to  turnouts  and  erossvays  the  angles  are  usually  60  small  that 
special  frogs  are  not  neceasary ;  the  frog  ear  is  arranged  so  that  one  trolley  wire 
passes  immediately  over  the  other  at  the  crossing,  and  the  two  are  brought  to  the 
same  level  within  a  few  feet  of  the  crossing,  the  length  of  bow  being  sufficient  to 
bridge  the  two  wires  before  the  difference  in  level  affects  the  contact.  In  addition  to 
the  section  insulators  provided  for  separating  the  portions  of  the  conductor  fed  by 
different  feeders,  section  insulators  should  be  fixed  at  crossover  roads  for  keeping 
the  overhead  system  of  the  two  tracks  entirely  separate  from  one  another. 

The  overhead  work  at  bridges  and  tunnels  will  vary  with  the  type  and  clearance. 


Fig.  223.      PaOTOOKAPE  BHOWIBO  SlNOLE  CaBLE  ScaPENStOIT  WITH  SlDE  POLES  AS 
ERECTED  BT  TUB  WeSTINGHOOBE  CoMPAMT. 


At  high  bridges  it  may  be  possible  to  carry  the  overhead  wires  through  without 
special  work.  Where  the  clearance  is  small,  it  will  be  necessary  to  support  the 
conductor  from  insulators  attached  directly  to  the  structure. 

Where,  however,  the  clearance  is  so  small  as  not  to  admit  of  this  arrangement 
with  any  degree  of  safety,  the  conductors  should  be  spread  out  of  reach  of  the  bow, 
and  additional  dead  wires  fixed  to  provide  a  running  surface  for  the  bow,  section 
insulators  being  provided  at  tbe  necessary  distance  apart  on  each  side  of  the  bridge  so 
that  the  portion  under  the  bridge  cannot,  under  any  circumstances,  be  made  alive. 
This  arrangement  is  not  suitable  for  tunnels  where  a  continuous  live  conductor  must 
be  provided  ;  in  this  case  the  conductor  must  be  fixed  near  the  ground  at  the  side  of 
or  between  the  rails,  and  the  current  collected  by  shoes  attached  to  the  cars  ;  for  tbe 
safety  of  the  men  working  on  the  line,  this  arrangement  will  necessitate  a  reduction 
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of  the  voltage  of  supply  from  that  given  by  the  overhead  conductors  to  that  needed 
directly  ftt  the  motor  termmals,  the  car  transformer  being  cut  out  of  circuit  whilst 
running  over  this  section. 

We  now  Bubmit  illustrations  of  finished  etructores  and  also  details  of  parts  of  the 
overhead  structure. 

A  photograph  of  a  Bide  pole  construction  with  single  cable  suspension  is  shown  in 


Pig.  224.    PnoTOORAPH  bhowino  Double  Cabi£  Subpension  Supported 
FROM  Gantries  cokstructed  by  the  WEarraoHouaE  Company. 

Fig,  223,  nnd  a  photograph  of  a  double  suspension  with  gantry  supports  is  shown  in 
Fig.  224. 

As  regards  the  details  of  construction  of  overhead  conductor  and  supports, 
Fig.  225  shows  a  side  pole  and  bracket  for  single  cable  suspension  and  single 
insulation,  consisting  of  a  latticed  post  with  angle  iron  bracket  arm  carrying  a 
porcelain  insulator  to  which  the  suspension  cable  is  clipped;  the  conductor  is  stayed 
from  the  post  by  means  of  a  specially  prepared  rod  of  hickory. 
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Fig.  226  showB  a  aide  pole  and  bracket  for  single  cable  suspeneion,  but  with 
double  ineulation  with  special  form  of  anchorage  designed  to  yield  slightly  in  a 
vertical  direction,  so  as  to  prevent  shock  as  the  collector  passes,  and  at  the  same  time 


Fig.  22o.    Side   Pole  Single  Insdlatioit,   Sikole  Cable  Suspekbion.    (Bbitish  Thoubok- 
H0U8T0N  Co.) 


to  efTectively  prevent  swaying  in  a  lateral  direction ;  these  methods  are  need  by  the 
British  Thomson  Houston  Co. 

Fig.  227  shows  the  method  adopted  by  the  Westinghouse  Co.  for  suspending 
and  staying  the  conductor  for  single  suspension,  single  insulation  with  side 
poles.  The  insulator,  Fig.  228,  consists  of  a  corrugated  porcelain  cylinder  about 
6  ins.  long,  6  ins.  diameter,  with  a  3  in.  hole  and  a  groove  about  half-inch  deep  about 
its  centre.     This  porcelain  is  cemented  on  a  malleable  iron  sleeve  fitted  with  clamps, 
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by  meanB  of  which  it  is  secured  to  the  bracket  arm.     The  clamps  of  the  moanting 
Bleeve  are  provided  with  lugs  into  which  loops  are  inserted  for  the  purpose  of 


Fig.  226.    SoE  Pole  Doxtble  Ikbclatiok  Sikgle  Casle  Suspension  with  Vbeticaixt 
YiEiJ>Dfo  Akchoraoe.    (BKmsH  Ihouson-Houbton  Co.) 

protecting  the  porcelain  against  accidental  breakage  by  reason  of  a  trolley  flying  off 
the  wire  and  striking  the  porcelain. 

Fig.  229  shows  the  stay  ueed  to  prevent  the  condnetor  from  swaying. 

Fig.  230  shows  a  Bection  insulator;  as  the  suspension  cable  and  the  conductor  are 
electrically  connected  it  is  necessary  to  break  the  circuit  on  both.  The  ends  of  the 
suspension  cable  are  fastened  to  separate  line  insulators  which  are  suspended  from 
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the  bracket)  arms,  and  the  continuity  of  the  eondactor  ib  broken  and  the  space  filled 
by  a  piece  of  specially  treated  hickory. 

Fig.  231  Bbows  another  method  of  Bectionalising  the  conductor ;  the  ends  of  the 


Fig.  227.    Side  Pole  and  Bracket  Abx,  with  Inbulatobs  and  Stay. 

[BRITiaH  WEBTDiaHOPBB  Co.) 


two  eections,  instead  of  being  continued  in  a  straight  line,  run  parallel  for  a  short 
distance,  the  bow  being  long 
enough  to  bridge  the  space 
between  them ;  oil  break  Bwitches 
are  also  shown  for  connecting  up 
the  sections,  and  an  air  break 
Bwitch  for  connecting  the  con- 
ductors over  the  separate  lines 
of  track. 

Fig.  282  illustrates  the  hanger 
for  suspending  the  conductor  from 
the  cable ;  the  upper  end  of  the 
hanger  is  clamped  to  the  cable 
and  the  lower  end  carries  a  vice 
which  grips  the  conductor,  the 
latter  being  grooved  to  afford  a 
hold  for  the  clips. 

Fig.  233  shows  a  curve  pull  pig.  228.- 

off;  on  sharp  curves  these  must 
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be  provided   in   order   to  maintain  the  position  of  the  conductor  relative  to  the 
track,  within  the  prescribed  limits. 

For  two  or  more  tracks,  it  is  necessary  to  employ  a  gantry  spanning  the  tracks 
for  supporting  the  overhead  lines ;  these  may  be  of  light  design  where  they  are  spaced 
from  150  to  180  ft.  apart,  in  which  case  a  single  cable  suspension  is  used.     Fig.  284 


Fig.  229.    Insulated  Stay  for  Trolley  Wire  fob  Attachino  to 
Bracket  Arm.    (British  Westinqhouse  Co.) 

shows  a  gantry  for  two  tracks,  supporting  two  conductors  on  the  single  cable  principle 
with  double  insulation.  In  many  cases  it  is  found  cheaper  to  increase  the  length  of 
span  and  diminish  the  number  of  supports ;  in  this  case  the  gantry  supports  are 
stififer  and  higher,  and  it  becomes  necessary  to  employ  a  double  cable  suspension  to 
prevent  lateral  movement  of  the  conductor. 

A  general  view  of  this  kind  of  structure  is   shown   in  Fig.  285.      The   span 


Fig.  230.    Section  Insulator.    (British  Webtinohouse  Co.) 


is  300  ft.  Fig.  235  shows  gantry  constructions  for  two,  four  and  six  tracks  with 
double  cable  suspension.  The  two  supporting  cables  and  the  conductor  are  tied 
together,  the  ties  forming  three  sides  of  a  triangle ;  the  cables  are  set  in  a  plane 
passing  through  the  points  of  suspension  and  the  attachment  to  the  conductor,  this 
forming  a  very  rigid  arrangement ;    the  triangles  formed  by  the  tie  rods  remain 
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Biza  according  to  their  position  in  the  epan. 
n-adjuatable,  or  in  single  adjustable  pattern. 


Ibe  ties  can  be 


TRACK  RAILS. 

The  track  rails  are  frequently  used  as  a  return  conductor,  and  it  ig  important, 
therefore,  to  know  the  properties  of  track  rails  as  conductors  of  electricity  and  the 
methods  adopted  for  securing  electrical  continuity. 


Kanbes  of  SuaPENDEB.    (British  ■Webtinohodse  Co.) 


Cdkvb  Pull-off,    (Beitish  WESTiHaHorsE  Co.) 


Fig.  234.    GAtmtT  FOB  Two  Tbacks,  Supportiko  Two  OosDncTOEa  on  the  Single  Cable 

Principle  with  Double  Insolation.    (Britihh  Thomson-Houston  Co.) 
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Were  the  electrical  standpoint  alone  considered,  the  material  of  the  track  rails 
should  be  chosen  with  reference  to  its  specific  conductivity.  This  is,  of  course, 
impracticable,  as  a  minimum  of  wear  is  a  matter  of  prime  importance. 

The  most  extensively  employed  material  for  track  rails  is  hard  steel,  but  practice 
as  regards  the  composition  of  rails  has  varied  considerably  in  the  past,  and  even  now 
one  finds  wide  variations  in  the  practice  of  different  railroads  and  of  different  countries. 
It  may  be  said  that  English  rails  some  years  back  commonly  conformed  to  the  following 
analysis : — 

Carbon 0-25  to  0*35 

Manganese 0*8  to  1-0 

Silicon 0-05 

Phosphorus 0-06 

Sulphur 006 

Of  late  years  the  percentage  of  carbon  has  increased.  One  large  railway  company 
specifies — 

Carbon 0-4  to  0-6 

Manganese 0-85  to  0*95 

Silicon 0-06  to  0-10 

Phosphorus 0*08  to  O'l 

Sulphur 0-08 

In  American  practice,  the  carbon  runs  still  higher,  and  may  be  fairly  represented 
by  the  following  analysis: — 

Carbon 0-45  to  0-55 

Manganese 0*8  to  I'O 

SUicon 0-1  to  0-15 

Phosphorus 0-06 

Sulphur 0-06 

A  report  recently  issued  by  the  American  Society  of  Civil  Engineers,  drawn  up 
after  the  investigation  of  manufacture  and  chemical  composition  of  rails,  recommends 
the  following  specifications : — 


Bessemer  Steel  Rails. 


Composition. 

70  to  79  lbs. 
Per  cent. 

80  to  S9  lbs. 
Per  cent. 

90  to  100  lbs. 
Per  cent. 

Carbon 

Phosphorus,  not  exceeding 
Silicon                     „ 
Sulphur                   ,. 
Manganese      .... 

0-50  to  0-60 

0*085 

0-20 

0-075 

0-75  to  1-00 

0-53  to  0-63 

0-085 

0-20 

0-076 

0-80  to  105 

0-55  to  0-65 

0-085 

0-20 

0-075 

0-80  to  1-06 

Basic  Open-hearth, 


— 

70  to  79  lbs. 
Per  cent. 

80  to  89  lbs. 
Per  cent. 

90  to  lOO  Ibfl. 
Per  cent. 

Carbon    . 

Phosphorus, 

Silicon 

Sulphur 

Manganese 

*        •        .        . 
not  exceeding 

»>                • 

»»                • 

.... 

0-53  to  0-63 

0  05 

0-20 

006 

0-75  to  1-00 

0-58  to  0-68 

0-05 

0-20 

0-06 

0-80  to  1-05 

0-65  to  0-75 

0-05 

0-20 

0-06 

0-80  to  1-05 
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The  manufacturers'  standard  specification  for  the  acid  Bessemer  process  has  been 
as  follows : — 


Composition. 

70  lbs.  up  to  80  lbs. 
Per  cent. 

80  lbs.  up  to  90  lbs. 
Per  cent. 

90  IbA.  up  to  100  lbs. 
Per  cent. 

Carbon 

Phosphorus,  not  exceeding 
Silicon                       „ 
Manganese       .... 

0-46  to  0-56 

0-10 

0-20 

0-75  to  1-00 

0-48  to  0-68 

0-10 

0-20 

0-80  to  1-10 

0-60  to  0-60 

0-10 

0-20 

0-80  to  1-10 

In  France,  yet  higher  percentages  of  carbon  have  been  employed,  running  up  to 
nearly  1  per  cent. 

The  bull-head  rail  has  now  been  standardised  in  Great  Britain  by  the  Engineering 


I 
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80  lbs.  per  yd.  90  lbs.  per  yd.  100  lbs.  per  yd. 

Fig.  236. — Ekgineering  Standards.    Committee  Standard  Sections. 

Standards.  Committee.    Three  standard  sections,  weighing  respectively,  80,  90,  and 
100  lbs.  per  yard,  are  shown  in  Fig.  286. 

Whether  of  Bessemer  or  Siemens-Martin  steel,  the  chemical  composition  is 
specified  as  follows  : — 

Carbon 0'36  to  0'6  per  cent. 

Manganese 0*7  to  1*0 

Silicon  not  to  exceed       .        .        .0*1 

Phosphorus 0*075 

Sulphur 0-08  ,. 

The  results,  as  far  as  regards  the  electrical  resistance,  are  shown  in  the  following 
table  ^  of  trials  of  sample  sections  of  steel  rail  of  varying  composition,  which  were 
furnished  for  testing  purposes  : — 


91 


>» 


>» 


Resistance  in  Ohms 

Resistance  in  Ohms 

Carbon. 

Manganese. 

Silicon. 

Phosphorus. 

Sulphur. 

conii>ared  with 
Copper  at  20''  C. 

of  1  Mile,  1  Square 
Inch  Section  at  20*>  C. 

0-378 

0-550 

0-181 

0-040 

0041 

10-8 

0-468 

0-446 

0-568 

0-188 

0-046 

0-044 

111 

0-482 

0-586 

0-592 

0-201 

0-051 

0-059 

11-8 

0-490 

0-568 

0-608 

0-204 

0-058 

0-061 

11-4 

0-495 

0-588 

0-682 

0-214 

0056 

0-065 

11-5 

0-499 

0-610 

0-650 

0-220 

0-062 

0-071 

12-9 

0-560 

'  These  results,  as  also  certain  others  contained  in  this  section,  are  taken  from  a  paper  entitled 
"Earth  Returns  for  Electric  Tramways,"  by  H.  F,  Parshall. — "Journal  of  the  Institution  of  Electrical 
Engineers,"  Vol.  XXVII.,  p.  440. 
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Eight  76-lb.  track  rails,  tested  in  place  after  two  and  a  half  years'  use,  gave  the 
following  results: — 


Teat  Number. 

1 

2 
3 
4 
5 
6 
7 
8 


Average 


Rmistance  compared 
with  Copper  at  20°  C. 


11-3 
10-3 
10-1 
10-7 
9-65 
1007 
10-25 
10-50 


10-4 


Re8i»taiice  In  Ohms,  of 
1  Mileofl  Square  Inch 
Sectional  Area  at  20°  C. 


0-490 
0-447 
0-438 
0-464 
0-419 
0-437 
0-445 
0-455 


•45 


Two  old  65-lb.  rails,  much  worn,  tested  in  places,  gave  the  following  results : — 


Test  Number. 

Resistance  compared 
with  Copper  at  20°  C. 

Resistance  in  Ohms  of 
1  Mile  of  1  Square  Inch 
Sectional  Area  at  20"  C. 

1 

2 

11-7 
12-3 

0-508 
0-534 

Average 

12-0 

0-52 

Higher  values  would  be  expected  owing  to  the  wearing  of  the  rail,  which  is  not 
allowed  for  in  the  calculations. 

Two  new  90-lb.  rails,  tested  in  place,  gave  the  results  following : — 


Test  Number. 


1 

2 


Average 


Resistance  comimred 
with  Copper  at  20''  C. 


'  Resistance  in  Ohms  of 
1  Mile  of  1  Square  Inch 
Sectional  Area  at  20°  C. 


0-460 
0-451 


0-455 


A  66J-lb.  rail,  not  laid,  gave  results  as  follows : — 


0-434 


Thus  for  practical  purposes,  we  may  estimate  the  resistance  of  track  rails  on  the 
basis  of  a  specific  resistance  equal  to  eleven  times  that  of  copper 

In  Table  LXXVII.  are  given  for  the  three  standard  rails  of  Fig.  286,  the  resistances 
in  ohms  per  mile  for  single  track  and  two-track  roads,  the  resistance  of  the  bonds  being 
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assumed  as  negligible.  For  types  of  bonding  where  this  assumption  should  not  hold, 
suitable  correction  factors  are  employed  based  on  experience.  A.  poorly  bonded  track 
may  have  a  far  higher  resistance.  The  table  also  includes  the  tons  per  mile,  and  also 
the  cost  of  the  steel  rails  per  mile  of  single  and  double  track. 

The  figures  given  in  Table  LXXYII.  are  based  on  the  assumption  that  the  rail 
has  10*5  times  the  resistance  of  pure  copper. 

Table  LXXVII. 
PaHicvlars  of  Standard  2'rack  Rails. 


Single  Track— Two  Rails. 

Double  Track 

—Four  Ralls. 

Weight  of  Rail 
in  Pounds 
per  Yard. 

Weight  of  Rails 

in  Tons  per  Mile 

of  Track. 

Resistance  of 

Track  in  Ohms 

per  Mile. 

Cost  of  Track 

Rails  in  Pounds 

per  Mile. 

Weight  of  Rails 

in  Tons  per  Mile 

of  Track. 

Resistance  of 

Track  in  Ohms 

per  Mile. 

80 

90 

100 

126 
141 
167 

0028 
0-025 
0-0226 

660 
742 
825 

262 
282 
814 

0-014 

0-0125 

00112 

Specific  resistance  of  steel  =  10*5  times  that  of  pure  copper. 


In  Table  LXXVIII.  are  brought  together  a  considerable  number  of  particulars 
of  the  track  rails  of  various  electric  railways. 


1 
2 
3 


5 
6 

7 

8 
9 

10 
11 

12 

18 

14 


Table  LXXVIII. 
Particulars  of  Track  Rails  of  Vaiious  Railways, 


Railway. 


Paris  Metropolitan 
New  York  Subway 
Boston  Elevated  .... 

Central  London   .        .        .        j 

Great  Northern  and  City  Bailway 
Lancashire  and  Yorkshire  Bailway 
Berlin  Electric  Overhead  and  ) 
Underground  | 

Berlin-Zossen       .        .        .        . 


Yaltellina 


City  and  South  London 

Baker  Street  and  Waterloo 
Kailway 

Petaluma  and  Santa  Bosa  Bail- 
way,  California 

Milan  -  Varese  -  Porto  Ceresio 
Bailway,  Italy 

St.  Georges  de  Commires  la 
Mure,  France 


Length  in 
Feet. 


50 

88 

60 

60  (] 

60  (< 


89  ft.  4  ins. 
89  ft.  5  ins. 


84  ft.  11  ins. 
86  ft.  5  ins. 

80 


Particulars  of  Track  Bails. 


86 


Weight  in 

Pounds 

per  Yard. 


( 


100 
100 

85 
100(B) 
100(C) 

85 

70 

52 

86 

82 

55 

71 

60 

80 

90 

90 

70 

72-6 

60 


Section. 
(See  Fig.  222.) 


A 
A 

B  used  for  points 
C  used  in  tunnels 
Flanged  cross-section 

B 
A  52-lb.  rails  west  side 
A  86-lb.  rails  east  side 

A 


B 
B 

A  American  Society  Civil 
Engineers'  standard 


Area  in  Square 
Inches. 


9-8 

9-8 

8-36 

9-8 

9-8 

8-36 

6-9 

512 

8-46 

8-06 

5-41 

7-0 

5-9 

7-87 

8-85 

8-85 

6-9 

7-15 

5-9 
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Table    LXXVIII. — cimtiniied. 


15  Liverpool  Overhead 

16  ,  Meraev  Railwav,  LiveqKM)!  . 

17  Manx  Electric  Eailway,  Doiiglfts,  ( 

Riutisey  < 

18  <  Seattle- Tacoma    .         .         .  '. 

19  Jackson  and  Battle  Creek  Railwaj 

20  Manhattan  Elevated     . 

21  Metropolitan  District  Railway  , 

22  London,  Ilrighton,  and  bouth  j 

Coast  Railway  ] 
28      New  York  Central 

24  Pari B-Versail lee    .         ,         ,  , 

25  North-Eastern     .        .        .  . 


FiK.  237.  Gksbral  Electric  Co.  (U.S.A.) 
Kail  Bond  :  SeiTios  through  Bond, 
SHOWING  Effkct  of  Compression. 


Bondg. 

By  tat  the  greater  percenlage  of  the  bonds  at  present  in  aee  are  of  the  so-called 

"  pressure-contact  "  type,  and  consist  in  a  heavy  copper  wire  or  cable,  with  drop-forged 

terminals.    In  some  types  of  bond,  cast  copper 

terminals    have    been    employed,    but    these 

have  been  most  unsatisfactory.     The  resist- 
ance   of    cast    copper   is    very  much   greater 

than  that  of  drawn  copper,  so  that  it  is  not 

so  much  suited  for  bonds.    Further,  and  moat 

important,  the  union  between  cast  copper  and 

drawn  copper  wires  is  imperfect,  so   that  the 

electrical  resistance  is  much  higher  tlian  that 

between    two    pieces    of    bare    copper    fused 

together. 

In  the  pressure- contact  type  of  bond,  the  current  density  at  the  contact  surface 

should  preferably  not  exceed  twenty-five  amperes  per  square  inch.  The  fact  that 
higher  current  densities  are  used  in  the  bulk  of  the  work  done,  does  not  affect  the 
desirability  of  adhering  to  the  above  rule. 

In  the  pressure-contact  type  of  bond,  in  spite  of  the  greatest  care  in  installing, 
there  will  always  be  some  slight  movement  between  the  surface,  due  eitlier  to  tem- 
perature changes  or  to  vibration  occurring  during  the  passage  of  cars  or  trains,  or  to 
the  combined  effect  of  temperature  changes  and  vibration.  This  leads  ultimately  to  a 
loosening  of  the  joint ;  a  film  of  oxide  forms,  and  the  value  of  the  contact  is  gradually 
destroyed. 

The  pressure-contact  types  of  bond  have  been  of  two  kinds.  In  the  one  the  bond 
terminal  was  forced  through  an  external  cylindrical  copper  sleeve,  but  this  type  requires 
two  contact  surfaces  between  the  rail  and  the  bond.  In  an  alternative  type,  a  steel 
channel  pin  is  driven  through  a  hole  in  the  head  of  the  bond,  forcing  the  copper  bond  into 
close  contact  with  the  metal  rail. 
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One  such  type  of  bond,  made  by  the  General  Electric  Co.,  U.S.A.,  is  show 
in  Fig.  237,  and  the  steel  chanw 
pin  is  shown  at  its  centre,  as  alread 
explained.  In  this  type  of  bond 
the  conical  ends  of  the  sted 
channel  pin  are  hardened,  and  tht 
Bhank,  which  is  soft  at  the  ceDtrqi 
expands  under  the  pressure  wbicli 
is  applied  at  the  two  ends  of  the 
bond. 

Fig.  238  shows  a  bond  of  thii 

type,  arranged  to  be  protected  by  the 

fish-plate.     For  this  purpose  it  has 

Fig.  238.     General  Electric  Co.  Type  of   Bokd,         ^  ^^^^^^   ^^^j^    ^^^  straddling  the 

Protected  by  Fishplate.  ,■  ^      t   .     ^    „ 

nsh- plate  bolts. 

In  Fig.  239  the  bonds   are  located    under  the   bottom  flange  of   the  rail.     In 


Fif!.  231).     General  Electric  Co.  Type  of  Bond  csder  Sole  of  Rail. 

Fig.  240  there  is   not   room    enough  for   the    bonds    under    the    fish-plate,    and 
it  becomes  necessary  to  locate  them  outside  of  the  fish-plate. 


Fig.  241.     Rail  Bosdino  Press. 
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Fig,  241  shows  a  rail  bond  compressor  used  tor  expanding  the  bond  in  place. 
The  "Protected  "  Rail  Bond,  made  by  the  Forest  City  Electrical  Co.,  is  an  instance 


ot  another  frequently  used  type  of  bond.     Fig.  242  shows  the  general  arrangement 
ot  a  joint  with  protected  bonds  between  the  fish-plate  and  the  rail  web.     The  bond 
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consists  of  copper  strips  or  stranded  copper,  fused  or  welded  on  to  solid  cylindricsJ 

terminals,  which  are  expanded  into 
holes  in  the  rail  by  a  bond  com- 
pressor. Fig.  243  f^ives  a  view  of 
this  bond  with  fish-plate  removed. 
The  Forest  City  bonds  are  used 
on  the  Metropolitan  District 
Railway  Co. 'a  track.  Figs.  244 
and  245  show  one  of  these  quad- 
Fig.  m     PBOTECI.D  TYPE  Bail  Bond  tnler  ^      ,^    ^^^j^    ^       ^_^^    ^^^^^j,    jj,^ 

Fishplate.  !^ 

Fole  Of  the  rail. 

which  contact  is  made  by  pressura  of  a 


Fig.  246  shows  the  Chicago  Rail  Bond,  in 


Fig.  244.     Pbotbcted  Type  or  Bonds 


UsDERORouND  Electric  Kailwats. 


copper  cylinder  against  the  sides  of  a  hole  in  the  rail  by  means  of  a  steel  pin  driven 
into  the  hole  in  the  copper  cylinder.  This 
makes  a  solid  contact  between  the  iron  and 
the  copper,  excluding  moisture  and  air  and 
minimising  corrosion.  With  the  original 
Chicago  bond,  as  illustrated  in  Fig.  246,  it 
was  necessary  for  both  sides  of  the  rail  to  be 
exposed,  as  the  pin  was  driven  in  from  the 
reverse  side  of  the  rail  to  that  on  which  the 
bond  was  placed.  This  led  to  the  develop- 
ment of  the  Chicago  Crown  Bond,  illustrated 
in  Fig.  247,  in  which  the  copper  terminal  is 
made   so  that  the  securing   pin   is  driven   in 

Tin.  245.      Protected  Type  ok  Bond  on    ^I'O""  t'le   same  side  of  the  rail   as   the  bond. 

LosdonUsderuroundElectiucIUilways.  The  connecting  piece  is  either  of  solid  or 
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Fig.  246.    Chicago  Rail  Bond. 


stranded    copper,   welded   into   the   copper    terminal   cylinders,   the   stranded  form 
allowing   greater  flexibility. 

Crown  bonds  are  employed  on  the  Central  London  Eailway  and  elsewhere. 
The    Neptune    Bond    has    a    steel    cylindrical   pin   driven   into   a    cylindrical 
hole  in  the  copper  terminal,  which 
fits    a    hole    in    the    web   of    the 
rail. 

The  Columbia  Bond  (Fig.  248) 
is  another  type  where  direct 
pressure  betw^een  the  copper  ter- 
minal with  the  sides  of  a  hole  in 
the  web  of  the  rail,  is  used.  In 
this  case  the  bond  end  takes  the 
form  of  a  tapered  cylinder  on 
which  is  slipped  from  the  other 
side  of  the  rail,  a  tapered  thimble. 
The  copper  terminal  and  thimble 
are  expanded  by  a  hand  press 
to  give  a  solid  contact  with 
the  rail. 

Amongst  the  various  pressure-contact  types  of  bond  referred  to  above,  there  would 
not  appear  to  be  much  to  choose,  and  all  are  extensively  used  at  the  present  time. 
The  chief  property  is  to  get  a  solid,  durable,  and  reliable  contact  between  the  rail  and 

the  bond,  and  generally  wherever 
the  bond  is  pressed  and  expanded 
into  the  rail  this  is  obtained. 

It  will  be  noted  that,  although 

in    the    pressure-contact    type    of 

Fig.  247.    Crown  Kail  Bond.  bonding    the   contacts    when   new 

may  have  an  absolutely  negligible 
resistance,  the  resistance  of  the  path  for  the  return  current  is  increased  by  the 
resistance  due  to  the  length  of  the  bond  itself.  For  this  reason  it  is  desirable  to 
make  such  bonds  as  short  as  possible.  On  the  other  hand,  the  shorter  the  bond 
the  less  is  its  flexibility  and  the  greater  is  the  liability  to  deterioration,  and,  as  a 
matter  of  fact,  fairly  long  bonds  are  used 
for  this  more  important  reason.  In  newly 
and  correctly  bonded  roads,  the  resistance 
of  the  bonded  rail  return  need  rarely  be 
more  than  5  per  cent,  greater  than  that 
due  to  the  rail  itself.  The  deterioration 
of  bonding  is  generally  rather  rapid  ;  at 

the  end  of  a  few  years  at  the  longest,  the  resistance  will  in  many  cases  be  increased 
to  a  considerable  percentage.  These  remarks  refer  to  the  resistance  of  the  metallic 
circuit  on  the  assumption  that  no  current  flows  by  the  earth.  As  a  matter  of  fact, 
however,  large  percentages  of  the  current  return  by  the  earth,  thereby  greatly  reducing 
the  voltage  drop.  This  is  liable  to  lead  to  undesirable  consequences  through  the 
electrolysis  of  waterpipes  and  ironwork  in  general,  located  below  the  street  level, 
and  Board  of  Trade  regulations  have  been  framed  with  a  view  to  limiting 
this  danger. 
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Fig.  248.    Columbia  Rail  Bond. 
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Soldered  Rail  Bonds. 

In  this  type  of  bond,  the  continuity  is  made  from  rail  to  rail  by  means  of  a  strip 

or  bundle  of  strips  of  copper  actually  soldered  on  to  the  rails- 
Testa  and  inspection  after  several  years'  working  on  several  roads  are  said  to  h  ave 

shown  the  bonds  and  contacts  to  be  in  as  good  condition  as  when  installed.     It  is 


Fig.  249.    Thouas'  Soldered  Rail  Bonds. 

stated  that  the  Thomas  Bond  (Fig.  249)  has  been  in  use  for  over  3  years  on  the 
Boston  Elevated  Railway,  the  Bershore  Street  Railway,  and  the  Chicago  and  Milwaukee 
Electric  Railway.     Fig.  249  will  explain  the  construction  of  this  bond,  in  which  the 


Fig.  250.     Shawmut  Soldebed  Rail  Bond. 

bond,  besides  being  soldered  on  to  the  rails,  is  pressed  against  them  by  the  fish-plate 
when  bolted  on. 

Fig.  250  depicts  several  types  of  the  Shawmut  soldered  bond.  This  bond  is 
similar  to  the  Thomas  type.  The  bond  is  built  of  flexible  copper  ribbon,  and 
can  be  fixed  on  the  web,  or  base,  or  ball  of  the  rails,  or  from  the  web  to  a 
fish-plate,  as  shown. 
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Resistance  of  Bonds. 

Table  LXXIX.,  compiled  from  teats  made  by  one  of  the  authors,^  gives  some 
data  as  to  the  resistance  of  bonds. 


Tablk  LXXIX. 
Resistances  of  Rail  Bonds. 


ResistAnce  in 

Microhms  of  Two 

Terminals  in  Series. 


|-in.  copper  bond  (4/0)  terminals,  web  ! 
of    rail    i   in.    thick,    hole    in    rail 
I  in.  in  diameter,  contact  area  1*37 
sq.  ins.       ...... 

J-in.  copper  bond  (4/0)  terminEils,  same 
as  above  .         .         . 

Copper  bond,  l-in.  hole,  web  of 
rail  J  in.  thick,  contact  area  1*37 
sq.  ins.       ....         .         . 


;  l'fl7  \  average 
r  2-15  )      2-06 


2-50 


g.;,  ^  average 


Resistance  of  Terminals 

only  Single  Bonding  per 

Mile  Single  Track. 


173*5  )  average 
189-5  )  181-5 


220 

(  635  )  . 

*835!^^y    } 


(680) 


Conditions  of  Bonding. 


1  Clean    bond,    clean 

hole,    drilled    with- 

(  out  oil,  well  bonded. 


Bond     well    bonded, 
hole  drilled  with  oil. 

Hole      clean,     well 
bonded. 


Table  LXXX.,   from  "The   Engineering   and   Electric   Traction  Pocket-book" 
(Dawson,  1903),  gives  further  data  of  bond  resistances  from  tests : — 


Table  LXXX. 

Comparison  of  Resistances  of  various  Rail  Bonds,  not  including  in  any  case  the 

Resistance  of  the  Rail. 


Te«t 
N  amber. 


1 
2 
3 
4 
5 
6 
7 


Kind  of  Bond. 


One  4/0  plastic  copper  bond 

Two 

One  6/0 

Two 

One  2/0  copper  bond  with  steel  driving  pin 

Two  „  „ 

One  4/0  flexible  copper  bond 


»» 


i» 


»» 


»» 


Current  in 

Difference  of 

Resistance  in 

Amperes. 

Potential  in  Volts. 

Ohnid. 

1,915 

0-0234 

0-0000122 

1,915 

00127 

0-00000668 

1,910 

00114 

0-00000593 

1,880 

0-00678 

0-0000036 

1,610 

0-75 

000046 

1,805 

0-278 

0-000154 

1,880 

0119 

0-000065 

The  tests  from  which  the  above  results  were  obtained  were  carried  out  by  the 
Ecole  d'Electricite,  under  the  auspices  of  the  French  Government,  at  Paris  in  July, 
1900. 

Table  LXXXL  gives  particulars  of  rail  bonds  employed  on  a  number  of  typical 
railways. 

1  "  Earth  Betums  for  Electric  Tramways,"  H.  F.  Parshall,  Journal  Institute  Electrical  Engineers, 
Vol.  XXVII.,  p.  440. 
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Table  LXXXL 
Particulars  of  Rail  Bonds  on  various  Railwaf/s, 


Railway. 


Numlx^r  of  Bonds 
JMT  Joint. 


BiiiM  of  Bond. 


Name  and  Manufactnivr 
of  Bond. 


Baker  Street  and  Waterloo 


Flexible  plaited     American  Steel  and 
wire  Wire  Co. 


Boston  Klevated 
Central  London 


(  4  (third  rail)    )  Flexible  plaited 

■  /  2  (trivck  rail) 

City  and  South  London    .  2 

Jackson  and  Battle  Creek  2 

Lackawanna  and  Wyoming  2 

Valley  Railway 

Lancashire  and  Yorkshire  4 


\       wire 
Flexible  wire 
Foot  bonds 
Foot  bonds 


!   Chicago  Crown     : 


Manx  Electric  Railway     . 
Mersey  Railway 
Metropolitan  and  District 
Neuchatel 


4 
1 


New  York»  New    Haven, 
and  Hartford  Railway 


New  York  Subway   . 
North -Eastern  . 

Paris  Metropolitan    . 
Paris- Versailles 


(  4  (third  rail) 
•  '  (  2  (track  rail) 
.  '  2 


(    Third  rail 
•    (    Track  rail 

Seattle-Tacoma  Railway  .    |    rj.^^^  ^^ 


Semi-flexible 

copper  ribbon 
Rigid  and 

flexible  bonds    < 
Flexible  copi)er    | 

strip 
Flexible  copper 

strip 
Flexible  copper 

wire 
Flexible  copper  ' 

strip  and  cable 

>      -      ', 
)  <| 

Flexible  copper    I 

wire 
Flexible  copper    ' 

wire 

(      _ 


i» 


Total  Cross-aeotion 
of  Bond». 


S<iiiarp 
Inches. 


Circular 
MiU. 


•236 

•62 

•31 

•165 

•236 

•314 


Forest    Citv    Elec- 

trical  Co.  , 

Columbia,     Chicago 

Crown  i 

Forest    Citv    Elec- 

trical  Co. 
Forest     Citv    Elec-  1 

trical  Co.  I 

Chicago  Crown 


Maver  and  Englund 

Co, 
Crow^n  Bond,  British 
Thompson-Houston 
Chicago  Crown 


_  ( 

/  I 

Clarke    Bond,    by  \  , 
Chase  Shawmutt  /  i 


•314 


300,000 
790,000 
396,000 
210,000 
300,000 
400,000 


400,000 


I 


•155         197,500 

I 
1415      1,800,000 

•943    '  1,200,000 
•314    i     400,000 

•166         212,000 

I 

•316         402,600 

I 

•93  !  1,180,000 
•2325  '  296,000 
•59  '  750,000 
•393         500,000 


Resistance  of  Rails  to  Alternating  Currents. 

In  traction  by  alternating  currents,  either  multi-phase  or  single-phase,  use  is 
made  of  the  rails  as  part  of  the  conducting  circuit  in  order  to  lessen  the  amount 
of  overhead  constructional  work.*  Owing,  however,  to  the  greatly  increased 
resistance  of  iron  to  alternating  currents,  the  use  of  the  rails  as  a  conductor  is 
limited  to  short  lengths,  the  rails  being  supplemented  by  a  copper  conductor,  to  which 
they  are  connected  at  short  intervals.  The  virtual  resistance  of  iron  or  steel  con- 
ductors to  alternating  currents  is  a  somewhat  complicated  phenomenon;  it  varies  with 
the  periodicity  of  the  currents,  the  area  and  form  of  conductor,  and  the  permeability. 
The  latter,  again,  depends  upon  the  current  in  the  rail ;  therefore  any  statements  of 
the  virtual  resistance  of  iron  or  steel  to  alternating  currents  is  not  completely 
defined  unless  all  the  conditions  listed  above  are  specified. 

The  resistance  referred  to  here  is  a  true  ohmic  resistance,  which  is  increased  owing 
to  the  tendency  of  the  currents  to  keep  to  the  outer  layers  of  the  conductor  and  avoid 
magnetisation  of  the  material,  thus  limiting  the  effective  area  of  the  material  for 
conducting  purposes.     Combined  with  the  resistance  effect  is  the  inductance  within 
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Current  in 
Amperes. 

DitTerence  of  Potential 
in  VolU. 

164 

179 

180 

200 

195 
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the  rail,  which  tends  to  diminish  as  the  resistance  increases.  The  total  drop  on  a  rail 
is  that  due  to  the  resistance  and  inductance,  the  resultant  of  which  is  the  impedance. 

The  variation  in  permeability  constitutes  a  diflSculty  in  the  predetermination  of 
the  impedance  and  its  components ;  the  permeability  depends  on  the  magnetization, 
which,  again,  depends  upon  the  current  in  the  rail.  The  permeability  is  apparently 
very  low  for  small  currents — say,  less  than  20  amperes  per  square  inch — but  increases 
rapidly  when  the  currents  are  increased.  At  still  higher  current  values,  the 
permeability  decreases. 

Owing  to  the  complexity  of  the  phenomenon,  impedance  values  can  only  be 
obtained  by  experiments.  Experiments  were  carried  out  by  one  of  the  Authors  upon 
the  conductor  rails  of  the  Central  London  Railway.  These  rails  were  specially  rolled 
for  high  conductivity,  viz.,  7  times  that  of  copper,  and  are  of  channel  section,  weighing 
80  lbs.  to  the  yard. 

The  circuit  consisted  of  two  rails,  of  the  quality  and  form  stated  above,  placed 
14  ft.  apart,  the  length  of  each  rail  being  1,695  yds.  Alternating  currents  having 
a  periodicity  of  25  cycles  per  second,  were  passed  through  the  rails,  and  the  following 
results  obtained : — 

Impedance. 

1-09 
1-11 
1-19 

The  resistance  of  the  circuit  for  continuous  currents  is  0*0694  ohms,  and  the 
impedance  of  the  rails,  due  to  the  resistance  and  inductance  within  the  rails,  deduced 
from  the  above  readings  and  taking  average  values,  is  0*78,  or  a  drop  of  11  times  that 
for  continuous  currents;  the  resistance  component  is  0*5,  which  is  7*2  times  the 
resistance  to  continuous  currents. 

Inasmuch  as  so  much  depends  upon  the  form  of  the  rail  and  its  magnetic  and 
electrical  properties,  the  behaviour  of  track  rails  cannot  be  deduced  Irom  these 
readings.  A  very  exhaustive  investigation  into  the  electrical  and  magnetic  properties 
of  track  has  been  carried  out  by  Prof.  Wilson,  of  King's  College  (see  Electrician,  of 
23rd  February,  1906),  and  determinations  were  made  of  the  inductance  and 
resistance  of  bull  headed  rails  of  standard  section  and  weighing  70  lbs.  to  the  yard, 
also  the  inductance  of  a  circuit  formed  of  one  rail  and  two  rails  with  an  overhead 
conductor  placed  at  different  heights.  The  rails  experimented  on  had  a  specific 
resistance  of  8*45  x  10'^  per  cubic  inch,  the  resistance  being  13  times  that  of  copper, 
and  presumably  the  permeability  was  of  low  value.  Inasmuch  as  the  conductivity, 
permeability  and  form  of  section  is  different,  the  results  differ  from  the  results  obtained 
by  us  as  quoted  above. 

Measurements  of  inductance  values  were  made  with  currents  of  50,  100,  150  and 
200  amperes  passing  through  the  rail,  and  at  periodicities  of  100,  50  and  27  cycles  per 
second.  The  results  show  how  the  inductance  and  resistance  varies  with  current  and 
periodicity,  also  the  effect  of  the  mutual  action  of  the  currents  and  the  overhead 
conductor.  The  information  obtained  is  such  as  to  enable  values  to  be  obtained  for 
different  heights  and  different  periodicities.  With  regard  to  rails  of  different  sizes, 
Prof.  Wilson  suggests  that  a  very  close  criterion  of  the  properties  of  different  sizes  of 
the  same  form  and  of  different  forms  is  obtained  from  the  periphery ;  this  principle 
has  been  adopted  by  us  in  determining  the  properties  of  the  different  rails. 

The  following  tables  have  been  deduced   from  Prof.  Wilson's  experiments  and 
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apply  to  standard  sections  of  bull  headed  rails ;  for  periodicities  of  15,  20  and  25  cycles 
per  second,  the  values  given  are  assumed  to  be  constant  for  different  currents.  This  does 
not  hold  for  large  variations,  but  if  we  limit  the  current  to  20  amperes  per  square  inch, 
which  is  a  serviceable  limit,  the  variation  below  this,  at  the  periodicities  given,  is  within 
the  limits  of  the  variation  of  magnetic  properties  of  rail  material  and  within  the  limits 
of  errors  in  observation.  The  values  given  hold  for  rails  of  the  same  specific  resistance 
as  that  experimented  on,  and  inasmuch  as  the  rail  was  obtained  from  one  of  the 
principal  railway  companies,  it  is  reasonable  to  assume  that  it  is  fairly  representative 
as  regards  its  mechanical,  magnetic  and  electrical  properties,  of  the  railway  rails  in 
general  use  in  this  country. 

The  impedance  values  given  with  the  Tables  take  account  of  the  inductance 
within  the  rail  only  and  represent  values  which  would  be  obtained  were  the  return 
current  carried  in  a  closely  fitting  tube  outside  the  rail ;  when  stated  in  this  form  the 
values  can  be  applied  to  calculate  the  impedance  of  the  circuit  with  the  overhead 
conductor  at  different  heights. 

Table  LXXXII.  gives  resistances,  reactances,  and  impedance  per  mile  of  single 
rail  for  rails  of  different  weights  for  currents  at  25  cycles. 


Table  LXXXII. 

Resistance,  Reactance  and  Impedance  per  mile  of  Bull  Head  Rails.     Standard  Section, 

25  cycles  per  second. 


Weight  of  Rail 
lbs.  per  yard. 

Inductance. 

Reactance. 

Virtual 

Resistance 

(ohuis). 

Impedance. 

Resistance 

to  Continuous 

Currents 

(ohmsX 

Ratio  of  Drop 
AC/CC 

60 

•00164 

•257 

•170 

•808 

.0926 

883 

70 

•00166 

•245 

•162 

•295 

•0792 

8-74 

80      - 

•00149 

•283 

•165 

•280 

•069 

4^06 

90 

•00142 

•223 

•148 

•267 

•0618 

4-32 

100 

•00186 

•214 

•142 

•257 

•0656 

4-62 

110 

•00181 

•206 

•136 

•247 

•0505 

4-89 

Table  LXXXIII.  gives  thje  same  constants  for  currents  of  20  cycles. 


Table  LXXXIII. 

Resistance,  Reactance  and  Impedance  per  mile  of  Bull  Head  Rails.     Standard  Section, 

20  cycles  per  second. 


Weight  of  Rail 
lbs.  per  yard. 

Inductance. 

Reactance. 

Virtual 

Resistance 

(ohms). 

Impedance. 

Resistance 
toD.  C. 
(uhms). 

Ratio  of  Drop 
AC/OC. 

60 

•00171 

0^215 

0-147 

0-261 

•0926 

282 

70 

•00163 

€•205 

0-14 

0-249 

•0792 

814 

80 

•00155 

0197 

0-134 

0^24 

•069 

3  47 

90 

•00149 

0187 

0^128 

0^237 

•0618 

367 

100 

•00142 

0179 

0122 

0-217 

•0556 

3-90 

110 

•00137 

0172 

0117 

0208 

•0505 

412 
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Table  LXXXIV.  gives  the  constants  for  currents  of  15  cvcles. 


Table  LXXXIV. 

Resistance,  Reactance  and  Impedance  per  mile  of  Bull  Headed  Steel  Rails. 

Section f  15  cycles  per  second. 


Standard 


Weight  of  Rail 
lbs.  per  yard. 


60 
70 
80 
90 
100 
110 


Inductance. 


•00182 
•00173 
•00165 
•00158 
•00151 
•00146 


Reactance. 


0^171 
0168 
0156 
0149 
0^143 
0^137 


Virtual 

Reni  stance 

(ohm.H). 


0129 
0123 
0117 
0112 
0^107 
0^103 


Impedance. 


•214 
•204 
•195 
•186 
•179 
•172 


Resi.stance 
to  D.  C. 
(ohnwi). 


•0925 

•0792 

•069 

•0618 

•0556 

•0505 


Ratio  of  Drop 
AC/CC. 


231 

2-57 

2^83 

30 

3-22 

34 


Impedance  of  Overhead  Circuit  with  Rail  Return, 

The  inductance  of  a  circuit  consisting  of  a  copper  conductor  placed  overhead  with 
a  return  conductor  on  the  ground,  is  a  considerable  factor  and  one  which  must  be  taken 
into  account  where  alternating  currents  are  used.  Having  already  submitted  Tables 
of  inductance  for  a  single  rail  of  a  standard  form  of  section  of  different  sizes,  we  have 
now  to  calculate  the  inductance  of  a  pair  of  rails  placed  4  ft.  8^  ins.  apart  with  an 
overhead  conductor  placed  at  a  particular  height.  The  impedance  of  the  circuit  so 
formed  comprises  the  resistance  and  reactance  of  the  overhead  conductor,  the 
resistance  of  the  rails,  the  inductance  within  the  rails,  the  inductance  of  the  circuit 
bounded  by  the  rails  and  overhead  conductor  and  the  mutual  induction  of  the  currents 
in  the  two  rails.  Owing  to  the  impedance  of  the  rail  circuit,  the  track  rails  are  not 
used  to  a  great  extent  except  in  conjunction  with  boosters  and  copper  conductors.  As 
however,  part  of  the  circuit  in  such  cases  consists  of  the  overhead  conductor  with  track 
rails  for  a  return,  we  submit  a  table  of  resistances,  reactances,  and  impedances  for  a 
system  consisting  of  a  standard  track  with  60  lbs.,  80  lbs.,  and  100  lbs.  rail,  also 
resistance  and  impedance  of  overhead  conductor  of  No.  4/0  s.w.g.,  the  values  of 
reactances  and  impedances  being  given  for  15,  20  and  25  cycles  per  second. 


Table  LXXXV. 
Impedance  of  Rail  portion  of  Circuit 


Weight  per  yard— lbs. 

100 

80 

60 

Resistance  per  mile — 
ohmH. 

•0278 

•0345 

■0462 

Cycles  per  second  ... 

25 

20 

16 

25 

20 

15 

25 

20     ' 

15 

Radians  per  second.. 

157 

125 

942 

157 

125 

94-2 

157 

125 

94-2 

Reactance 

•26 

•207 

■16     , 

•27 

•216 

•168 

•28 

•227 

•177 

Resistance 

•071 

•061 

•053 

•077 

•067 

•058 

•08 

•074 

•065 

Impedance * 

•265 

•216 

•17 

•28 

•227 

•178 

•293 

•239 

•188 

Ratio     alternate    to 

continuous  current 

drop 

9^5 

7-8 

61 

8^1 

6-58 

5-17 

6^34 

5^17 

406 
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Table  LXXXV.  gives  the  reactance,  resistance  and  impedance  per  mile  for  the 
track  [lortion  of  the  circuit  consisting  of  two  rails  with  overhead  conductor  20  ft. 
above  rails  for  three  weights  of  rails  and  for  three  different  periodicities. 

This  Table  gives  the  ratio  of  the  drop  between  two  points  in  the  track  one  mile 
apart  for  alternating  currents  in  terms  of  the  drop  for  continuous  current  mider  the 
conditions  given. 

Under  normal  conditions,  and  for  25  cycles,  which  is  a  common  frequency,  the 
drop  on  the  rails  with  alternating  currents  may  be  said  to  be  roughly  ten  times  the 
drop  with  continuous  current.  In  consequence,  the  use  of  the  rails  for  this  purpose 
is  veiy  limited,  and  in  practice  the  rails  are  supplemented  by  copper  conductors,  to 
which  the  rails  are  connected  at  frequent  intervals.  The  rails  and  copper  conductors 
form  a  return  circuit  in  contact  with  earth,  and  therefore  subject  to  the  Board  of 
Trade  regulations  affecting  earthed  conductors  already  quoted.  In  order  to  keep  the 
drop  within  the  limits  prescribed,  and  in  order  to  limit  the  amount  of  copper  used,  it 
is  necessary  to  provide  arrangements  for  limiting  the  drop  in  the  rails.  This  object 
may  be  obtained  by  means  of  track  boosters.  One  arrangement  is  that  used  by  the 
Oerliken  Company,  in  which  the  track  current  is  transferred  by  boosters  to  a  common 
return  conductor.     Another  arrangement  is  that  described  by  Carter,  in  his  paper 


TrOM«.y    v/»r-«. 


txxx 


TTT71 


Track  booster 


\XXXX 


Uxcr; 


-^  Rails 


^  lo*iulore<i  jcto^ 


E!QUQ\i^tnQ   Wire. 


Fig.  251.    Arrakoement  of  Track  Boosters  for  Alternating  Currents. 

read  before  the  Institution  of  Electrical  Engineers,  25th  January,  1906,  in  which  the 
track  boosters  are  inserted  at  intervals  along  the  track,  the  function  being  to  induce 
an  electro-motive  force  opposing  the  track  drop.  These  boosters  are  transformers  of 
ratio  unity,  of  which  the  primary  is  connected  across  a  section  insulated  in  the  trolley 
wire,  and  the  secondary  across  an  insulated  joint  in  the  track,  shown  diagrammatically 
in  Fij,'.  251.  The  transformers  are  secured  on  poles  or  gantry  posts,  and  are  provided 
with  switches  for  cutting  out  the  transformer  when  desired. 

We  next  deal  with  the  resistance,  reactance,  and  impedance  due  to  currents 
in  the  overhead  conductor,  assuming  that  practically  all  the  current  is  carried  by  the 
copper  conductor. 

Table  LXXXVL  gives  the  values  for  a  mile  of  circuit  for  three  different 
periodicities. 

Table  LXXXYI. 

Impedance  of  Overhead  Conductor, 


Cyril's  per 
Sfcoiid. 


25 
20 
15 


IlndiuMH  per 


157 
125 
94*2 


Reactaiicfi. 


Resistance. 


Impedance. 


0-37 

0-295 

0-223 


0-342 
0-342 
0-342 


Ratio  Alternate  to 

Continuonft-Current 

Drop. 


0-504 
0-452 
0-408 


1-47 
1-32 
119 
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Table   LXXXVII.   gives    the    total   impedance   per   mile   of    circuit  for    three 
periodicities  and  three  weights  of  rail. 


Table  LXXXVII. 
Total  Impedance  per  Mile  of  Circuit. 


Wt.  of  Rail. 

1 

2o  cycles. 

ImpiHlance. 

20  cycles. 

15  cycles. 

lbs  per  yd. 

Reactance. 

Resistance. 

Reactance. 

Resistance. 

Impedance. 

Reactance. 

Resistance. 

Impedance. 

100 

80 
60 

0-65 
0-64 
0-63 

0-422 
0-419 
0-413 

0-775 
0-765 
0-753 

0-522 
0-511 
0-502 

0-417 

0-41 

0-404 

0-668 
0-655 
0-644 

0-40 
0-39 
0-38 

0-407 
0-400 
0-395 

0-571 
0-558 
0-548 

It  will  be  seen  on  referring  to  the  above  Table,  that  the  difference  in  the  impedance 
values  for  the  difiFerent  conditions,  are  much  reduced.  This  is  owing  to  the  effect  of 
the  resistance  of  the  overhead  conductor.  The  effect  of  the  impedance  of  the  rail  and 
overhead  conductor  upon  the  power  factor,  depends  upon  the  voltage  of  transmission, 
and  also  upon  the  power  factor  of  the  train  circuit. 

With  500  kilowatts  transmitted,  and  with  5,000  volts  in  the  line,  the  drop  in 
voltage  is  13  per  cent.  If  the  voltage  be  3,000  volts,  and  the  same  power  transmitted, 
the  drop  is  30  per  cent,  over  the  mile  length.  These  results  enable  the  distance 
between  feeding  points  to  be  determined  when  the  voltage  on  the  circuit  is  selected. 


Leakage  from  Track  Rails. 

Where  track  rails  are  used  as  conductors  and  form  part  of  the  return  circuit, 
regard  must  be  had  to  the  amount  of  current  which  passes  from  the  rails  to  the  earth. 
These  currents,  if  not  kept  within  limits,  may  injuriously  affect  electric  cables,  water 
pipes,  gas  pipes,  and  telephone  lines.  The  injury  is  caused  mainly  by  electrolytic 
action,  and  of  the  metals  employed  for  the  purposes  mentioned,  lead  is  the  most 
susceptible  to  injury,  its  electro-chemical  equivalent  being  much  higher  than  copper 
or  iron.  The  Board  of  Trade  have  issued  regulations  affecting  the  working  of  electric 
tramways  and  tube  railways,  but  no  regulations  are  in  force  affecting  the  working  of 
main  line  railways,  and  such  regulations  as  are  in  force  do  not  apply  to  alternating 
currents.  There  is  no  doubt,  however,  but  that  the  limits  as  to  the  permissible 
amount  of  stray  currents,  must  be  observed  by  railways  in  their  own  interest.  Owing, 
however,  to  the  difference  between  the  construction  of  railways  and  tramways,  the 
leakage  surface  is  less,  and  it  will  be  possible  to  transmit  greater  distances  for  the 
same  amount  of  leakage.  If  we  assume  a  certain  length  of  track,  and  that  a  current 
is  put  in  at  one  end  and  taken  out  at  the  other,  it  will  be  found  that  the  current 
actually  in  the  rail  will  diminish  towards  the  middle  of  the  portion  of  line  under 
consideration.  The  current  will  leave  the  rail  ovei*  the  half  section  remote  from  the 
source,  and  will  return  to  the  rail  over  the  half  section  nearest  the  source.  The 
distribution  of  current  density  and  potential  along  the  rail  under  tramway  conditions, 
was  thoroughly  investigated  by  Mr.  Evan  Parry.^     The  potential  and  cunent  at  any 


^  *'  Fall  of  Potential  along  Tramway  Rails,"  E.  Parry,  Electrician^  August  10th,  1900. 
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point  of  the  rails  is  expressed  as  an  exponential  function  of  the  distance  from  the  source 
and  the  point  chosen,  and  of  the  ratio  of  the  cross  sectional  resistance  of  the  rail  to 
the  contact  resistance.  Inasmuch  as  the  resistance  of  rails  to  alternating  current  is 
greater  than  their  resistance  to  continuous  currents,  the  values  of  the  current  and 
potential  along  the  line  differ  greatly.  The  specific  values  for  steel  of  diflferent 
compositions  have  already  been  tabulated,  and  also  the  resistance  to  alternating 
currents  of  three  different  periodicities.  The  first  function  referred  to,  or  the  contact 
resistance  between  the  rail  and  earth  is  not  so  definitely  ascertainable ;  the  leakage 
surface  consists  in  the  main  of  the  chair  supporting  the  rail.  The  current  beinpj 
dissipated  to  earth  by  means  of  the  wooden  sleeper,  the  amount  of  leakage  will 
depend,  to  some  extent,  upon  the  state  of  the  weather.  From  measurements  made  on 
a  length  of  track,  we  conclude  that  the  surface  resistance  may  be  taken  at  1,500,000 
ohms  per  sq.  in.  under  average  conditions.  Table  LXXXVIIL  shows  the  current 
entering  the  rail  and  the  corresponding  current  density  for  different  lengths  of  track  with 


Table  LXXXVIIL 

Table  of  Current  Values  in  Track  Rails  for  10  Volts  Difference  of  Potential  between 

ends  of  Rail  for  100  lb.  Rail. 


C.C. 

25  cycles. 

i 

4 

20  cycles. 

] 

L6  cycles. 

Dis- 

tanc  e 

in 

Density 

Ppr. 

Density 

Per- 

Density 

Ppr- 

Density 

Per- 

Miles. 

per 

aquare 

inch. 

21-4 

Total 
Current. 

centage 
Leakage. 

per 

square 

inch. 

Total 
Current. 

centage 
Leakage. 

per 

square 

inch. 

Total 
Current. 

centage 
Leakage. 

per 

square 

inch. 

Total 
Current. 

centage 
Leaka^. 

1 

207 

0-5 

1-74 

16-85 

1 

2-62 

24-9 

1-8 

4-22 

40-5 

0-8 

2 

10-7 

104 

0-8 

0-897 

8-7 

4-8 

1-33 

12-7 

3-8 

2-14 

21-4 

2-0 

3 

7-2 

70 

1-2 

0-62 

60 

10-5 

0-91 

8-73 

7-0 

1-44 

13-8 

4-2 

4 

5-42 

52-5 

1-5 

0-49 

4-75 

17-3 

0-7 

6-72 

11-5 

Ml 

10-6 

7-3 

5 

433 

41-8 

20 

0-415 

402 

22-8 

0-58 

5-56- 

17-5 

0-914 

8-76 

11-7 

6 

3-66 

35-4 

2-5 

0-371 

•  3-6 

31-9 

0-517 

4-97 

24-5 

0-79 

7-58 

170 

7 

312 

30 

3-8 

0-34 

3-3 

41-2 

0-47 

4-5 

330 

0-7 

6-72 

230 

8 

2-72 

26-3 

5-5 

0-322 

3-12 

48-0 

0-43 

4-12 

410 

0-64 

6-14 

28-8 

9 

2-46 

23-9 

8-0 

0-307 

2-97 

54-4 

0-41 

3-93 

470 

0-59 

5-66 

32-8 

10 

2-3 

22-2 

100 

0-3 

2-89 

61-0 

0-39 

3-7 

50-0 

0-56 

5-37 

35-8 

10  volts  difference  of  potential  between  the  two  ends.  The  values  are  given  for  a  100  lb. 
rail  and  for  continuous  currents  as  well  as  for  alternating  currents  of  15,  20  and 
25  cycles.  For  continuous  currents,  the  values  of  current  density  will  apply  to  all  sizes 
of  rails,  but  they  differ  for  alternating  currents  owing  to  the  variation  of  virtual  resistance 
with  the  area  of  rail.  The  Table  also  shows  the  percentage  of  leakage  from  the  rail.  It 
should  be  noted  that  the  percentage  of  leakage  is  much  greater  in  the  case  of 
alternating  currents.  The  limitations  in  the  transmission  of  alternating  currents  are 
clearly  brought  out  in  the  Table ;  referring,  for  instance,  to  the  case  of  transmission 
over  four  miles,  the  amount  of  continuous  current  which  may  be  transmitted  with  a 
potential  difference  of  10  volts  is  52*5  amperes  per  rail,  and  leakage  0*8  of  an  ampere, 
or  1"5  per  cent,  of  the  total  current  transmitted ;  whilst  for  alternating  currents  of 
25  cycles  frequency,  the  current  transmitted  for  the  same  potential  difference  is  six 
amperes  per  rail,  and  the  leakage  practically  the  same  as  in  the  case  of  continuous 
current,  and  equivalent  to  17*3  per  cent,  of  the  total  current. 
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Table  LXXXIX. 
Table  of  Pressure  Differences  on  Track  Rails  with  100  Amperes  in  R'lil — 100  lb.  Rail, 


Distance  in  Miles. 


1 
2 
8 
4 
5 
6 
7 
8 
9 
10 


c.c. 


DP.  in 

Volts. 


4-83 
9-62 

14-2 

19 

23-8 

28-2 

33-3 

38 

42 

45 


Leakage, 
Amperes. 


25  cycles. 


D.P.  in 
Volts. 


Leakage, 

Ami  teres. 


20  cycles. 


D.P.  in 

Volts. 


•5 

59 

1 

40 

•8 

113 

4-8 

79 

1-2 

166 

10-5 

115 

1-5 

210 

17-3 

149 

2-0 

249 

22-8 

180 

2-6 

278 

31-9 

200 

3-8 

303 

41-2 

222 

5-5 

320 

48 

243 

8-0 

337 

64-4 

254 

100 

346 

61 

267 

Leakage, 
Amperes. 


1-8 
3-8 
7-0 
11-5 
17-5 
24-5 
33  0 
410 
47  0 
50-0 


15  cycles. 


D.P.  in 

Volts. 


25 

47 

72 

94 

114 

134 

149 

166 

177 

186 


lieakage, 

Amperes, 


•8 

20 

4-2 

7-3 

11-7 

17-0 

23-0 

28-8 

32-8 

35-8 


Table  LXXXIX.  gives  the  potential  difference  for  varying  distances  of  transmission 
in  a  track  with  100  lbs.  rail  carrying  100  amperes  per  rail.  Take  the  case  of  a  four-mile 
transmission ;  continuous  current  could  be  transmitted  with  a  potential  difference  of 
19  volts  and  a  leakage  of  1*5  amperes,  whereas  to  transmit  alternating  currents  of  25 
cycles  periodicity  the  same  distance  requires  a  potential  difference  of  210  volts,  and  the 
leakage  would  be  17  amperes. 

In  the  case  of  tube  railways  care  should  be  taken  to  provide  against  contact  between 
rails  forming  part  of  a  return  system  and  the  lining  of  the  tunnel,  except  only  at  or 
near  the  source  of  supply  to  the  distributing  circuit.  The  tube  lining  has  an  enormous 
dissipating  surface  compared  with  its  cross  sectional  area,  in  consequence  of  which  the 
leakage  of  current  is  promoted  to  an  abnormal  extent,  even  although  the  sections  of 
the  tunnel  lining  are  well  bonded. 
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chapter    IX 


LOCOMOTIVES  AND  MOTOR  CARRIAGES  AND  THEIR  ELECTRICAL 
EQUIPMENT 

ONE  of  the  most  important  queattons  arising  in  connection  witli  the  electrification 
of  railwaj-s  relates  to  whether  electric  locomotives,  or  motor  cars,  aliall  be 
employed.     Electric  locomotives  will;  of  course,  invariably  be  used  for  freight 
haulage,  bo  far  as  this  worli  comes  to  be  done  electrically,  but  for  passenger  trains, 
electric    locomotives   do   not    possess   an   exclusive   claim  for   consideration   for   all 


Fig.  252.     Electhic  Locomotive  for  New  York  Central  Railroad.     Weight,  85  Metric  Toss. 

classes  of  traffic.     The  alternative  consists  in  trains  made  up  partly  or  entirely  o! 
motor  cars,  operated  on  the  multiple  unit  control  principle. 

For  long  distance  passenger  trains,  there  are  sound  advantages  in  the  use  of  trains 
hauled  by  electric  locomotives  as  compared  with  motor  car  trains,  though  for  urban 
and  suburban  traffic  these  advantages  will  frequently  be  exceeded  by  the  advantages  of 
motor  car  trains.  In  the  transition  stage  from  steam  to  electric  operation,  it  will 
involve  less  disarrangement  of  the  traffic  conditions  to  employ  electric  locomotives  to 
a  certain  estent.  As  an  instance  may  be  mentioned  the  case  of  the  New  York  Central 
and  Hudson  River  Railroad  Co.,  which  has  now  embarked  upon  the  most  extensive 
scheme  of  heavy  electric  traction  which  has  yet  been  undertaken.  The  tracks  of  tliis 
railway. enter  New  York  through  an  extensive  system  of  tunnels,  and  it  has  long  been 
recognised  that  It  would  be  of  great  advantage  on  the  score  not  only  of  cleanliness  and 
hygiene,  but  of  safety,  to  replace  steam  by  electricity.  This  has  led  the  New  York 
291  U  2 


ELECTRIC    RAILWAY    ENGINEERING 

Central  Railway  to  undertake  the  replacement  of  its  steam  suburban  service  by  an 
electric  service,  and  the  multiple  unit  system,  with  the  motors  under  the  carriages, 
has  been  adopted  for  all  suburban  trains.  The  railway  is  now  electrically  equipping 
its  New  York  terminal  for  a  distance  o[  34  miles  on  the  main  line  from  the  Grand 
Central  Station  to  Croton,  and  for  24  miles  on  the  Harlem  division,  ae  far  as  White 
Plains.  All  passenger  tiaffic  within  this  district  or  zone  will  be  bandied  electrically,  and 
the  electric  locomotive  recently  designed  and  built  by  the  General  Electric  Co.  and 
the  American  Locomotive  Co.  is  the  first  of  thirty-five  for  which  orders  have 
already  been  placed,  and  which  will  be  used  in  the  hauling  of  through  passenger 
trains.  According  to  the  specified  conditions,  the  sei-viee  demanded  of  this  type  of 
locomotive  is  as  follows.     It  is  capable  of  regularly  making  the  trip   from  the 


Fig.  253,    Electric  Locomotive  for  New  York  CesTRiL  Railroad.    Weight,  85  Metric  Toss. 

Grand  Central  Station  to  Croton,  a  distance  of  34  miles,  hauling  a  total  train 
weight  of  400  metric  tons,  in  44  minutes  without  a  stop.  This  corresponds 
to  a  speed  of  46  miles  per  hour.  The  heaviest  of  these  trains  weighs  800  metnc 
tons,  and  is  drawn  by  two  of  these  locomotives.  The  locomotive  is  able  to  haul 
a  400-ton  train  at  a  maximum  speed  of  70  miles  per  hour.  Two  locomotives, 
equipped  with  the  multiple  unit  control  system,  are  used  to  haul  an  800-ton  train 
at  a  maximum  speed  of  70  miles  per  hour. 

General  Arrangement  and  Dmensiona  of   the  New  York  Central  Loecmoiivce. 

The  designers  have  sought  to  secure  in  this  locomotive  the  best  mechanical 
features  of  the  high  speed  steam  locomotive,  combined  with  the  greatly  increased 
]K)wer  and  the  simplicity  in  control  made  possible  by  the  use  of  electricity. 

The  locomotive  is  illustrated  in  Figs.  252  and  258.  It  has  four  driving  axles,  on 
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each  of  which  is  mounted  the  armatare  of  a  gearless  electric  motor  having  a  normal 
rating  of  550  h.-p.  The  total  rated  capacity  of  the  locomotive  is  2,200  h.-p.  when 
estimated  in  accordance  with  the  customary  1-hour  basis  of  nominal  rating  of 
railway  motors.  For  short  periods,  however,  a  considerably  greater  power  may  be 
developed,  giving  the  locomotive  greater  capacity  than  the  largest  steam  locomotive  in 
existence. 

The  principal  dimensions  of  the  locomotive,  and  other  data  regarding  it,  are  given 
in  Table  XC.^ 

Table  XC. 

Leadiiuf  Data  of  New  York  Central  Electric  Locomotive, 

Number  of  driving  wheels 8 

Number  of  truck  wheels 4 

Weight 85  metric  tons 

Weight  on  drivers 68  metric  tons 

Wheel  base,  driving "    18  ft. 

„        „      total 27  ft. 

Maximum  tractive  force 84,000  lbs. 

Ditto  per  metric  ton  engine  weight 400  lbs. 

Wheels,  driving 44  ins.  dia. 

,,         engine  truck 86  ins.  dia. 

Length  over  buffer  platforms 87  ft. 

Extreme  width 10  ft. 

Height  to  top  of  cab 14  ft.  10  ins. 

Diameter  of  driving  axles 8*5  inches. 

Normal  rated  power 2,200  h.-p. 

Maximum  power 8,000  h.-p. 

Speed  with  450-ton  train 60  m.p.h. 

Voltage  of  current  supply 600 

Normal  full  load  current 8,050  amps. 

Maximmn  full  load  current 4,800  amps. 

Number  of  motors 4 

Type  of  motor GE-84-A 

Bating  of  each  motor 650  h.-p. 

Weight  of  motor — excluding  yokes  which  are  built  into  the  locomotive 

frame— but  including  axle 11,200  lbs. 

Ditto,  excluding  axle .  9,430  lbs. 

The  weight  of  the  electrical  equipment  per  locomotive  is  made  up  as  set  forth  in 
Table  XCI. 

Table  XCI. 
Weight  of  Electrical  Equipment  of  New  York  Central  Locomotive. 

Total  weight  of  four  motors  (excluding  axles  and  also  excluding  yokes 
which  are  part  of  the  locomotive  frame,  but  including  armature, 

field  coils,  and  laminated  poles) 37,700  lbs. 

Weight  of  twenty  rheostats 4,600   ,, 

Weight  of  two  master  controllers 600    ,, 

Weight     of    control    equipment,    including     rheostats    and    master 

controllers 10,200   ,, 

Weight  of  air  compressor      .....••••  4,300    ,, 

Cables,  cleats,  etc 8,000   „ 

Total  weight  of  electrical  equipment 55,200  lbs.,    or   25 

metric  tons. 

*  This  descriptive  matter  is  partly  compiled  from  bulletins  published  by  the  General  Electric  Co. 
of  America,  the  contractors  for  equipping  the  road. 
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The  weight  of  the  magnetic  yoke  which  was  furnished  as  part  of  the  locomotive, 
and  is  not  included  in  the  above  figures,  as  it  also  forms  part  of  the  mechanical  frame 
of  the  locomotive,  is  11,900  lbs.,  or  5-4  metric  tons. 

It  would  seem  reasonable  to  add  half  of  this  to  the  weight  of  the  electrical  equip- 
ment, which  is  thus  brought  up  to  27-7  metric  tons,  or  32-fi  per  cent,  of  the  total 
weight  of  the  locomotive. 

The  largest  of  the  present  New  York  Central  types  of  steam  locomotives,  i.e., 
the  "  999  "  type,  have  a  capacity  of  only  1,500  h.-p.  per  locomotive. 

The  Electric  Motors  for  the  New  York  Central  Locomotives. 
The  motors  mark  an  interesting  and  radical  departure  from  ordinary    motor 
construction.     The  designers  have  arranged  the  armatures  directly  upon  the  axles, 


Fig.  254.    Assembly  of  Trixk  of  New  York  Central  Locomotive. 

partly  wilh  a  view  to  securing  the  advantage  of  direct  application  of  power  to  the 
driving  axles  and  to  avoiding  the  losses  of  power  in  gear  and  pinion  which  are 
encountered  in  geared  railway  motors. 

There  are  only  two  pole  pieces,  which  are  practically  part  of  the  truck  frame,  and 
have  nearly  flat  vertical  faces.  There  is  no  necessity,  therefore,  of  preserving  a  rigid 
alignment  between  armature  and  field,  and  the  armature  can  have  a  large  free  vertical 
movement  without  danger  of  striking  the  pole  pieces.  The  maximum  weight  of  the 
motor,  consisting  of  its  (ield  and  frame,  is  carried  with  the  truck  frame  upon  the 
journal  box  springs  on  the  outside  of  the  driving  wheels. 

This  construction,  besides  being  strong  and  simple  in  design,  greatly  facilitates 
repairs  and  renewals,  as  an  armatuie,  together  with  its  wheels  and  axles,  may  be 
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removed  by  lowering  the  complete  element  without  disturbing  the  fields  or  any  other 
part  of  the  locomotive,  and  a  new  element  may  be  inserted  in  its  place.  All  parts  are 
especially  accessible  for  inspection  and  cleaning. 

The  dead  weight  on  each  driving  axfe  is  practically  the  same  as  on  an  ordinary 
steam  locomotive,  and  is  about  10  percent,  leas  than  that  on  the  heaviest  types,  while, 
in  addition,  there  is  no  unbalanced  weight  to  produce  vibration,  with  attendant  injuries 
to  track  and  road  bed  construction.  It  is  anticipated  that  this  will  effect  such  a  reduc- 
tion in  the  expense  of  maintaining  the  rails  and  road  bed,  due  to  the  absence  of  pounding 
and  rolling,  as  to  have  an  important  bearing  on  the  upkeep  of  the  permanent  way. 

A  longitudinal  section  of  the  locomotive  frame  may  be  seen  in  Fig.  252.  The  main 
frame  is  of  cast  steel,  and  forms  not  only  the  mechanical  frame  of  the  locomotive,  but 
also  part  oE  the  magnetic  circuit  of  the  motors.  It  will  he  seen  that  the  magnet 
fields  are  arranged  in  tandem,  the  end  pole  pieces  being  cast  as  part  of  the  end  frames, 
and  the  double  pole  pieces  between  the  armatures  being  carried  by  heavy  steel  transoms 
bolted  to  the  side  frame,  and  forming  part  of  .the  magnetic  circuit  as  well  as  constituting 


Fig.  255.     Motor  Armature  of  Kew  York  Central  Lcco.motive. 

cross  braces  for  the  truck.  The  field  coils  are  wound  upon  metal  spools  which  are 
bolted  upon  the  pole  pieces.  A  suitable  distribution  and  division  of  the  weight  of  the 
locomotive  among  the  axles  has  been  accomplished  by  suspending  the  main  frame 
and  superstructure  from  a  system  of  half-elliptic  springs  and  equalised  ievera  of  forged 
steel,  the  whole  being  so  arranged  as  to  cross-equalise  the  load  and  to  furnish  three 
points  of  support.  A  photograph  of  the  truck  is  shown  in  Fig.  254,  while  Fig.  255 
shows  a  motor  armature. 

Control  System  of  the  New  York  Central  Electric  Locomotive. 
The  method  of  control  is  the  multiple  unit  system.  The  engineer  handles  a 
small  controller,  which  operates  the  control  circuit.  The  current  in  this  control 
circuit  operates  in  turn  the  main  contactors,  admitting  current  to  the  power  circuit. 
The  master  controller  is  located  in  the  motorman's  cab,  while  the  contactors  are 
located  in  the  spaces  at  the  forward  and  rear  ends  of  the  locomotive. 

By  use  of  this  system,  two  or  more  locomotives  can  be  coupled  and  operated  from 
the  leading  cab  as  a  single  unit.     The  motive  power  may  thus  be  adapted  to  the 
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weight  oF  the  trnin.  A  single  locomotive  mil  be  able  to  maintain  the  scliedule  with 
a  400-ton  train,  and  two  locomotives  coupled  together  will  be  used  to  operate  heavier 
trains,  with  a  single  engine  crew  operating  both  locomotives  simultaneously. 

The  control  system  permits  three  running  connections;  namely,  four  motors  ia 
series,  two  groups  of  two  in  Heries-parallel,  all  four  motors  in  parallel.  The  motor- 
reverser,  contactors,  rheostats,  and  other  controlling  appliances  are  all  of  the  Bprague 
General  Electric  multiple  unit  type.  The  master  controller  is  fitted  with  a  special 
operating  lever  about  24  ins.  long,  and  capable  of  being  moved  through  an  angle  of 
about  75  degrees.  A  current-limiting  device  is  provided  in  the  master  controller,  and 
consists  of  a  friction  clutch  operated  by  an  electric  magnet  which  is  energised  by  the 
current  passing  through  one  of  the  motors,  the  arrangement  being  such  that  when 


Fig.  256.    Sectional  View  of  Air  Cokpressob  for  New  York 
Cektral  Locomotive. 

the  current  exceeds  a  predetermined  amount  the  cylinder  cannot  be  rotated  further 
until  the  current  has  fallen  sufficiently  to  allow  the  relay  to  drop.  As  long  as  the 
current  does  not  exceed  the  desired  limit  the  automatic  feature  is  not  in  operation. 

Auxiliaj-y  Apparaltts  for  the  New  York  Central  Loromolire. 

The  superstructure  consists  of  a  central  cab  for  the  operator,  containing  master 
controllers,  engineer's  valves  for  air  brake,  and  switches  and  valves  required  for 
operating  the  sanding,  whistling,  and  bell-ringing  devices.  This  apparatus  is  furnished 
in  duplicate,  one  set  on  each  side  of  the  cab,  and  is  arranged  so  as  to  be  easily 
manipulated  from  the  operator's  seat,  while  at  the  same  time  a  practically  unobstructed 
view  to  front  and  rear  may  be  obtained  from  the  windows.  The  air  gauge,  meters, 
etc.,  are  located  so  as  to  be  easily  read  by  the  driver. 

There  is  a  central  corridor  extending  through  the  cab  so  as  to  permit  access  from 
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the  locomotive  to  the  care  behind,  and  the  contactors,  vheostata,  and  reversera  are 
arranged  along  the  aides  of  these  corridora  in  hoxea  of  sheet  steel,  which  are  sheathed 
on  the  inside  with  fireproof  inaulating  material.  All  of  theae  appliancea  are,  therefore, 
easily  accessible  for  repairs  or  inspection. 

In  the  opeiator'a  cab  there  is  placed  a  motor-driven  direct-connected  air  compreaaor, 
running  at  175  revolutions  per  minute,  and  having  a  eapncity  of  75  cubic  ft.  of  free 


Fig.  257.    Third  Rail  Shoe  of  New  York  Cestral  Locomotive, 

air  per  minute.  The  compressor  is  controlled  by  a  governor  which  automaticatly 
cuts  the  motors  in  and  out  of  circuit  when  the  air  preasure  falls  below  125  lbs.  or 
exceeds  185  Iba. 

A  sectional  view  ot  the  compressor  is  shown  in  Fig.  256,    To  economise  apace 
and  simplify  the  bearings,  the  compressor  ia  provided  with  two  motora,  which   are 
connected   in   seriea  with   each  other.      The 
compresaed  air  ia  employed  both  for  braking 
the  train  and  blowing  the  whistle. 

Contact  Collecting  Devices  for  the  New  York 
Central  Locomotive. 

Current  is  collected  from  the  third  rail 
by  multiple-contact  spring-actuated  third-rail 
shoea,  the  supports  of  which  are  carried  on 
channel  irons  attached  to  the  journal  box.  A 
photograph  of  the  third-rail  ahoe  is  given  in 
Fig.  257.  There  are  four  of  these  shoes  on 
each  side  of  the  locomotive.  In  the  yards  at 
the  terminal,  the  large  number  of  switchea 
and  crossings  necessitates  an  overhead  con- 
struction in  placea,  and  additional  contact 
shoes,  one  of  which  ia  shown  in  Fig.   258, 

are,  therefore,  mounted  on  the  top  of  the  Fig.  258.  Overhead  Costact  Device  of 
locomotive    for    collecting    current   when    the  I^ew  York  Central  Locomotive. 

locomotive  is  passing  over  these  points.    This 

device  may  be  raised  and  lowered  by  air  pressure  controlled  from  the  engineer's  cab. 
A  magnetic  ribbon  fuse  is  placed  in  circuit  with  each  shoe  and  overhead  contact 
device,  so  as  to  secure  protection  in  case  of  accidental  short  circuit. 
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New  Yoi'k  Central  Locomotive  Tests. 

In  Fig.  259  are  given  the  tractive  force  and  speed  curves  for  one  of  these 
locomotives  when  all  four  motors  are  connected  in  parallel,  as  published  in  1904  by 
the  General  Electric  Co.,  and  presumably  based  on  factory  tests  of  the  motors. 

The  New  York  Central  and  Hudson  River  Railroad  Co.  and  the  General  Electric  Co. 
are  making  extensive  preliminary  tests  and  trials  of  these  locomotives  under  all 
conditions  likely  to  obtain  in  service  operation.     For  this  purpose,  the  New  York  Central 
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Fig.  259.    Characteristic  Curves  of  New  York  Central  Locomotive. 


and  Hudson  River  Railroad  Co.  has  set  aside  a  6-mile  stretch  of  track  on  its  main  line 
between  Schenectady  and  Hoflfman's  Ferry,  and  has  equipped  it  with  standard  third- 
rail  construction.  The  track  is  well  ballasted  and  practically  straight,  and  permits  of 
attaining  a  maximum  speed  of  from  70  to  80  miles  per  hour. 

Power  for  operating  the  locomotive  is  furnished  by  the  General  Electric  Co.,  of 
Schenectady,  U.S.A.,  and  for  this  purpose  there  has  been  installed  in  the  new  power- 
house at  the  Schenectady  Works  a  2,000-kilowatt  three-phase  25-cycle  Curtis 
turbine-generator  delivering  energy  to  the  line  at  a  pressure  of  11,000  volts.    . 
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A  special  high  tension 
transmission  line  has  been 
constructed  from  the  power 
station  for  a  distance  of 
5  miles  to  the  sub-station 
at  Wyatt's  Crossing. 

The  sub-station  contains 
a  1,500-kilowatt,  650-volt 
rotary  converter  with  static 
transformers  for  reducing 
the  pressure  from  11,000 
volts  to  475  volts  alterna- 
ting current  at  the  collector 
rings,  and  then  to  600  volts 
continuous  current  for  the 
locomotive. 

The  location  and  ar- 
rangement of  the  apparatus 
in  the  sub-station  and  the 
dimensions  of  the  station 
are  in  general  the  same  as 
for  the  sub-stations  within 
the  electric  zone  at  the  New 
York  City  terminus.  The 
installation  thus  afforded 
practical  experience  with  the 
system  in  detail  in  advance 
of  construction,  and  while 
the  locomotive  tests  were 
being  made. 

A  complete  set  of  re- 
cording instruments  has 
been  installed  in  the  cab 
for  the  purpose  of  making 
these  tests.  These  instru- 
ments, when  in  operation, 
indicate  automatically  and 
continuously  the  speed  and 
power  developed  by  the 
locomotive. 

Neio  York  Central  Locomotive 
Tests  of  November,  1904. 

Two  sets  of  curves  are 
given  in  Figs.  260  and  261 
showing  the  current  input, 
voltage,  and  speed  at  the 
locomotive     when    starting, 
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and  running  with  an  eiglit-car  train  weighing  800  metiic  tons  and  a  four-car  train 
weighing  155  metric  tone,  both  exclusive  oF  locomotive.  The  total  weight  of  the  train, 
including  locomotive  and  passengerB,  w&a  890  metric  tons  and  240  metric  tons  for  the 
eight-car  and  four-car  trains  respectively.  The  maximum  speed  reached  was  63  miles 
pec  hour  with  an  eight-car  train,  and  72  miles  per  hour  with  a  four-car  train. 

It  will  be  noted  that  the  trains  were  still  accelerating  at  these  speeds,  but  t))e 
length  of  the  track  which  had  at  that  time  been  equipped  did  not  permit  of  attaining; 
higher  speeds. 

The  New  York  Centra!  locomotives  were  not  designed  for  abnormally  high 
speeds  at  intervals,  but  rather  with  a  view  to  obtaining  a  high  average  schedule,  due 


Fig.  262.    New  York  Central  Locomotive  Hacung  a  Siz-car  Train  orRiKo  onb  of  the 
-    Tests  of  November,  1904. 

to  their  ability  to  accelerate  more  rapidly  than  is  possible  with  the  present  steam 
locomotive. 

In  starting  tests,  with  an  eight-car  train  weigliing  with  the  locomotive  S90  metric 
tons,  a  speed  of  30  miles  per  hour  has  been  reached  in  60  seconds,  corresponding  to  an 
acceleration  of  half  a  mile  per  hour  per  second.  Daring  certain  periods  of  the 
acceleration  the  increase  in  epeed  amounted  to  0'6  mile  per  hour  per  second,  reqiiiriug 
a  tractive  effort  of  approximately  27,000  lbs,  developed  at  the  rim  of  the  locomotive 
drivers.  This  value  was  somewhat  exceeded  with  the  four-car  train,  where  a  momentary 
input  of  4,200  amperes  developed  a  tractive  effort  of  31,000  lbs.  at  the  drivers,  with  n 
coefficient  of  traction  of  22'5  per  cent,  of  the  weight  on  drivers.  The  average  rate  of 
acceleration  with  the  four-ear  train,  weighing,  including  the  locomotive,  240  metric 
tons,  was  30  miles  in  37^  seconds,  or  0'8  mile  per  hour  per  second,  calling  for  an 
average  tractive  effort  of  22,000  lbs. 
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The  maximum  input  recorded,  4,200  amperes  at  460  volts,  or  1,935  kilowatts, 
gives  a  motor  output  of  2,200  h.-p.  available  at  the  wheel.  With  4,200  amperes  and 
a  maintained  potential  of  600  volts  tliere  would  have  been  an  input  to  the  locomotive 
of  2,520  kilowatts,  corresponding  to  2,870  h.-p.  output  from  the  motors.  As  this  output 
is  stated  to  be  secured  without  exceeding  the  safe  commutation  limits  of  the  motors, 
and  with  a  tractive  coefficient  of  22'5  per  cent,  of  the  weight  upon  the  drivers,  the 
electric  locomotive  is  placed  well  in  advance  of  the  steam  locomotive. 

Throughout  both  the  starting  and  running  tests  the  electric  locomotive  has  shown 
remarkable  steadiness  in  running,  a  distinct  contrast  in  this  respect  to  the  steam 
locomotive,  especially  should  the  latter  be  forced  to  perform  the  work  accomplished  by 
the  electric  locomotive. 

Fig.  262  is  a  photograph  of  the  first  locomotive  when  hauling  a  six-car  train. 


New  York  Central  Locomotive  Tests  of  Apiil,  1905. 

Further  tests  were  made  on  April  29th,   1905,  over  the  experimental  track  at 
Schenectady,  N.Y.,  for  the  purpose  of  securing  data  on  the  relative  acceleration  and 
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Fjg.  263.— Profile  of  Alignment  and  Grades  of  New  York 

Central  Experimental  Track. 


speed  characteristics  of  electric  and  steam  locomotives.  The  tests  were  made  with  the 
New  York  Central  type  electric  locomotive  6,000,  already  described,  and  on  the  Pacific 
type  steam  passenger  locomotive  2,797.  The  data  secured  were  intended  for  private 
information,  but  the  results  achieved  were  considered  to  be  so  remarkable  that  the 
parties  concerned  decided  to  make  public  a  resume  of  the  runs. 


Time  of  Test  and  Weather  Comlitions, 


The  test  started  about  8  a.m.,  and  continued  until  about  1  p.m., of  April  29th,  1905, 
temperature  averaging  about  50  degrees  F.  During  the  time  of  the  test  no  rain  fell, 
so  that  the  rails  were  perfectly  dry. 
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Description  of  Experimental  Track, 

The  experimental  track,  6  miles  in  length,  was  the  portion  of  old  track  No.  4 
of  the  New  York  Central  main  line,  formerly  used  for  east-bound  freight  movements 
between  mile-posts  162  and  168,  west  of  Schenectady. 

The  track  materials  were  80-lb.  standard  New  York  Central  section  steel  rail,  with 
six-bolt  36-in.  splices,  sixteen  yellow  pine  ties  to  the  30-ft.  rail,  gravel  ballast,  well 

surfaced,  curves  elevated  for 
a  speed  of  about  70  miles  per 
hour. 

The  working  conductor 
consisted  of  top-contact^  70-lb. 
steel  rail  reinforced  with  copper 
and  covered  in  part  with  a 
board  protection.  At  four 
crossings,  overhead  construc- 
tion was  used  to  cover  gaps 
where  the  use  of  the  third  rail 
was  inadmissible. 

The  alignment  and  grades 
are  illustrated  upon  the  con- 
densed profile  of  Fig.  263.  It 
will  be  noted  that  from  the 
easterly  end  of  the  track  at 
mile-post  162,  going  westerly,  . 
the  rising  gradients  varied 
from  5  ft.  to  17  ft.  per  mile  to 
a  summit  between  mile-posts 
166  and  167,  and  thence  the 
track  descended  on  gradients  varying  from  6  ft.  to  19  ft.  per  mile  to  the  end  of  the 
track  at  mile-post  168.  It  will  also  be  noted  that  in  the  6  miles  there  were  seven 
curves,  varying  from  0  degrees  48  minutes  to  2  degrees  17  minutes,  the  maximum 
length  of  tangent  being  7,565  ft. 
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Fig.  264.  DiAGBAM  OP  Governing  Dimensions  and 
Weights  of  New  York  Central  Steam  and  Electric 
Locomotives  employed  in  Tests  made  April  29th.  1905. 


Source  of  Power,  Transmission  Line,  and  Sub-station, 

These  were  the  same  as  for  the  tests  of  November,  1904.     The  sub-station  was  near 
mile-post  165. 

Dimensions  and-  Weights  of  the  Test  Trains, 

The  diagram  of  Fig.  264  illustrates  the  governing  dimensions  and  weights  of  both 
locomotives.     The  weights  of  the  cars  are  given  in  Table  XCII. 

^  Experiments  have  also  been  made  with  an  alternative  type  of  under-contact  rail  which  has  a 
number  of  advantages  over  the  ordinary  top-contact  third  rail. 
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Table  XCII. 
Composition  of  Trains  in  New  York  Central  Tests  of  April,  1905. 


Electric  Train. 

Steam  Train. 

Car  No. 

Weight  loaded,     < 
lbs. 

CarXo. 

Weight,  lbs. 
(No  Load.) 

Jiiight-car  train — 

1 

1 

■                •                •                • 

1,060 

101,900 

1       .         .         .         . 

2,527 

79,900 

2 

1,070 

100,400 

2       .         .         , 

1,547 

86,100 

S* 

1,082 

106,200 

3       .         .         . 

1,584 

87,800 

4 

1,092 

100,100 

4       .         .         . 

1,521 

84,600 

5 

1,097 

104,650 

6       .         .         . 

1,069 

86,300 

6 

1,650 

102,800 

6       .         .         . 

1,099 

87,400 

7 

1,552 

106,000 

7       . 

1,568 

86,400 

8 

1,568 

104,750 

8       .         .         . 

1,518 

86,700 

LiOcomotive    . 

200,500 

Locomotive 

Total    . 

■ 

■ 

.  842,000 

Total    . 

465*6  tons. 

• 

— 

466  tons. 

Six-car  train — 

1     .         .         .         . 

1,060 

101,900 

1       .        .        .        . 

2,627 

79,900 

2 

1,070 

100,400 

2 

1,647 

86,100 

3 

1,092 

100,100 

3       .         .         , 

1,684 

87,800 

4 

1,097 

104,650 

4       .         .         . 

1,621 

84,500 

5     . 

1,650 

102,800 

6       .         .         . 

1,069 

86,300 

6     . 

1,558 

104,750 

6       .         .         . 

1,099 

87,400 

Locomotive    . 

200,600 

Locomotive 

842,000 

Total    , 

• 

— 

870  tons. 

1 

Total    . 

1 

388  tons. 

In  Table  XCIII.,  which  gives  the  average  voltage  at  the  live  rail  during  accelera- 
tion, it  will  be  noted  that,  due  to  the  restricted  cross-section  of  conductors,  the  voltage 
during  acceleration  dropped  considerably  more  than  is  the  case  in  actual  practice 
within  the  electric  zone  in  the  neighbourhood  of  New  York.  Therefore  the  results 
obtained  in  this  comparative  test  are  much  less  favourable  for  the  electric  locomotive 
than  are  secured  in  actual  practice. 

Table  XCIII. 
Average  Voltage  at  Live  Rail  during  Acceleration, 


Runs. 

Series. 

Serirs  Multiple. 

Multiple. 

A        .        .        . 

520 

540 

235 

B        .        .        . 

620 

520 

275 

C        .        .        . 

600 

540 

880 

D        .        .        . 

680 

680 

515 

E        .        .        . 

650 

600 

420 

F        .        .        . 

600 

620 

455 

Schedule  of  Runs. 

Eun  **  A.'* — The  "  Pacific"  type  steam  locomotive  had  an  eight-car  train  with  a 
total  weight,  including  the  locomotive,  of  465*0  tons,  as  compared  with  the  eight-car 
train  including  the  electric  locomotive  weighing  465*5  tons.  Both  trains  started  together, 
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with  the  steam  locomotive  accelerating  faster  than  the  electric  locomotive,  due  to  the 
abnormal  drop  in  voltage  from  the  pressure  at  the  station  of  700  volts  to  a  track 
voltage  as  low  as  235  volts.  At  3,000  ft.  from  the  starting-point,  the  electric  locomotive 
gained  the  same  speed  as  the  steam  locomotive,  and  from  that  point  accelerated  more 
rapidly,  so  that  at  a  distance  of  2  miles  from  the  starfcing-point  the  electric  locomo- 
tive passed  the  steam  locomotive,  and,  at  the  shutting-off  point,  was  two  train  lengths 
ahead. 

Maximum  speed  of  steam  locomotive,  50  m.p.h. 
Maximum  speed  of  electric  locomotive,  57  m.p.h. 

Run  **  B." — This  run  was  made  under  the  same  conditions  as  run  '*  A,"  with 
results  practically  the  same,  except  that  the  speeds  were  higher,  as  follows: — 

Maximimi  speed  of  steam  locomotive,  58*6  m.p.h. 
Maximum  speed  of  electric  locomotive,  60  m.p.h. 

Eun  "  C." — This  run  was  made  with  six-car  trains  for  both  locomotives,  with  total 
train  weights  as  follows : — 

Electric  locomotive 870  tons. 

Steam  locomotive 888    ,, 

Owing  to  the  extremely  low  voltage  under  the  conditions  above  stated,  which 
during  acceleration  fell  as  low  as  830  volts,  the  steam  locomotive  at  first  accelerated 
more  rapidly,  but  at  the  end  of  about  a  mile,  the  electric  locomotive  overtook  the  steam 
train  and  continued  to  forge  ahead  until  the  power  was  shut  off. 

Maximum  speed  of  electric  locomotive,  61*6  m.p.h. 
Maximum  speed  of  steam  locomotive,  58  m.p.h. 

Eun  *'D." — In  order  to  secure  results  as  nearly  as  possible  comparable  with 
the  conditions  of  voltage  that  will  obtain  in  the  actual  operating  zone,  this  run 
with  six-car  trains,  similar  to  those  used  in  run  **  C,"  was  started  at  a  point  nearer  the 
sub-station,  near  mile-post  164.  For  this  run  the  electric  locomotive,  from  the  first 
turn  of  the  wheels,  accelerated  more  rapidly  than  the  steam  locomotive ;  and  at  a 
distance  of  1,500  ft.  from  the  starting-point,  the  electric  locomotive  led  by  a  train  length. 
The  diagram  in  Fig.  265  shows  the  acceleration  and  speed-time  curves  for  this  run. 

Run  "E." — This  run  was  made  with  the  electric  locomotive  and  one  coach,  and 
a  maximum  speed  of  79  miles  per  hour  was  attained. 

Eun  **F." — This  run  was  made  with  the  electric  locomotive  running  light  and 
with  the  power  shut  off  on  curves.  A  maximum  speed  of  80*2  miles  per  hour  was 
attained.  Had  it  not  been  necessary  to  shut  off  the  current  on  curves,  it  is  believed 
that  the  locomotive  would  have  attained  a  speed  of  over  90  miles  per  hour  in  this 
comparatively  short  run.  (A  speed  test  on  May  1st  reached  85  miles  per  hour,  with 
a  limitation  on  the  2-degree  17-minute  curve  of  78  miles  per  hour.) 

Riding  Qualities. 

At  all  speeds  the  smooth  riding  qualities  of  the  electric  locomotive  were  very 
noticeable,  especially  the  lack  of  '*  nosing  "  effects.  After  the  runs  the  track  was 
carefully  examined,  and  no  tendency  to  spread  rails  was  discovered.  However,  on  the 
sharper  curves  the  high  speeds  caused  the  track  to  shift  bodily  in  the  ballast,  due  to 
insufficient  superelevation  of  the  outer  rail. 
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Summary. 

The  moBt  important  test  ia  run  "  D,"  as  the  voltage  during  that  teat  more  nearly 

approached  the  conditions  that  will  be  obtained  in  the  electric  zone.     Therefore  the 

comparison  of  steam  and  electric  locomotives,  given  in  Table  XCIV.,  and  based  upon 

the  results  of  run  "  D,"  are  very  interesting  as  illustrating  the  marked  superiority  in 


acceleration  of  the  electric  locomotive  over  the  steam  locomotive.  This  is  clearly  the 
case,  since  the  "Pacific"  type  of  steam  locomotive  has  practically  the  same  weight 
upon  the  drivers. 

Table  XCIV. 
Comparison  of  Steam  and  Electric  Locomotives  on  New  York  Cential  Railirat/. 


KlecUlc 
36  ft.  Hi  ins. 

DLirerfni'o  In  fBvonr 
of  Electric. 

r*ngth  over  all 

67  ft.  7i  ina. 

80  ft.  8i  ins. 

Total   weight   (including   tender  (or   steiuu 

locomotive) 

342.000  Ibs- 

200,500  lbs. 

141.500  lbs. 

47.000  „ 

35.500    „ 

Re  venue -bearing  lo&d  back  of  locomotive     ■ 

282  tons. 

279  tons. 

47  tons. 

Acceleration    m.p.h.p.s.    averaging    up    to 

60  m.p.h 

0-246 

0-394 

0148 

Time  required  to  reach  speed  of  50  m.p.h.  . 

203  seconds. 

127  seconds. 

76  seconds. 

New   York  Central  Locomotive   Tests  of  September  7th,   1905. 
These  tests  were  carried  out  with  the  electric  locomotive  hauling  a  train  of  eleven 
cars,  the  first  of  which  was  a  dynamometer  car.     The  curves  in  Fig.  266  show  the 
E.R.E.  305  X 
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results  obtained  on  an  acceleration  test.  All  the  records  were  taken  on  automatic 
recording  instruments. 

The  draw-bar  curve  was  taken  on  the  dynamometer  car,  with  undamped  recording 
pointer.  The  shape  of  this  curve  shows  the  much  steadier  pull  of  the  electric  loco- 
motive as  compared  to  that  of  the  steam  locomotive. 

The  weight  behind  the  electric  locomotive  was  805  metric  tons,  and  the  weight  of 
the  complete  train,  including  locomotive,  was  394  metric  tons. 

The  results  for  a  run  over  a  much  greater  distance  (4^  miles),  are  plotted  in  the 
curves  of  Fig.  267.    • 

Completion  of  100,000  miles  Endurance  Test  on  New   York  Central  Locomotive^ 

No.  6,000. 

In  October,  1905,  the  first  half  of  the  50,000  mile  endurance  run  of  the  first 
high  speed  electric  locomotive,  built  jointly  by  the  General  Electric  Company  and 
American  Locomotive  Company,  was  completed  on  the  test  tracks  of  the  New  York 
Central  lines  in  Schenectady.  On  June  12th  this  locomotive  completed  the  second 
half  of  this  exhaustive  service  test.  The  maintenance  expense  per  mile  for  the 
complete  50,000  mile  run  amounted  to  less  than  seven-tenths  of  a  penny.  This  figure 
includes  all  maintenance  expense  on  motors,  brake  shoes,  tyres,  inspection,  and  other 
miscellaneous  items.  Moreover,  the  operating  conditions  were  much  more  severe  than 
those  to  which  the  thirty-five  electric  locomotives,  which  have  been  ordered,  will  be 
subjected.  The  test  locomotive  hauled  a  train  averaging  200  to  400  tons  over  a  six 
mile  track,  and  high  speed  running  under  these  conditions  involved  higher  braking 
and  accelerating  duty  than  in  regular  operating  service. 

According  to  a  statement  appearing  in  the  technical  press  in  August,  1906,  eight 
of  the  thirty-five  100-ton  2,200  h.-p.  electric  locomotives  which  the  manufacturers 
have  built  for  the  New  York  Central  Lines,  follow  the  same  design  as  the  locomotive 
No.  6,000,  which  has  made  this  satisfactory  record.  There  are  in  all  fourteen 
machines  now  complete.  Oi  the  eight  locomotives  noted,  two  have  been  shipped  to 
New  York.  The  remaining  locomotives  are  well  under  way  at  the  shops  of  the  General 
Electric  Company  and  the  American  Locomotive  Works,  and  it  is  expected  that  the 
complete  number,  thirty-five,  will  be  ready  for  service  early  in  October,  1906. 

THE   BALTIMORE   AND  OHIO   1896   GEARLESS  LOCOMOTIVES. 

While  the  New  York  Central  electric  locomotives  for  express  passenger  trains  are 
the  most  powerful  in  the  world,  largely  in  virtue  of  their  high  speed,  they  just  fall  short 
of  being  the  heaviest  electric  locomotives.  The  heaviest  are  the  slow-speed  locomotives 
employed  for  hauling  freight  and  passenger  trains  through  the  Baltimore  Belt  Line 
Tunnel  of  the  Baltimore  and  Ohio  Eailway.  The  earliest  type  of  electric  locomotive 
employed  by  the  Baltimore  and  Oliio  Eailway  is  illustrated  in  Fig.  268  and  weighs 
87  metric  tons.  These  locomotives,  three  of  which  were  placed  in  service  in  1896,  are 
each  capable  of  hauling  2,300-ton  freight  trains  at  a  speed  of  10  miles  per  hour.  An 
1,800-ton  train  has  been  hauled  at  12  miles  per  hour,  and  a  500-ton  train  at  85  miles 
per  hour.  The  1896  Baltimore  and  Ohio  locomotive,  like  the  New  York  Central 
locomotive,  has  gearless  motors,  but  these  have  six  poles,  whereas  the  New  York 
Central  motors  are  bipolar.      These  87-ton  Baltimore  and  Ohio  locomotives  of  1896 
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are  each  equipped  with  four  General  Electric  type  A  X  B  70  railway  motors,  each  of  a 
nominal  rating  of  180  h.-p.  at  SOO  volts,  or  a  total  of  720  h.-p.  per  locomotive.  Thus, 
although  this  Baltimore  and  Ohio  locomotive  ia  slightly  heavier  than  the  New  York 
Central  locomotive,  it  is  of  but  one-third  the  horse-power  capacity  of  the  latter.     The 


Baltimore  and  Ohio  1896  0earlkbs 


armature  is  spring-suspended  upon  a  qiiill  surrounding  the  axle.  The  field  is  spring- 
supported  to  the  frame,  and  centred  upon  tliis  quill  by  means  of  bearings.  The 
principal  data  of  the  locomotive  are  given  in  Table  XCV. 


Table   XCV. 

Ijeading  Data  iif  Baltimore  and  Ohio  1896  Gearltes  Locomotive. 

Weight  of  locomotive,  87  metric  tons. 
Number  of  units,  1. 

Type  of  motor,  A  X  B  70  (General  Electric  Co.  of  U.S.A.). 
Nominal  horse-power  rating  of  each  motor  nt  600  volts  =  360  h.-p. 
at  300  volts  =  180  h.-p. 


Number  of  truclts,  2. 
Number  of  motors,  4. 
Weight  on  driving  wheels,  87  metric  tons. 
Total  tractive  effort  at  full  load  on  motors,  28,000  lbs. 
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Table   XCV. — continued. 
Total  tractive  effort  at  starting,  aseuming  25  per  cent,  tractive  coefficient,  48,000  lbs. 
Gauge,  4  ft.  8^  ins. 
Diameter  of  driving  wheel,  62  ins. 
Length  of  locomotive  over  all,  35  ft. 
Extreme  width,  9  ft.  5  in. 
Height  to  top  of  cab,  13  ft.  11|  ins. 
Total  wheel  base,  about  23  ft. 
Wheel  base  of  each  truck,  6  ft.  10  ins. 
Motor  axle  (sleeve)  bearings,  7i  ins.  X  13  ins.  diameter. 
Journal  bearings,  8^  ins.  X  6  ins.  diameter. 

Owing  to  the  low  speed  required,  the  motors  were  permanently  connected  two  in 
series,  so  that  in  accelerating  the  transition  was  from  all  four  motors  in  series  to  two 


8  Qeai(Les3  Locomotive,  showino  Motos 


parallel  pairs  in  series.  This  method  of  riiniung  the  motors  gave  to  the  locomotive  an 
aggregate  nominal  rating  of  720  h.-p. 

As  originally  installed,  these  locomotives  were  designed  to  take  power  from  a 
trolley  at  nn  average  pressure  of  about  625  volts.  Due  to  changes  in  the  conditions 
of  operation,  it  was  later  found  more  economical  to  adopt  a  third-rail  system. 

The  original  tests  made  after  these  three  locomotives  had  been  put  into  service  in 
1896  exceeded  the  most  sanguine  expectations  which  had  been  formed  at  that  com- 
paratively early  date.  It  was  found  that  one  locomotive  could  accelerate  a  loaded 
train  equivalent  to  fifty-two  freight  cars  having  a  total  weight  of  1,900  tons.  This 
acceleration  was  accomplished  smoothly  on  a  grade  of  0"8  of  1  per  cent.,  and  the  train 
finally  brought  up  to  a  speed  of  12  miles  per  hour.  The  draw-bar  pull  exerted  during 
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accelerfttion  was  63,000  lbs.,  and  the  canent  taken  by  the  locomotive  from  the  line  at 
625  voltB  was  2,200  amperes  during  acceleration,  steadying  down  at  constant  speed  to 
1,600  amperes. 

Applying  to  this  data  the  rule  that  a  tractive  force  of  100  lbs.  per  ton  produces 
an  acceleration  of  1  m.p.h.  per  second,  and  allowing  for  the  up-grade  of  0-8  of 
1  per  cent.,  we  have  : — 

Total  tractive  force  =  63,000  =  83-2  Iba.  per  ton. 

1,900 
Tractive  force  for  08  per  cent,  grade  =  0-8  x  22  =  17-6  Iba.  per  ton. 
Accelerating  tractive  force  =  33'2  -  17-6  =  15'6  lbs.  per  ton. 
Bate  of  acceleration  =  0'156  m.p.b.  per  second. 
Time  required  to  obtain  a  speed  of  12  m.p.h.  —     12     =77  seconds. 

0l56 
Output  during  acceleration  =  2.200  x  625  =  1,380  k.w. 

1,000 
Energy  consnined  during  acceleration  =  1.380  x  72  —  29'5  k.w.h. 
3,800 

One  of  the  trucks  of  an  1896  Baltimore  and  Ohio  locomotive  is  shown  in 
Fig.  268a. 

The  Baitimore  and  Ohio  1903  Geared  Locomotives. 

Two  new  two-unit  locomotives  weighing  146  tons  per  pair  (or  73  tons  per  individual 
locomotive)  have  recently  been  supplied  to  the  Baltimore  and  Ohio  road.     A  unit  of 


fig.  269.    One  Component  of  1903  Baltimore  and  Ohio  Locomotive. 


one  of  these  is  illustrated  in  Pig.  269,  while  Fig.  270  shows  a  photograph  of  a 
complete  two-unit  set.  Fig.  271  shows  an  interior  view ;  Fig.  272  is  a  photograph 
of  the  frame. 

Each  individual  locomotive  is  equipped  with  four  200  nominal  h.-p.,  four-pole, 
geared,  one-turn,  G.E.  65  B.  motors,  or  about  1,600  nominal  h.-p.  for  the  complete 
double  locomotive  with  eight  motors.     The  ratio  of  gearing  is  81  :  19,  or  4'26. 
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It  was  specified  that  this  two-unit  locomotive  should  handle  a  train  of  a  weight 
o(  1,450  metric  tons,  exclusive  of  the  weight  of  the  locomotive  itself,  on  the  Baltimore 
and  Ohio  Trunk  Line  through  the  tunnel  over  a  IJ  per  cent,  grade,  at  a  speed  of 
9  miles  per  hour  on  a  625-volt  circuit. 

Assuming  an  accelerating  rate  of  0*25  m.p.h.  per  second,  a  tractive  force  of  25  lbs. 
per  ton  would  be  required  for  acceleration.  A  further  tractive  force  of  33  lbs,  per  ton 
would  be  required  for  the  IJ  per  cent,  grade.  This  gives  a  total  tractive  force  of 
25  +  33  =  58  lbs.  per  ton,  or  58  X  1,450  =  84,000  lbs.  for  the  entire  1,450  tons. 
Adding  the  weight  of  the  2-unit  locomotive  (146  tons),  gives  a  tractive  force  from  the 

motors  of  ^'^^f  +  ^^^  x  84,000  =  92,000  lbs. 
1,450 

The  controlling  apparatus  consists  of  a  multiple-unit  control  system  so  arranged 

as  to  be  able  io  operate  each  section  independently,  or  two  or  more  sections  coupled 


Fig.  270.    Baltimore  and  Ohio  Two-unit  1903  Locomotive,  with  Geared  Four-pole  Motobs. 
Weight  op  Two-dkit  Combination,  146  Tosa. 

together.  The  cab  is  of  the  box  type.  The  master  controllers,  driver's  valves,  etc., 
are  in  duplicate,  a  complete  set  being  located  in  diagonally  opposite  corners  of  each 
cab,  so  that  the  driver  can,  when  it  best  serves  the  purpose,  operate  from  whichever 
end  of  the  locomotive  corresponds  to  the  direction  of  motion. 

Glass  doors  and  windows  furnish  an  unobstructed  view  of  the  track  and 
surroundings  in  all  directions.  There  is  also  a  large  space  under  the  cab  floor  to 
facilitate  inspection  of  the  motors  and  truck  gear. 

The  main  body  of  the  truck  frame  consists  of  a  rectangular  framework  of  cast 
steel,  made  up  of  four  heavy  pieces,  two  side  frames  and  two  end  frames.  The  parts 
are  machined  at  the  ends  and  securely  Btted  and  bolted  together,  thus  forming  a 
strong  and  rigid  structure  capable  ot  withstanding  severe  shocks  without  injury.  The 
end  pieces  form  the  buffer  beams,  and  to  these  is  attached  a  draft  gear  of  approved 
design  which  will  withstand  a  maximum  tractive  force  of  100,000  lbs.  The  draft  gear 
permits  of  both  longitudinal  and  lateral  motion.     The  truck  frames  are  supported  at  four 
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points  on  equalisers.  Each  equaliser  rests  od  half-elliptic  Bprings,  the  ends  of  which 
rest  on  the  journal  boxes.  In  construction,  the  journal  boxes  are  Btmilar  to  those  used 
in  standard  railway  practice,  except  that  they  are  larger  and  stronger.    The  brasses 


Pig.  272.    Fb&ke  of  One-uxit  of  Baltimore  and  Ohio  1903  Electric  Locomotive. 

may  readily  be  removed  without  moving  the  wheels  and  axles  or  other  parts  of 
the  truck. 

The  principal  dimensions  of  the  locomotive  are  given  in  Table  XGVI. 


Table  XCVI. 

Principal  Dimensions  of  Baltimore  and  Ohio  1903  Geared  Two-unit  Locomotive. 

Weight  of  locomotive 146  metric  tons  (78  metric 

tons  per  unit) 

Number  of  units 2 

Type  of  motor G.E.  65  B 

Horse-power  rating  of  each  motor       ....     200  h.-p.  at  625  volts 

Gearing  ratio 81/19  =  4-26. 

Bigid  frame. 

Number  of  motors  (4  per  unit) 8 

Number  of  driving  wheels  (8  per  unit)       .  .16 
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Table  XCVI. — continued. 

Principal  Dimensions  oj  Baltimore  and  Ohio  1903  Geared  Two-unit 

Locomotive — continued. 


Weight  on  driving  wheels  (73  metric  tons  per  unit)    . 

Total  tractive  effort  for  two  units  at  full  load  on  motors 

,,  ,,  at  starting  up,  assuming  25  per 

cent,  tractive  coefficient 

Gauge 

Diameter  of  driving  wheels 

Length  over  all  (for  one  unit,  29  ft.  7  ins.) 

Wheel  base  of  each  unit     .... 

Extreme  width  (over  cab  roof)    . 

Width  to  outside  of  third  rail  shoe  supports 

Height  to  top  of  cab 

,,  ,,      of  bell ..... 

Motor  axle  bearings 

Journal  bearings        ..... 


146  tons 
70,000  lbs. 

80,000  lbs. 
4  ft.  8J  ins. 
42  ins. 
58  ft.  7J  ins. 
14  ft.  6f  ins. 

9  ft.  5^  ins. 

10  ft.  7i  ins. 

13  ft.  8  ins. 

14  ft.  9i  ins. 

14  ins.  X  8  ins.  diameter 
12  ins.  X  6  ins.  diameter 


The  weight  of  the  electrical  equipment  per  component  unit,  is  made  up  as  shown 
in  Table  XCVII. 


Table   XCVII. 

Weight  of  Electrical  Equipment  of  Baltimoi*e  and  Ohio  1903  Geared  Two-unit 

Locomotive, 

Four  motors,  each  weighing  8,866  lbs.,  complete  with  gear  and  case     .  86,420  lbs. 

Weight  of  twenty-three  rheostats 2,760  „ 

Weight  of  two  master  controllers 496   „ 

Weight  of  complete  control  apparatus,  including  master  controllers 

and  rheostats 6,710  „ 

Weight  of  air  compressor 1,600   „ 

Weight  of  cables  and  miscellaneous  accessories 2,000   „ 

Total  weight  of  electrical  equipment      .         .         .  44,730  lbs., 

or  20-4  metric  tons,  or  28  per  cent,  of  the  total  weight  per  unit. 


The  locomotive  carries  the  customary  whistle,  bell,  head-lights,  improved  air  brake 
mechanism,  pneumatic  track  sander,  air  compressor  couplers,  and  draw-heads. 

In  order  to  convey  some  idea  of  the  relative  size  of  these  locomotives  it  may  be 
noted  that  at  the  nominal  rating  of  the  motors,  each  locomotive  is  capable  of  accelerat- 
ing on  a  level  a  train  weighinjjj  3,000  tons  with  a  current  consumption  of  2,200  amperes. 
At  a  speed  of  13  miles  per  hour  this  current  steadies  down  to  900  amperes.  With 
the  same  current  of  2,200  amperes  the  locomotive  will  accelerate  a  1,400-ton  train  to 
a  speed  of  10  miles  per  hour  on  a  1  per  cent,  grade,  the  current  at  this  speed 
being  1,600  amperes.  The  free  running  speed  of  the  locomotive,  without  train,  is 
approximately  24  miles  per  hour. 
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In  Fig.  273  are  given  the  tractive  force  and  speed  curves  for  one  of  these  two- 
unit  locomotives  when  all  eight  motors  are  connected  in  parallel,  as  published  in  1904 
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Fig.  273.    Charactek  Curves  of  Baltimore  and  Ohio  1903  Geared  Two-unit  Locomotive. 

by  the  General   Electric  Co.  of   America  and  presumably  calculated   from   factory 
tests  of  the  motors. 


GEARED  Tersus  GEARLESS  LOGOHOTIYES. 

The  question  of  geared  verstut  gearless  motors  for  locomotives  is  one  of  considerable 
importance.  In  the  first  passenger  locomotives  employed  on  the  City  and  South  London 
Eailway,  gearless  motors  were  installed,  and  are  still  almost  exclusively  employed  on 
this  road,  the  only  geared  locomotive  being  kept  as  a  spare,  and  employed  in  shunting. 
In  the  locomotives  used  on  this  road,  the  armature  is  built  up  directly  on  the  axles,  as 
shown  in  Fig.  274,  and  no  provision  is  made  for  protecting  it  against  the  blows  trans- 
mitted through  the  wheels  from  the  track.  Mr.  P.  V.  McMahon,  the  Chief  Engineer 
of  the  City  and  South  London  Eailway,  nevertheless  reports^  that  **  although  troubles 
have  been  experienced  with  these  locomotives,  principally  due  to  failures  of  armature 
winding,  they  have  run  upwards  of  400,000  miles  in  actual  service."  The  average 
life  of  the  armature  works  out  at  **  over  100,000  miles  before  rewinding,  and  experi- 
ence shows  that  in  no  case  can  the  armature  failures  be  traced  to  having  the  armatures 

*  Ca8sier^8  Magazine^  August,  1899,  p.  535. 
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directly  Becaied  to  the  axle  of  the  locomotive."     Mr.  McMahon  states  that  id  the  case 
of  the  only  geared  locomotive  employed  on  the  road,  armature  troubles  are  just  as 


Fig.  274,    Method  of  Mouktino  Armature  on  Axle  op  City  akd 
South  London  Railway  Qeasless  Locomotite. 

frequent  ae  with  the  gearless  locomotives,  "and  the  gearing  makes  such  a  noise  that 
this  locomotive  is  kept  as  a  spare  one  and  is  used  for  shunting."     The  City  and  South 


Fig.  275.    City  axd  South  London  Geabless  Locomotivb. 
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London  locomotives  have  been  supplied  by  various  firms.     The  type  supplied  by 
Messrs.  Siemens  Bros,  is  illustrated  in  Fig.  275. 

As  already  stated,  the  earlier  Baltimore  and  Ohio  locomotives  are  equipped  with 
gearless  motors.  The  armatures  are  carried  on  sleeves,  on  the  ends  of  which  spiders 
are  shrunk,  and  the  driving  wheels  are  rotated  by  the  spider  arms  which  project 
between  the  spokes  and  are  provided  with  double  rubber  cushions.  This  construction 
has  been  illustrated  in  Fig.  268a,  on  p.  309,  which  represents  a  truck  of  one  of  these 
locomotives  with  the  gearless  motors  in  place. 

The  Central  London  Railway  Locomotives, 

The  Central  London  locomotives,  outline  drawings  of  one  of  which  are  given  in 
Fig.  276,  were  each  equipped  with  four  gearless  motors,  of  the  G.E.  56  type.  These 
were  supplied  as  of  117  h.-p.  each,  but,  in  accordance  with  the  standard  1-hour  method 
of  rating,  they  could  more  properly  be  estimated  as  of  170  h.-p.  nominal  capacity  each. 
For  these  motors,  the  armature  cores  were  built  up  on  sleeves,  which  were  pressed 
directly  upon  the  shaft.  These  moderately  heavy  locomotives  (each  weighed  44  metric 
tons),  occasioned  vibrations  in  the  buildings  above  the  tube  in  which  they  operated, 
and  a  geared  and  consequently  lighter  locomotive  was  tried.  The  geared  loco- 
motive was  equipped  with  four  150  nominal  h.-p.  motors  (of  the  G.E.  55  A. 
^yp6)>  the  ratio  of  gearing  being  3*3 :  1.  The  weight  of  this  geared  locomotive  was 
only  31J  tons,  or  72  per  cent,  of  the  weight  of  the  gearless  locomotive.  There  still 
being  some  vibration,  however,  locomotives  were  altogether  abandoned,  and  the  road 
is  now  operated  exclusively  with  a  service  of  trains  each  consisting  of  five  trailers  at 
the  middle  of  the  train  and  a  motor  car  at  each  end,  the  end  truck  of  each  motor  car 
carrying  two  125  h.-p.  motors  of  the  G.E.  66  A.  type,  with  a  ratio  of  gearing  of  8"9  :  1. 

In  Table  XCVIIL  are  given  the  detailed  weights  of  the  gearless  Central  London 
Bailway  locomotive : — 

Table   XCVIIL 
Detailed  Weights  of  Gearless  Central  London  liailway  Locomotive. 


Weight  in  Pounds. 


Description  of  Part. 


Platform  frame         ..... 

Cab  with  sloping  ends      .... 

Two  trucks  without  motor,  wheels,  and  axles 

Four  motor  armatures,  less  shaft 

Four  motor  fields     ..... 

One  controller ...... 

Thirty  P.E.  resistance  boxes     . 

One  C.P.  10  air-pump  (with  motor)  . 

One  air  receiver  (included  in  locomotive  frame) 

Small  electrical  accessories,  say 

Motor  connections    ...... 

Brushes  ........ 

Eight  wheels    ....... 

Four  axles 

Total  pounds  . 


Each. 

Total. 

10,600 

2,770 

9,485 

18,870 

8,000 

12,000 

9,000 

36,000 

1,808 

100 

8,000 

1,280 

200 

115 

76 

975 

7,800 

760 

3,040 

97,559, 

or  44*3  metric  tons. 
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The  weights  of  the  component  parts  of  the  locomotive,  excluding  electrical 
equipment,  are  given  in  Table  XCIX. 

Table  XCIX. 
Oearless  Central  London  Locomotive   Weights,  Exchisive  of  Electrical  Equipment. 


T\ «««M^w.4S#«.     n#    T»*  m-L 

Weight  in  Pounds. 

Description  of  Fart. 

Each. 

Total. 

Platform  frame 

Cab  with  sloping  ends 

Two  trucks  without  motor,  wheels,  and  axles   . 

Eight  wheels 

Four  axles 

Total  pounds  . 

10,600 

2,770 

9,435         18,870 

975           7,800 

760           8,040 

43,080, 
or  19*6  metric  tons. 

The  weights  of  the  electrical  equipment  are  given  in  Table  C. 


Table   C. 
Weights  of  ElectHcal  Equipment  of  Gearless  Central  London  Locom/)tive. 


Description  of  Part 


Weight  in  Pounds. 


Motor  armatures 

Motor  fields 

Controller  (L.7) 

Pressed  ribbon  resistances 

Air  compressor  set  . 

Small  electrical  accessories 

Motor  connections  and  brushes 


Total  weight  electrical  equipment 


12,000 

86,000 

1,800 

8,000 

1,800 

200 

200 

54,500,  or 
25  metric  tons,  or  56  per  cent,  of  total  weight  of  locomotiye. 


Paris-Orleans  Locomotives, 

In  Figs.  277  and  278  is  illustrated  a  49  metric  ton^  geared  locomotive,  somewhat 
lirger  than  the  Central  London  geared  locomotive,  but  of  the  same  general  type. 
Eight  locomotives  of  this  design  were,  in  1900,  placed  in  service  on  the  lines  of  the 
Chemin  de  Fer  de  Paris-Orleans  to  haul  300-ton  passenger  trains  from  the  Austerlitz 
Station  through  2*4  miles  of  tunnel  to  the  new  terminus  near  the  Quai  d*Orsay. 
Most  of  the  trains  made  an  intermediate  stop  of  1  minute's  duration  at  Pont  St. 
Michel.  The  running  time  over  these  2*4  miles,  including  the  intermediate  stop,  was 
8  minutes,  or  a  schedule  speed  of  18  miles  per  hour.  The  express  service  required 
only  7  minutes,  which  corresponds  to  20*5  miles  per  hour.     Each  locomotive  was 

*  The  weight  of  the  locomotive  has  often  been  quoted  at  100,000  lbs.,  or  45  metric  tons.     The 
true  figure  is,  however,  49  metric  tons. 
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LOCOMOTIVES   AND    MOTOR   CARRIAGES 

(*  equipped  with  four  geared  250  h.-p.*  motors  ot  the  G.E.  65  A.  type,  one  on  each  axle 
^  of  the  two  bosie  trucks,  or  1,000  h.-p.  per  locomotive. 

1^       The  design  of  the  locomotive  consists  of  a  central.steel  cab  with  sloping  ends  mounted 
'^  on  a  channel  frsmework  and  carried  by  two  swivel  tracks.    The  trucks  are  of  especially 


Fig.  278,     Pakis-Okleaxs  Ge.\eed  Electmc  I^ocomotive. 


I    lieavy  build,  being  constructed  with  solid  forged-steel  side  frames  after  the  manner  ot 
I    steam  locomotive  conBtmetion,  and  in  contrast  with  the  common  M.C.B.  type.     The 
(    general  appearance  of  the  locomotive  is  clearly  shown  in  Figs.  277  and  278,  and  the 
principal  data  are  set  forth  in  Table  CI. 


Piiiicipal  Data  of  Paris-Orhans  Gtared  Electric  Locomolires. 
Length  over  all     . 

Width      „ 

Height  above  raila 

Distance  between  trunk  centres 

Wheel  base,  each  truck 

„  total 
Diameter  drivers  . 
Central  cab  length 

Number  ot  driving  wheels     . 
Total  weight  of  locomotive 
'  These   motors  have  been  referred  to  as  of  225   h.-p. 
therefore,  taken  them  as  being  of  250  h.-p.  capacity  o      ' 
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49  metric  tons. 
and  aJao  as  of  270  h.-p.    We  have, 
honr  basis  of  rating. 
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The  track  side  frames  are  carried  on  half-elliptic  springs  over  each  axle-box, 
arch  of  the  spring  (which  is  inverted)  resting  on  top  of  the  axle-box,  and  the  ends  of 
the  springs  supporting  the  side  frames  by  means  of  links.  The  bolster  is  supported 
on  regular  double  elliptic  springs  carried  in  the  transom. 

The  motors  are  of  the  single  reduction  railway  type,  and  are  supported  by 
nose  suspension  on  a  lip  carried  by  the  truck  transom.  The  gear  ratio  is 
78  to  19  (4*1  to  1),   and  the  axle   brackets  surround  an  axle  7  ins.   in  diameter, 
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Fig.  279.    Chailvcteristic  Curves  of  Paris-Orleans  Locomotive,  with 

4*1  Gear  Eatio. 


the  size  of  the  axle  being  7*5  ins.  in  the  gear  fit  and  6  ins.  in  the  journals, 
which  are  10  ins.  long.  The  controller  is  of  the  L.  7  series  parallel  type, 
and  is  operated  in  conjunction  with  rheostats  located  in  the  sloping  cab  ends. 
The  air  brakes  are  of  the  Wenger  compressed  air  system,  the  supply  being 
furnished  on  each  locomotive  by  a  pair  of  C.P.-IO  compressors,  each  having 
a  rated  piston  displacement  of  35  cubic  ft.  per  minute  against  90  lbs.  per  square 
inch.  The  track  sanding  device  and  the  whistle  are  operated  from  the  compressed 
air  supply,  which  is  maintained  at  constant  pressure  by  means  of  an  automatic 
governor    operating    in    connection    with    the    compressor   motors.      Included   in 
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the  electrical  equipment  of  the  locomotive  are  also  an  ammeter,  volt  m 
recording    watt    meter,    together 
with    a     main    circuit    breaker, 
magnetic   blow-out,  main   switch, 
and  other  accessorieB. 

The  third-rail  system  sup- 
plieB  current  at  575  volts,  and 
the  locomotive  is  equipped  with 
four  Rhoes  for  making  contact 
with  the  fiide  running  conductor. 
In  certain  portions  of  the  route 
where  the  track  work  is  difficult, 
the  side  rails  are  supplemented 
by  short  etretches  of  rail  in  the 
centre,  for  which  the  locomotive 
carries  suitable  additional  contacts 
supported  by  insulated  brackets 
on  the  motor  frames.  At  still 
other  points  where  undesirable 
complication  in  the  third-rail 
arrangements  has  been  expe- 
rienced, the  current  is  now  fed 
to  the  locomotive  by  an  over- 
head conductor  of  inverted 
T-iron,  and  the  top  of  the  cab 
is  provided  with  a  parallel 
motion  shoe  which  comes  into 
requisition  at   these  points. 

The  weight  of  the  electrical  equipment  is  made  up  as  shown  in  Table  CII. 
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Table  CII. 

Weiyhta  of  Electrical  Equipment  of  Paris-Orleans  Geared  Electric  Locomotires. 

Four  G.E.  65A.  motors,  including  gear  and  gear  case,  at  8,980  lbs.  each   .      85.700 

Weight  of  rheofltata  per  locomotive 3,000 

Weight  ot  controllers  per  locomotive 4,500 

Weight  ot  remainder  of  electric  equipment 8,500 

Total  weight  of  electrical  equipment  ot  one  locomotive,  inoluding  motors, 
controllers,  rheostats,  gearing,  air  compressors,  and  instrumenta    .        .      46,700  lbs.,    or 
21*0  metric  tons,  or  43  per  cent,  of  total  weight  of  locomotive. 

The  initial  equipment  furnished  to  the  Orleans  Co.  comprised  eight  complete 
locomotives,  each  of  which  made  an  average  total  of  over  18,000  locomotive  miles  per 
annum,  the  "crow-mileage"  totalling  for  the  same  period  about  10,500 locomotive  miles. 

The  Paris-Orleans  road  has  since  1900,  when  these  eight  electric  locomotives 
were  put  in  service  on  the  2'4-mile  tunnel  section,  gradually  carried  out  the  electrifica- 
tion of  other  sections  of  the  line.  Chief  among  these  is  a  12-mile  section  between 
A.usterlitz  Station  and  Juvisy.  This  necessitated  more  rolling  stock;  and,  in  addition 
to  securing  three  new  locomotives  and  a  number  of  motor  cars,  the  company,  in  1904, 
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changed  the  gear  ratio  of  seven  of  theae  eight  original  locomotives  from  4*1  to  2'28,  thus 
changing  the  characteristic  curves  from  those  shown  in  Fig.  279  to  those  of  Fig.  280. 

The  three  new  locomotives  are  of  the  "  baggage-car"  type,  as  shown  in  Fig.  281. 
Each  new  locomotive  is  also  equipped  with  four  G.E.  65  motors  with  a  gear  ratio  of 
2*23,  and  therefore  also  has  the  characteristics  shown  by  the  curves  of  Fig.  280. 

Denoting  by  E'  that  one  of  the  eight  original  loeomotives  which  still  has  the 
original  gear  ratio  of  4*1,  by  E^  to  E^,  those  in  which  the  ratio  has  been  changed  to 
2-23,  and  by  E*  to  E",  the  new  locomotives  of  the  "  baggage  car  type,"  we  obtain  the 


Fig.  : 


'■B.vooAOE  Cab"  Type  or  P.uua-OKLEANa  Electeic  Locomotive, 


leading  dala  set  forth  in  Table  CIII.  The  figures  in  the  last  column,  AE^  to  AE*,  refer 
to  five  motor  ears  each  equipped  with  four  G.E.  66  motors.  These  motors  each  have  a 
1-hour  rating  of  125  h.-p. 

Table   CIII. 
Data  of  Paris-Orleans  Kollin</  Stock. 


■original  Type  OflOC). 

^^r 

Motor  O.™. 

Ki. 

■"•■- 

BbIOBu- 

ABiWAEj. 

Weight      ...... 

Length  over  aU                    ... 
Number  of  bogiea      .... 

Wheel  base,  each  truck      . 
Distance  between  truck  centres 
Diameter  drivers       .... 

Batio  of  gearing        .... 

49  tons. 
84  ft.  10  ins. 

2 

7  ft  10  ins. 

16  ft.  0  ins. 

4  ft.  1  in. 

41 

49  tone. 
84  ft.  10  ina. 

2 

7  ft  10  ina. 

16  ft.  0  ins. 

4  ft,  1  in. 

2-23 

65  tonn. 
87  ft.  6  ins. 

2 

7  ft.  10  ins. 

18  ft.  6  ina. 

4  ft.  1  in. 

2-28 

45  tons. 
67  ft.  0  ins. 

2 
6  ft.  6  ins. 
40  ft.  8  ins. 
8  ft  6  ins. 

»■« 
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The  locomotives  with  the  2*28  gearing,  when  running  without  a  train,  may  attain 
a  speed  of  62  miles  per  hour,  and  will  haul  a  200-ton  train  at  a  speed  of  48  miles  per 
hour.  Each  locomotive  is  supplied  with  an  extra  controlling  switch  permitting  of 
grouping  the  four  motors  either  in  two  groups  of  two  motors  in  series  or  in  two  groups 
of  two  motors  in  parallel.  The  main  controller  effects  the  series-parallel  controlling 
of  these  two  groups.  The  newest  locomotive  is  furnished  with  multiple  unit  control 
apparatus,  but  the  first  ten  locomotives  have  L.  7  controllers. 

Two  motor  cars,  each  equipped  with  four  G.E.  66  motors,  when  employed  in  a 
train  of  a  total  weight  of  200  tons,  cover  the  12  miles  from  Austerlitz  to  Juvisy  in 
15  minutes  without  a  stop.  This  is  an  average  speed  of  48  miles  per  hour  from  start 
to  stop.  Some  still  newer  motor  cars  are  furnished  with  G.E.  55  motors,  and  the 
first  five  motor  cars  will  ultimately  have  their  G.E.  66  motors  replaced  by  G.E. 
55  motors. 


Gearless  Locomotive  especially  adapted  to  Heavy  Traction  at  High  Speeds. 

The  contractors  for  the  New  York  Central  locomotives,  in  referring  to  this 
question  of  geared  versus  gearless  locomotives,  have  stated  that,  in  studying  the  condi- 
tions to  be  met  by  the  New  York  Central  locomotives,  it  was  concluded  that  the  gearless 
motor  design  possessed  characteristics  especially  adapted  to  high  speed  electric  traction 
work.  For  the  specified  service  conditions  it  was  thought  to  be  superior  to  any  geared 
motor  which  it  was  possible  to  build.  In  working  out  the  design,  the  endeavour  was 
to  secure  great  simplicity,  strength,  ease  of  inspection,  and  facility  in  making  repairs. 
The  absence  of  motor  bearings  and  gears  and  the  excellent  commutation  and  heating 
qualities  of  the  motors  are  stated  to  ensure  minimum  maintenance  charges.  In 
making  repairs  or  renewals,  an  armature,  with  its  wheels  and  axle,  may  be  removed 
by  lowering  the  complete  element  without  disturbing  the  fields  or  any  other  part  of  the 
locomotive,  and  a  new  element  inserted  in  its  place.  The  design  overcomes  the  great 
difficulty  of  providing  a  sufficiently  small  clearance  between  pole  shoes  and  armature 
surface,  and  at  the  same  time  permits  sufficient  flexibility  of  support  to  the  magnet 
frame  to  prevent  unduly  severe  blows  on  the  track.  By  the  choice  of  a  two-pole 
construction,  a  large  vertical  movement  of  the  spring-borne  frame  does  not  materially 
affect  the  depth  of  the  air  gaps.  In  the  design  of  the  New  York  Central  locomotive,  the 
dead  weight  on  the  axle  is  not  materially  greater  than  is  customary  with  locomotives, 
and,  furthermore,  there  is  no  unbalanced  weight  to  produce  vibration,  with  attendant 
injury  to  the  track  and  road-bed  construction.  Table  CIV.  was  prepared  in  this 
connection  to  show  the  estimated  total  dead  weight  per  axle  of  the  electric  locomotive 
shown  in  Fig.  252,  as  compared  with  representative  steam  locomotives  of  equal 
capacity : — 

Table   CIV. 
Comparison  of  Steam  Locomotive  ivith  Gearless  Bi-polar  Electric  Locomotive. 


Steam  locomotive 

>>  »  .         .         . 

Electric  locomotive  of  Fig.  252 


Total  Weight 
of  Driving 
Wheels- 
Pounds. 


Diameter 
Driving 
Wheels. 


Total  Dead  Weight 
per  Axle — Pounds. 


Unbalanced 

Dead  Weiglit  per 

Axle — Pounds. 


131,000  '  51  ins. 
127,500  I  70  ins. 
133,000  I  44  ins. 
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Advantages  Associated  with  the  Greater  Weight  of  Oearless  Locomotives. — 

Adhesive  Coefficients. 

Furthermore,  the  use  of  gearless  motors  on  locomotives  is  often  of  distinct 
advantage  in  giving  the  weight  per  axle  necessary  for  securing  suflBcient  adhesion  in 
starting  heavy  loads.  In  some  cases,  where  geared  motors  are  used  on  electric  loco- 
motives, it  has  either  been  the  practice  to  adopt  an  especially  heavy  truck  construction 
or  to  load  the  locomotive  with  ballast.  It  must,  however,  be  borne  in  mind  that,  owing 
to  the  exceedingly  uniform  eflfort  imparted  to  the  driving  wheels  by  the  rotative  motion 
of  the  armature  as  compared  with  the  varying  thrust  of  a  steam  locomotive,  an  electric 
locomotive  of  a  given  weight  can  exert  a  greater  tractive  force  before  slipping  the 
wheels  than  can  a  steam  locomotive.  It  is  on  record  that  the  87-ton  gearless  Baltimore 
and  Ohio  locomotive  has  started  from  rest  a  1,700-ton  train  against  such  a  grade  as  to 
require  the  development  of  a  tractive  force  of  63,000  lbs.  behind  the  locomotive,  which 
thus  developed  a  tractive  force  of  720  lbs.  per  ton  of  weight.  This  is  a  tractive  force 
equal  to  over  32  per  cent,  of  its  weight.  Of  course  in  such  tests  the  condition  of  the 
track  is  of  great  importance  ;  nevertheless,  it  is  common  in  steam  locomotive  practice 
to  estimate  on  not  over  half  this  amount  of  adhesion.  A  value  of  25  per  cent,  may  safely 
be  employed  for  the  adhesive  coefficient  in  the  case  of  electric  locomotives,  as 
against  some  16  per  cent,  for  steam  locomotives. 

In  a  paper  read  before  the  Pacific  Coast  Bailway  Club,^  McDoble  has  touched 
upon  this  subject.  His  estimations  of  the  adhesion  coefficient  in  the  case  of  steam 
and  electric  locomotives  respectively,  are  set  forth  as  follows : — 

**  From  25  to  30  per  cent,  of  the  weight  of  an  electric  locomotive  can  be  utilised 
as  draw- bar  pull,  while  actual  tests  have  shown  that  as  high  as  33  per  cent,  can  be  so 
used.  Compared  with  these  figures  are  coefficients  ranging  from  only  13  to  16  per 
cent,  for  the  most  powerful  steam  locomotives  built.  These  figures  are  based  on  the 
ratio  of  the  maximum  draw-bar  pull  to  the  total  weight  of  the  locomotive.  Con- 
sidering the  comparative  weights  on  the  drivers  in  each  case,  we  find  that  the 
electric  locomotive  shows  an  increase  over  the  steam,  of  from  10  to  20  per  cent." 

Carter,^  however,  makes  the  most  explicit  statement,  and  one  which  the  authors 
feel  inclined  to  regard  as  the  most  sound.     He  states  :— 

''  The  weight  on  driving  wheels  must  be  determined  before  the  equipment  can  be 
finally  settled  upon,  in  order  to  discover  whether  the  adhesion  is  sufficient  to  stand 
the  tractive  effort  of  the  motors.  The  accelerating  tractive  efi'ort  should  not  exceed 
about  17  per  cent,  of  the  weight  on  driving  wheels  in  the  case  of  trains  driven  by 
motor  cars,  operated  by  the  multiple-unit  system  of  train  control,  wherein  it  is 
impracticable  to  sand  the  rails  in  front  of  all  driving  wheels  in  bad  weather.  Where 
locomotives  are  used,  however,  the  average  accelerating  tractive  eflfort  may  be  allowed 
to  amount  to  24  or  25  per  cent,  of  the  weight  on  driving  wheels,  if  efficient  provision 
is  made  for  sanding  the  rails  in  case  of  need." 

The  Valtellina  'Three-Phase  Gearless  Locomotives. 

The  polyphase  motors  supplied  by  Messrs.  Ganz  &  Co.  for  the  Valtellina  Eailway, 
have  also  been  of  the  gearless  type,  or  rather  they  have  all  had  a  speed  equal  to  that 

*  Electric  Journal,  August,  1905. 

^  "  Technical  Considerations  in  Electric  Railway  Engineering,"  paper  read  before  the  Institution 
of  Electrical  Engineers,  January  25th,  1906. 
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of  the  driving  wheels,  althougb,  as  we  ehall  see,  the  motor,  in  the  latest  design  oE 
locomotive,  transmits  its  power  to  the  driving  wheels  through  a  connecting  rod.  This 
arrangement  overcomes  the  necessity  for  mounting  the  nrmature  directly  upon  the 
driven  axle,  and  introduces  further  obvious  advantages  as  regards  better  utilisation  of 
the  available  apace. 


First  Valtellina  Electric  hocomotires. 

The  first  locomotives,  as  illustrated  in  Fig.  282,  were,  however,  of  the  true  gearless 
type  with  the  armatures  on  the  driven  axles.    Each  locomotive  was  equipped  with  four. 


Fig.  282,    Barlt  Type  of  Valteijjna  Three-Piiase  Oeabless  Locomotive. 

three-phase  induction  motors.  The  locomotives  were  mounted  on  bogie  tracks  with 
wheels  of  55  ins.  diameter,  and  were  equipped  with  four  gearless  motors,  each  of 
225  h.-p.  rated  capacity.  As  the  locomotives  were  designed  for  freight  haulage  at  a 
constant  speed  of  16*6  miles  (30  kilometres)  per  hour,  cascade  control  was  not 
provided.  When  it  is  desirable,  with  these  locomotives,  to  run  the  train  at  a  speed 
lower  than  normal,  resistance  is  inserted  in  the  rotor  circuit.  It  is  further  arranged 
that  at!  the  motors  or  only  a  part  of  them  may  be  used,  according  to  the  load.  The 
four  liquid  starters  are  so  constructed  that  the  water  level  is  always  the  same  in  all  of 
them,  and  any  level  can  be  maintained  for  any  required  time. 

These  locomotives  weigh  47  metric  tons.    Each  motor  weighs  49  metric  tons  and 
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runs  at  a  Bpeed  of  128  revolutions  per  rninnte,  corresponding  to  14  poles  and 
15  cyeleB  per  second.  Drawings  of  this  locomotive  are  given  in  Figs.  283,  284, 
285,  and  286. 

Valtelluia  Electric  Locomotkes  of  1904. 

These  new  locomotives  for  hauling  passengers,  express  freights,  and  ordinary 
freights,  have  also  been  supplied  to  the  Valtellina  Railway  by  Messrs.  Ganz  &  Co.      The 


Fig,  283.    Early  Type  of  Valtelusa  (Gearless)  IjOCOMOTIve. 
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Fig,  286.    Eably  Type  of  Valteixisa  (Gearless)  Locomotive, 
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design  of  these  locomotivoB  differs  radically  from  that  employed  for  the  first  Valtellins 
locoiDOtiTes.  In  the  first  place,  they  are  proportioned  for  considerably  higher  speed 
and  power,  and  weigh  62  metric  tons,  as  against  the  47  tons  weight  of  the  first 
locomotives. 

The  specification  to  which  these  1904  locomotives  were  required  to  conform,  called 
for  two  normal  speeds,  the  first  being  from  37  to  43  miles  per  hour,  and  the  second 
from  18-5  to  21'5  miles  per  hour.  The  required  tractive  force  at  the  rim  of  the  driving 
wheels  is  equal  to  3'5  metric  tons  at  the  higher,  and  6'0  metric  tons  at  the  louver  of 
these  speeds.  Each  primary  motor,  when  operated  at  its  normal  speed  of  225 
revolutions  per  minute,  has  a  nominal  (1  hour  75  degrees  Cent.)  rating  of  600  h.-p. ; 
hence  the  nominal  rating  of  a  locomotive  at  its  standard  full  speed  is  1,200  h.-p. 


Fig.  287.     "19I>1"  Type  of  Valtellika  LocoMom-E. 

For  half-speed  the  rotors  of  the  primary  motors  feed  the  stators  of  the  cascade 
motors,  and  the  two  pairs  of  motors  then  have  a  nominal  1-hour  rating  of  900  h.-p., 
or  450  h.-p.  per  pair  of  motors.  They  are  required  to  accelerate  a  400-ton  train  on 
an  incline  of  01  per  cent,  in  55  seconds  from  rest  up  to  a  speed  of  186  miles  per 
hour.  They  are  also  required  to  accelerate  a  250-ton  train  on  an  incline  of  O'l  per 
cent,  from  rest  to  a  speed  of  37  miles  per  hour  in  110  sEconda.  These  performances 
correspond  to  tractive  forces  some  50  per  cent,  higher  than  those  given  above  as 
normal.    Taking  the  first  of  these  two  specified  performances,  and  assuming  a  uniform 

rate  of  acceleration,  this  works  out  at  -^-i-  =  0'34  m.p.h.  per  second.     This  would 

require  a  tractive  force  of  84  lbs.  per  ton.     The  0*1  per  cent,  incline  would  call  for  a 

further  2*2  lbs.  per  ton,  or  a  total  of  about  86  lbs.  per  ton.     The  train,  together  with 

the  locomotive,  weighs  400  +  62  =  462  tons,  and  thus  there  is  required  to  be 

330 


LOCOMOTIVES   AND   MOTOR   CARRIAGES 

developed  at  the  rims  of  the  driving  wheels  a  tractive  force  of  462  X  36  =  16,700  lbs. 
For  the  second  specified  performance,  the  rate  of  acceleration  ie  again  0*34  m.p.fa. 
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per  aecond,  and  since  the  grade  is  again  O'l  per  cent.,  the  tractive  effort  is 
(260  +  62)  X  36  =  11,200  lbs.  But  this  must  be  exerted  for  110  eeconda  as 
compared  with  55  seconds  during  which  the  16,700  Ibe.  tractive  iorce  were  called 
for.  These  tests  were  required  not  only  at  the  normal  pressure  of  8,000  volts, 
but  also  at  2,700  volts.  It  was  also  required  that  the  locomotive  should  be  able  to 
stiirt  a  250-ton  train  on  a  2  per  cent,  grade  and  bring  it  up  to  a  speed  of  18'6  miles 
per  hour. 

It  was  required  that  the  motors  and  electrical  apparatus  should  be  so  constructed 

that  every  2  minutes  for  1  hour  they  should  be  capable  of  starting  a  400-ton  train 

on  a  0'3  per  cent,  grade,  and  of  bringing  it  up 

to  a  speed  of  18-6  miles  per  hour,  without 

excessive  heating. 

A  further  requirement  was  that  the  motors 
should  be  so  designed  that  on  a  10  hours' 
teat  in  the  shops  at  each  of  the  normal  speeds 
and  loads  the  temperature  rise  of  no  part 
should  exceed  a  temperature  of  60  degrees 
Gent,  above  the  surrounding  air.  They  should 
also  stand  a  100  per  cent,  overload  for  200 
seconds  without  more  than  40  degrees  Cent. 
temperature  rise  above  surrounding  air,  and 
a  50  per  cent,  overload  for  1  hour  for  this 
same  limiting  temperature  increase. 

A  feature  of  especial  interest  relates  to 
the  means  by  which  the  power  is  transmitted 
from  the  motors  to  the  driving  wheels.  The 
coaxial  arrangement  has  been  entirely  aban- 
doned with  a  view  largely  to  facilitating  ready 
access  to  the  motors  for  repairs  or  general 
attention.  The  motors  are  mounted  between 
the  driven  axles,  and  act  on  a  connecting  rod  by  means  of  cranks.  A  photograph 
of  one  of  these  locomotives  is  given  in  Fig.  287,  and  drawings  will  be  found  in 
Pigs.  288  to  298.  A  photograph  of  the  interior  of  the  driver's  cab  is  given  in 
Fig.  294.      A  diagram  of  the  electrical  connections  is  given  in  Fig.  295. 

The  bearing  by  which  the  crank  on  the  middle  driving  wheel  communicates  with 
the  connecting  rod  is,  as  shown  in  Fig.  296,  designed  so  as  to  have  a  free  vertical 
movement  This  is  necessary  in  order  to  prevent  any  vertical  vibration  from  being 
transferred  from  the  wheels  to  the  rotor.  It  also  protects  the  rails  from  variable 
pressures  due  to  the  reciprocating  parts. 

The  locomotive  has  a  total  weight  of  62  tons,  of  which  42  tons  come  on  the  driving 
wheels.  The  total  length  of  the  locomotive  is  38  feet ;  the  wheel  base  between  each 
two  driving  wheels  is  7*7  feet.  The  driving  wheels  have  a  diameter  of  59  ins. 
Instead  of  having  four  separate  motors,  as  in  the  first  locomotives,  one  high  tension 
(3,0C0  volts)  and  one  low  tension  (400  volts)  motor  have  been  combined  in  a  single 
casing.  Each  is  wound  for  8  poles,  and  therefore  at  15  cycles  the  normal  speed  is  225 
revolutions  per  minute.  When  connected  in  cascade,  the  speed  is  112'5  revolutions 
per  minute.  The  low  voltage  motors  are  not  in  circuit  at  the  higher  speed.  The 
normal  speed  of  the  locomotive  is  40  mites  per  hour  when  the  primary  motors  are  alone 
in  circuit,  and  20  miles  per  hour  for  cascade  operation.  Each  motor  frame  is  supported 
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b;  four  rods  with  spiral  springe  between  the  heads  and  the  lugs  on  the  Erame.  A 
photograph  ot  one  of  the  combination  cascade  motors  is  given  in  Fig.  297,  and  drawings 
in  Fig.  298.  The  novel  arrangement  o!  the  collector  rings,  as  clearly  seen  m  Figs.  297 
and  298,  is  a  noteworthy  feature.  The  slip  rings  are  only  in  circuit  when  the  primary 
motor  is  alone  in  service.  For  cascade  connection,  the  current  from  the  windings  of 
the  primary  rotor  flows  directly  to  the  windings  of  the  low  voltage  rotor.  Carbon 
brushes  are  employed  with  the  slip  rings.     A  view  of  the  slip  rings  with  the  brushes  in 


Fig,  203.    Trolley  for  "  1904  "  Type  Valtellina  Three-Phase  Elecikic  Locomotive. 

place  is  shown  in  Fig.  299.  Each  primary  motor  alone  would  weigh  8'2  metric  tons, 
but  the  secondary  motor  brings  the  combined  weight  np  to  12*4  metric  tons.  Hence  the 
total  weight  of  the  two  combination  sets  of  motors  amounts  to  24*8  metric  tons.  The 
motors  therefore  constitute  40  per  cent,  of  the  62  metric  tons  of  total  weight  of  the 
complete  locomotive.  Each  of  the  two  bogie  trucks  carries  one  of  these  combined 
primary  and  secondary  motors. 

Of  the  three  locomotives  supplied,  two  are  equipped  with  liquid  starting  rheostats, 
and  one  with  metallic  starting  rheostats.   The  entire  control,  including  the  manipulation 
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of  the  trclley  and  of  the  water  rheoBtats,  is  effected  by  means  of  compressed  air. 
Piagrams  of  the  pneumatic  connections  are  given  in  Figs.  300  and  301,  relating  respec- 
tively to  arrangements  with  water  and  metallic  rheostats.  The  controller  is  provided 
with  such  interlocking  connections  that  the  motors  can  only  be  reversed  when  the 
primary  circuit  is  open. 

The  photograph  in  Fig.  302  illustrates  the  motor-driven  air  compressor.      The 


Fig.  294.    Iktekior  of  Dhitek's  Cab  of  "  1904"  Valtbllika  Locomotive. 

motor  is  supplied  from  the  110-volt  secondary  of  a  5-kiIowatt  oil  transformer,  whose 
primary  windings  are  fed  at  3,000  volts.  At  its  normal  speed  of  430  revolutions  per 
minute,  this  compressor  can  supply  520  litres'  of  air.  Two  air  receivers,  located  oa 
the  roof  of  the  locomotive,  are  provided.  One  of  these  supplies  air  for  the  electrical 
apparatus,  and  the  other  for  the  Westinghouse  brakes.     The  compressor  motor  is  cut 

*  This  volnme  corresponds  to  atmospheric  preesure. 
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Fig.  297.    One  or  the  Cascade  Motor  Sets  of  the  "  1904"  Type  Yaltellina 
Three -Ph.\se  Electric  Locomotive. 
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in  and  out  automatically,  according  as  the  pressure  in  the  receivers  falls  below  or  rises 
above  a  pressure  of  six  atmospheres.  Place  was  originally  provided  on  the  locomotive 
for  a  second  step-down  transformer  and  air  cooipresBor,  and  these  have  subsequently 
been  installed. 

Tlie  locomotives  aie  operated  from  a  three-phase  line  at  a  periodicity  of  15  cycles 
per  second,  and  a  pressure  of  8,000  volts.  At  the  power-house  the  energy  is  supplied 
direct  from  20,000-volt  generators,  and  is  transmitted  at  this  pressure  to  sub- 
stations, where  it  is  reduced  in  stationary  transformers  to  3,000  volts,  and  delivered  to 


the  low  tension  conducting  system,  which  consists  of  two  overhead  wires  and  the  track 
rails.  All  the  three  locomotives  are  in  regular  service  hauling  250-ton  passenger  and 
■100-ton  freight  trains. 

Regenerative  Features  as  ohsened  at  Valtdlina. 

Cserhati  (Zeit.  Ver.  Dad.  Ing.  XL VIII.,  pp.  125—182,  January  28th,  1905)  lias 
pointed  out  an  interesting  feature  observed  on  the  Valtellina  road.  It  is  found  that,  in 
spite  of  the  relatively  infrequent  service  of  heavy  trains,  the  fluctuations  in  the  load 
at  the  power-house  are  relatively  small.  Thus  tor  the  entire  day,  the  maximum 
load  is  only  three  times  the  average  load,  and  if  one  deducts  those  hours  during 
which  only  a  single  train  is  running,  and  for  which  a  single  generating  set  suffices, 
and  considers  only  the  remaining  part  of  the  day,  then  the  maximum  load  is  only 
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1-8  times  the  average  load.  Now  the  generators  are  driven  by  water  power,  and  the 
speed  regulation  ia  none  too  good.  This,  however,  is  the  basis  of  the  advantage  to 
which  Cserhati  calls  attention,  namely,  that,  should  several  trains  start  up  at  once,  the 
drop  in  speed  of  the  generating  seta  ia  ao  great  that  the  induction  motors  of  the  trains 
running  at  normal  speed  at  the  time,  act  aa  generators,  and  feed  back  into  the  line, 
and,  in  fact,  pull  the  power-houae  generatoia  up  to  speed  again.  Thus  extreme  peaka 
of  load  are  avoided.  Cserhati  describes  the  trains  on  the  line  as  constituting  the 
equivalent  of  a  gigantic  ily-wheel  which  materially  decreases  the  overload  shocks  on  the 


Fig.  302.    Motor-driven  Air  Coufrb33oh  for  tue  "  1904"  Tkpe  Valteijjna 
Three- Phase  Electkic  Locomotive. 

power-houae  plant.     The  relatively  low  amount  of  power  required  is  stated  to  be  also 
in  part  due  to  the  smooth  starting  rendered  practicable  by  the  use  of  water  rheostats. 

1906  Qanz  Locomotive  Supplied  to  the  Italian  State  Ilailwai/s. 

On  an  order  for  the  Italian  State  Railways,  Messrs.  Ganz  &  Co.  have  now  (190ti) 
just  completed  two  new  three-phaae  high  tension  locomotives.  One  of  these  is  shown 
at  the  International  Simplon  Exhibition  at  Milan.  Thia  new  type  of  locomotive  is, 
as  regards  ita  mechanical  parts,  similar  to  the  three  electric  locomotives  last  supplied 
by  Messrs.  Ganz  &  Co.  for  the  Valtellina  Railway,  and  only  differa  from  them  in  the 
electrical  equipment  in  so  far  that,  instead  of  having  twin  motors,  it  is  equipped  with 
two  single  motors,  which  are  disposed  in  the  locomotive  similarly  to  the  twin  motors  of 
the  previous  locomotives.  Both  motors  are  high  tension  motors,  one  having  eight 
poles,  the  other  twelve  poles,  and  the  independent  connection  of  these  motors  and  the 
cascade  connection  of  both  allows  of  the  use  of  three  economical  speeds  corresponding 
to  the  number  of  polea,  i.e.,  eight,  twelve,  and  twenty,  thus  permitting  of  speeds  of 
64,  42^,  and  25  kilo-metres  per  hour.  The  rated  capacity  of  the  motor  with  eight 
341 


ELECTRIC    RAILWAY   ENGINEERING 


S     w  «  t-  & 


■i 

-  "S    S    6 


5  .    as 

1 1  ^  1  S 
■S  'B  5  .§  §• 


LOCOMOTIVES   AND    MOTOR   CARRIAGES 

poles  IB  1,500  h.-p. ;  that  of  the  twelve  pole  motors  is  somenhat  Bmaller,  Valatin  bae 
kindly  informed  the  authors  that  the  1,500  h.-p.  motor  weighs  IS'l  metric  tons.  Its 
synchronous  speed  is  225  E.P.M. 

ValtcUiiia  Motor  Cars. 

The  original  equipment  of  electrical  rolling  stock  for  the  Valtellina  Eailway  also 
comprised  ten  motor  cars  for  passenger  traffic.  Each  motor  car  weiglia  53  tons,  and 
generally  hauls  five  coaches,  tlie  total  weight  of  the  train  being  150  tons.  A  drawing 
of  one  of  the  motor  cars  is  given  in  Fig.  S03,  The  trains  have  two  economical  running 
speeds,  a  speed  of  about  40  miles 
per  hour  employed  for  the  main 
journey  of  express  passenger 
trains,  and  a  speed  of  20  miles 
per  hour  employed  when  running 
through  stations  or  up  heavy 
inclines.  The  lower  speed  is 
also  used  for  local  trains.  The 
cascade  system  of  control  is  era- 
ployed  for  obtaining  these  two 
speeds.  Each  car  lias  four 
motors,  of  which  two  are  wound 
for  3,000  volts,  and  two  for  the 
lower  pressure  of  300  volts.  Each 
of  the  four  motors  weighs  38 
metric  tons.  Each  series  pair  of 
tliese  motors  develops  150  h.-p. 
in  cascade  connection,  i.e.,  at  half- 
tspeed.  At  full  speed,  the  high 
tension  motors  alone  are  able 
to  develop  150  h.-p.  at  their 
normal  speed  of  300  revolutions 
per  minute.      The  rated  capacity 

of  each    motor  on  the  one   hour  ^^^     TnR,:K-P.rASE  Motor  Mounted  on  Axle  of 

75  degrees  Cent,  basis  is  2oO  h.-p.  Valti-llixa  Motck  Cahbiaob. 

They  are  able  to  give  150  h.-p. 

during  10  liours  without  heating  more  than  45  degrees  Cent.,  and  in  actual  working 
they  are  also  loaded  up  to  300  h.-p. 

The  motors  are  genrless,  transmitting  their  power  to  the  spokes  of  the  wheels  by 
means  of  elastic  couplings.  Figs.  304  and  305  show  this  coupling,  which  is  intended 
to  allow  the  rotof  to  run  uniformly  even  when  the  wheels  are  subjected  to  severe  con- 
cussions. The  rotor  laminations  are  mounted  on  a  hollow  shaft,  concentric  with  the 
train  axle.  The  maximum  clearance  between  the  two  concentric  shafts  is  1|  ins. 
Bogie  trucks  are  used,  and  their  construction  may  be  seen  from  Fig.  306. 

A  feature  of  the  motor  construction,  to  which  attention  may  well  be  drawn,  is  that 
the  lower  part  of  the  stator  is  flattened  off.  This  allows  a  larger  motor  to  be  used  with 
the  46-in.  driving  wheels  than  would  otherwise  have  been  possible.  In  the  control  of 
the  motor  cars,  compressed  air  has  been  used  to  a  very  great  extent.  An  air-pump 
is  driven  by  a  4  h.-p.  motor.  The  pressure  in  the  air-pump  is  about  six  metric 
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atmospheres,  and  is  regulated  automatically.  Provision  has  been  made  for  hand 
regulation  in  case  of  failure  of  the  automatic  control.  The  compressed  air  is  used 
for  the  following  purposes : — 

(1)  Switching  the  primary  circuit  on  and  off; 

(2)  Operating  the  Westinghouse  brakes ; 

(3)  Raising  the  trolley  ; 

(4)  Controlling  the  liquid  starter  and  the  whistle. 

It  is  stated  that  the  experience  on  the  Valtellina  road  has  shown  electric  locomo- 
tives to  be  preferable  to  motor  cars.      Both  electric  locomotives  and  motor  cars  are 


Fig.  305.    Elastic  Coupling  between  Wheel  and  Motor  of 

Valtellina  Motor  Carriage. 


employed  on  this  road,  and  the  average  yearly  mileage  has  amounted  to  34,000  miles 
per  electric  locomotive  or  motor  car,  as  against  a  yearly  average  mileage  of  only 
17,000  miles  per  steam  locomotive  on  the  entire  Adriatic  line  of  which  the  Valtellina 
line  is  one  section.  This  advantage  of  two  to  one  in  favour  of  the  electric  locomotives  and 
motor  cars  is  stated  to  be  largely  due  to  the  absence  of  the  steam  boilers,  the  attendance 
and  repairs  on  which  are  stated  to  be  the  chief  causes  for  the  large  amount  of  time 
that  the  steam  locomotives  are  out  of  service.  The  higher  average  speed  of  the 
electric  trains  must  also  have  contributed  considerably  to  the  higher  annual  mileage 
per  electric  locomotive  and  motor  car,  as  also  the  greater  ease  of  manipulation  in 
shunting,  etc.  There  is  evidently  so  great  an  advantage  in  this  respect,  that  a  much 
smaller  percentage  of  spare  locomotives  should  afford  equal  security  of  uninterrupte<l 
maintenance  of  the  traffic  with  electric  than  with  steam  service. 

Incidentally  we  may  mention  an  advantage  of  electric  locomotives  over  motor 
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cars.     The  heating  of  the  motore  limits  the  output  of  a  modern  electric  equipment  on 
continuous  service.    Obviously,  a  much  higher  output  can  be  maintained  for  a  short 


One  of  the  Bogie  Trucks  of  a  Valtellrja  Motor  Carbiage,  tith 
TnsEE -Phase  Motobs. 


time.  A  locomotive  may  lay  over  alter  some  heavy  work,  its  place  being  taken  by  a 
fresh  locomotive.  This  would  be  impracticable  with  the  passenger  cars  of  truns  making 
a  long  journey. 
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Oerlikon  15,000-roZf,  Fifteen-cycle  Locomotive,  Equipped  with  Single-phase  Commutator 

Motors. 

In  this  single-phase  locomotive,  as  in  the  latest  Ganz  three-phase  locomotives,  the 
motors  ultimately  deliver  their  power  to  the  driving  wheels  through  cranks  and  con- 
necting rods,  but,  unlike  the  Ganz  equipments,  the  Oerlikon  motors  also  have  speed 
reduction  gearing.  This  may  be  seen  from  the  photograph  in  Fig.  307,  and  from  the 
drawings  in  Figs.  808  and  810.  The  periodicity  is  15  cycles  per  second,  and  the  trolley 
pressure  is  15,000  volts.  The  current  is  collected  at  this  high  pressure  by  the  standard 
Oerlikon  collecting  device,  which  may  be  seen  in  the  above  illustrations,  and  also  in 
Figs.  818  to  821,  given  on  pp.  852  to  854,  in  connection  with  the  description  of  another 
type  of  Oerlikon  locomotive.  The 
current  collected  at  the  trolley  is 
next  carried  through  two  air-cooled 
transformers  located  at  the  middle 
of  the  locomotive.  These  are  of  the 
dimensions  shown  in  Fig.  809,  and 
serve  to  reduce  the  potential  from 
15,000  volts  to  600  volts.  Each  has 
a  capacity  for  delivering  200-kilo- 
volt-amperes  continuously.  The 
secondary  winding  is  divided  into 
twenty  equal  sections,  there  thus 
being  80  volts  per  section. 

The  equipment  comprises 
two  single-phase  commutator 
motors,  with  a  rated  capacity  of 
200  h.-p.  each,  at  a  speed  of  650 
revolutions  per  minute.  The 
motor,  which  has  eight  main  poles 
and  eight  auxiliary  reversing 
poles,  is  illustrated  by  the 
drawings  in  Fig.  810,  and  by 
the  photograph  in  Fig.  311.  A 
diagram  illustrative  of  the  prin- 
ciples of  operation  of  this  type 
of  motor  is  given  in  Fig.  312,  from  D.R.P.  No.  80,888.  As  built,  however,  these 
principles  were  only  partly  incorporated.  The  compensating  winding,  for  instance, 
threaded  through  apertures  in  the  main  poles,  is  omitted.  In  Fig.  818  is  given  the 
connection  diagram  of  the  wiring  of  this  locomotive.  The  curves  in  Figs.  814  and  815 
are  plotted  from  test  results  obtained  on  the  motors.  At  the  normal  speed  of  650 
revolutions  per  minute,  the  motor  runs  at  nearly  three  times  its  synchronous  speed 
for  15  cycles  per  second.  The  gear  ratio  is  1  to  8*1.  The  air  compressor  is  driven  by 
an  additional  6  h.-p.  500  revolutions  per  minute  sin^^le-phase  commutator  motor 
supplied  at  a  pressure  of  240  volts.  The  compressed  air  is  stored  up  in  two  receivers 
at  a  pressure  of  from  6*5  to  7*0  atmospheres,  and  is  equipped  with  automatic  control. 
The  lighting  at  15  cycles  is  thoroughly  satisfactory,  owing  to  the  use  of  20-volt  lamps, 
which  therefore  have  such  a  stout  filament  as  to  remain  at  practically  constant 
incandescence  in  spite  of  the  low  periodicity. 
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Fig.  309.  Outline  Drawing3  of  200  Kilovolt  Ampere 
Air  Blast  Transformer  of  whicu  two  are 
Installed  on  the  Oerlikon  15,000  Volt,  15-Cycle 
Locomotive  with  Single-Phase  Commutator 
Motors  (Dimensions  in  Millimeters). 


ELECTRIC    RAILWAY    ENGINEERING 

The  total  weight  of  the  locomotive  is  43  metric  tons.      Some  of  the  itemised 
ights  are  given  in  Table  CV. 


Itemised   Weightt  of  OerUkon  15,000-volt  Fifteen-cycle  LocoiiioHcc,   with  Single-Phase 
Commutator-Motors. 

Cab  and  two  bogie  trucks 23'5  tons. 

Electrical  equipment  and  brake  equipment  .  16'5     „ 

One  motor,  exclusive  of  gewng  ....  8'4     „ 

Speed- regulating  switch,  complete  in  tank  o!  oil         .         0-3     „ 

Some  rune  were  made  with  this  locomotive  hauling  a  200-ton  train,  and  it  was 
shown  that  not  only  during  starting  with  this  load,  but  also  during  running  at  a  speed 


Fig.  310.    200  H.-p.  Sujole-Phuse  Commutator  Motoh  with  Eeversixo  Poles  j 
OS  the  15,000  Volt,  15-Cycle  Oerlikox  LocoMOTn'E. 
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Fig.  311.    200  H.-p.  SisoLE-PHAaE  Commutator  Motor  ■with  Beverbino  Poles, 
AS  Ikstalled  on  the  15,000  Volt,  15-Cvcle  Oehlikon  Locomotive. 


Fig.  312.  Diagram  of  Principles  of  Opera- 
tion OF  200  n.-p.  Sinole-Phase  Ikteh- 
POLB  Commutator  Motors  of  the  Tyte 
Employed  on  the  Oehlikon  15,000  Volts, 
15-CvcLE  Locomotive. 


ig.  313,    CoxxECTiojt  DiAQRAii  OF  WiHiNo  OF  Oerlikon  15,000  Volt, 
Locomotive  with  Sinole-Fhase  Commutator  Motors. 
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Fig.  314.  Cu.vRACTERiaTic  Clr\"es  of  Oebltkon  Fig.  315.  Char.\cteristic  Curves  of  Oerlikon 
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of  about  25  miles  per  hoar  on  an  upgrade  of  0'8  per  cent.,  there  was  no  sparking  at  the 
commutator. 

With  the  motors  in  series,  the  starting  current  for  this  load  was  about  1,000 
amperes  in  the  motors.  It  was  about  780  amperes  when  running  up  a  grade  of 
O^S  per  cent,  with  this  load,  at  a  speed  of  17  miles  per  hour,  and  with  460  volts  at  the 
motors. 


Oerlikon  Motor-generator  Type  of  Single-pha»e  Locomotive  with  Continuous-current 
Driving  Motors. 

Prior  to  the  construction  of  the  above-described  single-phase  locomotive,  with 
single-phase  commutator  motors,  the  OerUkon  Co.  had  been  developing  a  eingle- 
phase  system  of  traction  in  which  the  locomotive  is  equipped  with  a  motor -generator 


Fig.  316.    Oerlikon  Uiou-Volt.vge  Sisole-Ph-ise  Locomoti\-e  of  Tue  Motor 
Ge.\-ek.\tor  Type. 

set  comprising  a  single-phase  motor  directly  connected  to  a  continuous-current  gene- 
rator, from  which  continuous- current  motors  driving  the  axles  are  supplied  with  power. 
The  system  is  often  designated  as  the  Ward-Leonard  system.  Some  years  ago 
H.  Ward-Leonard  clearly  promulgated  the  proposition  to 

"  Vary  the  voltage  aa  the  speed  desired. 
Vary  the  current  as  the  torque  required." 

A  photograph  of  a  single-phase  Oerlikon  locomotive  of  this  type  is  shown  in 
Fig.  316.  This  locomotive  is  designed  for  a  continuous  output  of  400  h.-p.  and  for  a 
speed  of  37  miles  per  hour.  Fig,  317  contains  drawings  of  this  locomotive  showing 
the  outlines  of  the  motor-generator  set,  located  in  the  body  of  the  locomotive  and  of 
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the  two  continuouB-current  motore,  which  commanicate  their  power,  firet  through  single 
reduction  gearing  and  then  through  crnnks  and  connecting  rods,  to  the  driving  wheels. 


Fig.  317.    HtGH-VoLTAGE  Sikole.Fhase  Motok  Gen-er.\toh  Type  Oerlixon  Locomotive. 


Oehlikos  Tkollet. 
3S2 


Fig.  31!!.    Oeri.ikox  TnoiJ-EV, 


Fig.  320,     Oehlikos  Trolley. 
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In  types  for  higher  speeds,  the  reduction  gearing  ia  omitted.  The  current  is  collected 
from  the  overhead  wire  at  any  voltage  up  to  15,000  volts,  by  the  Oerlikon  overhead 
trolley,  shown  in  Figs.  318  to  322.  For  trolley  pressures  below  6,000  volta,  the 
current  is  then  led  to  a.  single-phase  motor,  generally  of  the  non- synchronous  type. 
For  pressures  of  6,000  volts  and  upwards,  a  etepdown  transformer  is  carried  on  the 
locomotive,  the  stator  of  the  single-phase  motor  being  wound  for  low  potential  cone- 
eponding  to  the  secondary  winding  of  the  step-down  transformer.  A  secondary 
pressure  of  700  volts  has  generally  been  employed  by  the  Oerlikon  Co.  in  such 
cases. 

I'he  locomotive  illustrated  in  Figs.  316  and  317  has  a  weight  of  44*1  metric  tons 


Fig.  321.    Oerlikox  Troli.ey. 

when  the  single-phase  motor  is  wound  for  the  full  line  potential.  Of  this  weight  the 
electrical  equipment  constitutes  25'1  metric  tons.  When  a  transformer  is  employed 
in  order  to  step  down  from  15,000  volts  to  6,000  volts,  the  weight  of  the  electrical 
ecjuipment  is  inerensed  to  'll'l  metric  tons,  and  the  complete  weight  of  the  locomotive 
is  then  46-7  metric  tons. 

Siemens  li  Sahke  High  Speed  10,000-ro;(  Tbrce-Pliaee  Locomotive. 

It  will  lie  convenient  at  this  point  to  digress  from  the  question  of  geared  rersiis 

geiirlesB  motors  in  order  to  describe  another  notable  instance  oE  an  extra-high  voltage 

locomotive.     In  order  to  operate  the  driving  motors  direct  from  the  extra-high  \ 
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trolley  line  and  to  thus  save  tlie  weight  and  expense  of  step-down  tranalormerB,  it 

becomes  inexpedient  to  locate  the  motors   under   the  trucks  of  motor  cars.     It  is 

distinctly  advantageous  in  such  cases  to 

mount  the  motors  on  a  locomotive  and 

to  keep  all  electric  circuits  away  from 

the  remainder  of  the  train.      In  Figs. 

323   and  324   is    illustrated   a   Siemens 

&.  Halske  high  speed  locomotive  equipped 

with  four  250  h.-p.  three-phase  induction 

motors  wound   direct   for    10,000   volts. 

While   the  drawings  show  four  motors, 

two   on    each  truck,     only    two   motors 

appear  to  have  been  actually  built,  and 

the    tests    were    run     with     but     these 

two  motors. 

The  locomotive,  which,  with  its 
equipment  of  two  motors,  weighs  40 
metric  tons,  has  hauled  a  carriage  of 
81  tons  weight  on  the  level  at  a  speed 
of  65  miles  per  hour.  Winding  the 
motors  direct  for  10,000  volts,  while  it 
makes  the  motors  large  and  heavy  for 
their  output,  nevertheless  considerably 
reduces  the  weight  of  the  electrical  equip- 
ment below  that  of  an  equipment  with 
step-down  transformers  and  low-voltage 
motors. 

The    locomotive    is  equipped    with 
two  10,000-voU,  three-phase,  six-pole  induction  motors.      For  a  line  periodicity  of 
45  cycles  per  second,  the   corresponding  synchronous   speed  of  the   motors  is  900 
revolutions  per  minute.     Other  data  are  given  below  : — 

Driving  wheel  diaiueler  =  49  ins. 
Number  of  teeth  in  gear  =  147. 
.,        .,      ..     „  pinioD  —  69. 
Gear  ratio  ^  2-18:1. 

From  this  we  find  that  the  corresponding  speed  of  the  locomotive  is  66  miles  per 
hour.  There  is,  of  course,  a  slip  varying  with  the  load.  In  the  motor  in  question, 
this  involves  a  loss  of  speed  of  11  per  cent,  when  the  output  per  motor  is  at  the 
maximum  45-cycle  10,000-voU  value  of  400  h.-p.  The  predetermined  characteristic 
curves  of  the  motor  corresponding  to  10,000  terminal  volts  and  a  periodicity  of  45 
cycles  per  second  are  given  in  Fig.  325.  From  these  curves  we  find  that  the  slip  at 
;t50  h.-p.  output  per  motor  is 

900  —  845 

^ttq X  100  =  6'1  per  cent. 

Drawings  of  the  motor  are  given  in  Figs,  326,  327,  and  828.  A  photograph  of 
the  wound  stator  is  shown  in  Fig.  329,  and  a  photograph  of  the  motor  assembled  com- 
plete, with  gears  and  gear  cases,  in  Fig.  330.     Gears  are  employed  at  both  ends  of  each 
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motor,  Offing  to  the  large  amount  of  power  transmitted  and  to  the  high  speed  ot  the 
gear  teeth.  At  a  locomotive  speed  of  65  miles  per  hour,  the  speed  at  the  pitch  line  of 
the  gear  teeth  is  28  miles  per  hour.  The  diameter  at  the  gear  pitch  line  is  34' 6  ins. 
This  high  speed  requires  special  provision  for  lubrication.  The  means  adopted 
consists  in  throwing  the  oil  in  several  jets  between  the  teeth  at  the  entering  side  by 
the  use  of  a  low  air  pressure. 

The  motor  has  a  gap  diameter  ot  26'8  ins.,  and  a  gross  core  length  of  11*8  ins. 
The  internal  dimensions  of  the  bearings  are  12  ins.  length  by  4  ins.  diameter.     These 


Fig.  323.    Siemens 


liberal  proportions  permit  of  employing  a  clearance  at  the  air  gap  of  only  0*07  ins. 
between  rotor  and  stator.  The  bearings  are  of  bronze,  lined  with  white  metal,  and  the 
lubrication  is  by  means  of  oil  and  ^icks. 

The  Y-connected  10,000-volt  winding  is  placed  on  the  stator,  as  shown  in  Fig.  329, 
and  consists  of  36  form-wound  coils  of  67  turns  per  coil,  assembled  in  72  slots.  There 
are  thus  4  stator  slots  per  pole  per  phase.  The  slot  insulation  consists  of  tubes  of 
mica.  Great  reticence  is  for  some  reason  observed  with  regard  to  the  thickness  ot 
the  slob  insulation  of  these  motors.  This  winding  is  stated  to  have  withstood  an 
insulation  test  of  22,000  volts  from  copper  to  iron. 

The  rotor  winding  is  a  Y-connected  wave  winding  consisting  ot  4  bars  per  slot  in 
90  half-closed  slots.  There  are  thus  5  slots  per  pole  per  phase.  Two  ot  the  terminals 
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ol  tbe  rotor  winding  are  carried  to  the  two  collector  rings  ebown  in  Fig.  826,  and  the 
remaining  terminal  is  grounded  to  the  core  of  the  rotor.  At  starting,  the  pressure  in 
the  rotor  winding  is  700  volts  between  terminals.  The  rotor  end  connections  are 
secured  against  centrifugal  force  b;  bronze  caps,  aa  shown  in  Fig.  926. 

Each  motor  weighs  4*1  metric  tons. 

Fig.  331  gives  a  diagram  of  the  electrical  connections  which  were  employed.  At 
starting,  and  for  speed  regulation,  rheostats  are  employed  in  series  with  the  rotor 
windings.     These  rheostats  are  of  the  metallic  type,  and  are  subdivided  into  24  steps. 

Exclusive  of  electrical  equipment,  the  weight  of  the  locomotive  is  24  metric  tons. 


Fig.  324.    SiEME.\B  AXD  Halske  High  Speed  Locomotive,  with  10,000-volt  Three-Phase  Motom. 

The  total  weight  of  the  electrical  equipment  amounts  to  16  metric  tons.  This  gives  a 
total  weight  of  40  metric  tons  for  the  locomotive  equipped  with  two  motors  and 
accessories.  Had  it  been  equipped  with  its  full  complement  of  four  4-1-ton  motors 
instead  of  with  only  two  such  motors,  the  weight,  with  a  reasonable  allowance  for 
increased  weight  of  auxiliary  electrical  gear,  would  have  been  increased  to  about 
68  tons,  or  say 

N  on -electrical  equipment  =  24  metric  tons. 

Electrical  „  =  28      „  ,, 

The  weight  of  the  electrical  equipment  would  thus  have  constituted  some  64  per  cent, 
of  the  total  weight  of  the  locomotive. 

The  published  reports  of  the  tests  on  this  locomotive  are  disappointingly  vague. 
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They  consist  in  stating  that  from  June  17th  to  26th,  1902,  the  voltage  and  periodicity 
were  increased  in  successive  tests,  beginning  with  some  25  cycles  and  6,000  volts,  and 


Fig,  326.      CUARACTEKISTIC  CUBVES  OF  10,000-VOI,T  MOTOKS  OF  THE 
SiBUBNS    AND    HaLIKE   IiOCOMOTIVE. 

runs  were  made  at  speeds  of  frora  34  to  62  miles  per  hoar.    The  last  test  was  made 

June  26th,  1902,  with  11,000  volts 
and  a  periodicity  of  42'5  cycles  per 
second,  when  a  railway  carriage  of 
SI  tons  weight  was  hauled.  A 
maximum  speed  of  65  miles  per 
hour  was  attained.  It  is  stated 
that  it  was  found  that  the  gearing 
still  ran  fairly  quietly,  and  that 
the  motors  operated  fairly  satis- 
factorily. It  is  stated  that  the 
locomotive  and  trailer  both  ran 
smoothly.  The  energy  consump- 
tion was  about  260  kilowatts. 
This  corresponds  to  an  output 
of  about  2B0  h.-p.  at  the  rims 
oE  the  driving  wheels.  The  loco- 
motive was  found  to  be  able  to 
start  from   rest  when  hauling   a 

load  of  some  90  tons,  making,  with  its  own  weight,  a  train  weight  of  ISO  tons. 
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The  chief  objecl  of  the  tests  was  to  demonstrate  the  practicability  of  employing 
polyphase  motors  wound  directly  tor  10,000-volts  pressure.     It  ia,  Iiowever,  highly 


Fig.  327.    Siemens  asd  Halske  10,000-volt  Thuee-Phase  Motor. 

improbable  that  the  use  of  10,000-volt  trolley  lines  will  become  necessary  even  in 
extensive  railway  projects.  The  heaviest  work  can  be  very  satisfactorily  and 
economically  carried  out  with  from  9,000  to  6,000  volts  at  the  trolley.      Nor  is  it  at 


Siemens  and  Halske  10,000-voi.t  Tiikee-Puase  Motoh 
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all  improb&ble  that  high  trolley  voltage  will  be  combined  with  the  use  of  continuottB 
cnrrent  motous.  The  practicability  of 
Buch  a  plan  has  been  maintained  by 
various  authorities.  In  1904,  one  of  the 
writers  worked  oat  auch  &  scheme  in 
order  to  make  a  comparison  with  a  high 
voltage  single-phase  scheme.^  The  result 
was  distinctly  in  favour  of  the  high 
voltage  continuous-current  system. 

At  that    time  the  proposition  met 
with  no  encouragement.      High  voltage 
continuous  current  for  traction  is,  bow- 
ever,  now  advocated  by  F.  J.  Sprague,' 
who  has  expressed  himself  as  follows  : — 
"  On  the  general  subject  of  alter- 
nating current    and    continuous-current 
operation,  I  beg  to  add  a  word.    AfTecting, 
as  it  vitally  does,  conductor  capacity  and 
Fig.  329.  Stator  OF  10,000-voi.T  SiEMENa  AKD       sub-station   distances,   it   is   unfortunate 
Halses  Tbree-Puase  Uotob.  that  Mr.  Scott  should  make  a  statement 

to  the  effect  that  500  volts  had  become 
the  standard,  and,  by  inference,  must  necessarily  be  the  limit  for  continuous-current 
operation,  for  although  the  New  York  Central's  rail  supply  will  be  at  650  volts,  its 
continuous-current  motors   are  guaranteed   for   750,  the   Berlin   Elevated  and  the 
Zveisimmen-Montreux  roads  are 
built  for  800  to  850 ;  reliable  com- 
panies in  Europe  are   supplying 
continuous-current  motors  wound 
for   1,000   volts,  and   it  may  be 
safely  assumed  that,  in  spite  of 
apparent  difSculties,  turbine  opera- 
tion of  comparatively  high  voltage 
continuous-current    dynamos     is 
not  an  impossibility." 

Two  months  later  in  a  letter 
to  the  Street  Raihcay  Journal,^ 
8pra<;ue  again  takes  this  matter 
up,  and  concludes  his  communi- 
cation as  follows : — 

"  To  that  end  I  beg,  therefore, 
to  announce  that  if  in  any  case,  after  considering  the  various  kinds  of  equipment 

'  "  The  Continuous -current  System  and  the  Single-phase  System  for  Traction,"  H.  M.  Hobarl, 
KUctrical  Review,  Vol.  LIV.,  pp.  698-695,  April  29tli,  1904,  and  pp.  765—767,  May  6th,  1904.  See 
also  "  Interurban  lilectric  Traction  Systems  ;  Alternating  versus  Direct  Current,"  P.  M.  Lincoln, 
Electrical  World  and  Engineer,  Vol,  XLII.,  pp.  951—955,  December  12th,  1903  ;  discussion  re  above 
articles.  Electrical  Hevieiv,  \o].  LIV.,  pp.  1031—1083,  June  24th,  1904. 

'  "An  Unprecedented  Railway  Situation,"  Sirtet  Uailwai/  Journal,  Vol.  XXVI.,  pp.  776,  776, 
October  21st,  1905. 

»  P.  1089,  December  28rd,  1905. 
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posBible,  it  abould  seem  from  an  analysis  of  all  elements  entering  into  the  problem 
that  a  comparatively  high  potential  continaons-eurrent  equipment  would  produce  the 


Pig.  331.    DiAORAU  OF  Electrical  CoNyEOTioNS  of  Sieueks 
ASD  ILvLSKE  10,000-voLT  Three-Phase  LocoMonvB. 

best  net  results,  I  am  prepared  to  engineer  and  carry  to  a  successful  conclusion  a 
continuous-current  installation  at  a  working  pressure,  even  on  a  third  rail,  of  not 
lesa  than  1,500  volts,  whicli  is  at  least  two  and  a-half  times  that  ordinarily  used. 


Fig.  333.    Siemens  asd  H.^lskb  High  Speed  Zosses  Motok  Cak. 
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"  I  believe  that  it  may  be  admitted  that,  althougli  I  have  oftentimes  taken  a  some- 
what radical  and  advanced  posilion  in  electric  railway  matters,  I  have  never  made  a  public 
proposal  which  I  have  not  been  ready,  when  called  upon,  to  carry  out.  and  Bhoald 
conditions  arise  warranting  an  equipment  such  as  is  proposed,  I  propose  to  establish  a 
new  and  necessary  comparative  standard  in  equipment  possibilities;  and  I  venture 
further  to  affirm  that  1,500  volts  is  not  the  limit  of  praelieal  continuous-current 
operation." 

In  view  of  this,  and  of  support  from  other  quarters,  it  is  evident  that  the  subject 
of  higher  voltage  for  continuous-current  traction  will  now  be  taken  up  with  more 
enterprise  than  has  heretofore  been  displayed  by  electrical  manufacturers,  and  the 
advocates  of  single-phase  traction  will  no  longer  be  able  to  confine  their  comparisons 
to  high  tension  alternating  current  voltages  on  the  one  hand  and  600-voit  continuous- 
current  third  rail  voltages  on  the  other. 


S.  iC  H.  and  A. E.G.  High  Speed  Zonsen  Motor  Curs. 

In  the  principal  tests  carried  out  at  Zossen  in  1903,  two  motor  cars  were  used. 
These  two  cars  were  built  respectively  by  the  firms  of  Siemens  &  Haltike  and  the 


Fig.  334.    A.E.G.  Hion  Si-ebu  Motor  Car. 


Allgemeine  Elektricitats  Gesellsehaft.  The  former  is  illustrated  in  Figs.  SS2  and 
S88,  and  the  latter  in  Figs.  884  and  835.  In  each  case  the  equipment  consisted  of 
four  gearless  three-phase  motors  of  a  normal  rating  of  250  h.-p.  per  motor,  and  a 
maximum  output  of  750  h.-p.  per  motor.  These  motors  were  supplied  from  the 
secondaries  of  step-down  transformers  carried  on  the  car.  The  primary  current  during 
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the  extra  high  speed  tests  was  of  a  periodicity  of  50  cycles  per  second  at  a  presBure  of 
10,000  volts.     The   S.  &   H.  car  had   a   complete   weight   oE   77  metric   tons,  and 


employed  a  secondary  pressure  of  1,150  volts  at  tlie  slip  rings  of  the  rotors  wliich 

carried  the  motor's  primarv  winding.     The  .^.E.G.  car  weighed  90  metric  tons,  and 
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employed  a  Becondary  pressure  of  435  volts  at  the  terminals  ol  the  motor's 
primary  windings,  which,  in  their  design,  were  located  on  the  stator.  The 
S.  &  H.  motors  weighed  82  metric  tons  each,  and  the  A.E.G.  motors  weighed 
4-1  metric  tons  each.  The  driving  wheels  of  both  cars  were  of  49'2  ins.  (1,250  mm.) 
diameter. 

Considerable  confusioQ  exists  as  regards  the  weight  of  these  cars.  As 
originally  constructed  the  Siemens  and  Halske  car  weighed  some  77  toim,  to 
judge  from  statements  appended  to  a  number  of  the  test  curves.  To  the  A. E.G. 
car  a  weight  of  some  90  tons  is  ascrilied  in  most  instances.  The  tests  extended  over 
several  years  (1901  to  1908),  and  in  consequence  of  structural  modifications  made 


Fig.  336,    S.  &  U.  Motor  for  Ilioii  Speed  Zossen  Motor  Cae. 


during  this  period,  the  weights  of  both  cars  are  generally  quoted  as  some  93  tons 
during  the  latest  tests.  This  increased  weight  may,  however,  he  partly  ascribed  to 
the  weight  of  the  personal  and  to  the  artificial  load,  these  factors  being  different  on 
different  occasions. 

The  8.  &  H.  motors  were  mounted  rigidly  upon  the  driving  axles,  as  shown  in 
Pig.  386,  while  the  A.E.G.  motors  were  mounted  on  a  hollow  shaft  and  were  spring 
supported  from  the  driving  wheels,  as  may  be  seen  from  the  drawing  in  Fig.  837. 
Fig.  838  is  a  photograph  of  the  spring  supporting  gear. 

Fig,  839  shows  a  pholosraph  of  the  S.  &  H.  rotor  rigidly  mounted  on  the  shaft, 
and  carrying  the  primary  winding,  and  Fig.  340  shows  a  photograph  of  the  A.E.G. 
rotor  mounted  on  a  hollow  shaft  and  carrying  the  secondary  winding.  Fig.  341  shows 
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Mg.  337.    A.E.G.  Motor  for  Hioh  Speed  Zo.ssbs  Motor  Cab. 


Fig.  338.     Spriso  Suppoktexo  Gear  for  A.E.O.  Motor. 


Fig.  3aa.    KoTOR  OF  Motor  of  S.  &  II.  Zossen  Motor  Car. 
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Fig.  341.    EoTon  OF  Motor  ok  A.E.O.  Zossex  Cak  is  Pl.^ce  <i 


Fig.  3-12.    Statob  Cokb  akd  Seconbaby  Windi; 

OF  MoToii  OF  S.  &  II.  ZossES  Motor  Car. 
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a  photograph  of  the  latter  rotor  in  place  on  the  axle.     Here  again  the  method  of 
spring  support  from  the  driving  wheels  may  be  seen.    A  photograph  of  the  S.  A.  II. 


Fig.  343.     A38BMni.ED  MoTOH  OF  A.E.G.  Hioii  Sfbbs  Zoshen  Motor  Cab. 

Btator  core  and  secondary  winding  is  shown  in  Fig.  342.    An  asBemhled  A.E.G.  motor 
is  ahown  in  the  photograph  in  Fig.  34S. 


ROLLING  STOCK  FOR  MONO-RAIL  TRACTION  SYSTEMB. 

The  writers  are  of  opinion  that,  so  far  as  there  is  any  future  for  mono-rail  traction, 
somewhat  better  prospect  of  success  rests  with  systems  designed  for  underslung 
rolling  stock.  The  Langen  mono-rail  system  falls  under  this  heading,  and  has  already 
undergone  a  certain  amount  of  practical  development.  In  the  space  at  our  disposal 
it  will  be  necessary  to  forego  any  complete  description  of  this  very  interesting  system. 


iiziniiiczM 


Fig.  344.    Method  of  Susi 


J  Caiikiaoe  or  Laxoen  Moso-rail  System. 
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The  chief  advantage  of  the  syBtem  consists  in  the  possibihty  of  traversing  fairly 
sharp  curves  at  high  speed.    The  cars  take  the  due  inclination  automatically  in  virtue 
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of  the  centrifugal  force.    As  the  paseengers  are  subject  to  the  same  force,  they  do  not 
experience  any  disturbance.    Indeed,  it  is  claimed  that  they  are  not  able  to  ascertain 


whether  the  car  is  running  on  a  curve  or  on  a  straight  Una  unless  they  look  out 
through  the  windows. 
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Fig.  844  shows  drawings  of  the  suspension  of  a  carriage.     The  suspension  is 
designed   to  prevent   the  carriage   from  leaving   the  rail   under  any  circumstance. 
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Fig.  345  gives  the  transverse  and  longitudinal  sections  of  the  carriages  working  at 
Elberfeld,  and  Fig.  346  shows  one  of  the  terminal  stations. 

The  principal  data  of  these  carriages  are  given  in  Table  CVI. 
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Table  CVI. 

Principal  Data  of  a  Carnage  of  the  Langen  Mono-rail  System. 

Length  between  buffers 89  ft.  5  in. 

Width 7  ft.  4  in. 

Distance  between  the  axles  of  the  bogies 22  ft.  6  in. 

Distance  between  the  wheels  of  a  bogie 8  ft.  9  in. 

Weight  of  a  completely  equipped  car  with  all  seats  occupied .         .                 .16  tons 
Seating  capacity       .         .         .• 48  passengers 


L____    I .,J 


-t-- 


A 


A 


Fig.  350.    Supporting  Structure  for  the  Berlin  Project  for  a 
Langen  Mono-rail  System  (Scale,  1 :  50). 
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The  carriages  at  Elberfeld  are  each  equipped  with  two  continuous-current  600- volt 
motors  with  a  capacity  of  35  h.-p.  each.  It  is,  however,  only  during  acceleration  that 
the  motors  are  required  to  develop  their  rated  load ;  at  an  average  speed  of  24  miles 
per  hour  the  required  power  amounts  to  23  h.-p.  for  each  motor. 

The  cars  which  were  proposed  for  a  projected  railway  for  Berlin,  as.  shown  in 
Fig.  347,  were  designed  for  a  capacity  of  85  passengers  each,  and  for  a  maximum 
speed  of  34  miles  per  hour.  For  this  project,  the  schedule  speed  works  out  at  about 
18  5  miles  per  hour,  and  the  average  distance  between  stops  is  about  half  a  mile.  The 
loaded  weight  per  car  was  estimated  as  24  tons,  and  each  was  to  be  equipped  with  two 
motors  of  a  maximum  capacity  of  100  h.-p.  per  motor. 

The  rails  are  carried  by  a  framework  resting  on  iron  supports  of  suitable  form, 
which  is,  of  course,  varied  in  accordance  with  the  construction  of  the  line,  as  regards 
crossing  over  existing  railways,  tramways  or  rivers  or  public  roads,  or  whether  it  must 
pass  into  a  brick  tunnel  or  an  iron  tube. 

The  framework  of  the  railway  is  so  constructed  as  to  involve  a  minimum  of 
obstruction  of  light  for  the  streets.     The  cars  operate  very  smoothly  and  quietly. 

Fig.  348  and  Fig.  349  show  the  sections  of  the  railway  as  projected  to  pass  over  a 
river  and  over  a  street.  Both  forms  were  employed  on  the  Barmen-Elberfeld- 
Vohwinkel  Eailway,  and  have  stood  the  test  of  practical  use  very  satisfactorily.  The 
projected  railway  for  Berlin  was  to  be  made  as  far  as  practicable  on  the  lines  of  a  quite 
different  design,  as  shown  in  Fig.  350.  On  this  plan,  two  beams  with  a  sway-bracing 
between  them  are  substituted  for  the  framework. 

The  station  platforms  are  usually  only  about  16  feet  above  ground  level,  and  lifts 
are  therefore  not  necessary. 

It  is  stated  that  on  curves  of  not  less  than  250  feet  radius,  the  resistance  does  not 
exceed  that  on  straight  lines,  and  that  as  a  consequence  the  power  required  for 
maintaining  a  given  schedule  speed  is  considerably  lower  than  on  other  railways.  It 
is  also  stated  that  sharp  curves  may  be  traversed  at  a  speed  more  than  twice  as  high 
as  with  standard  railways. 


A  STUDY  OF   THE   RELATIVE   WEIGHTS  AND  COSTS  OF  OEARLESS 

AND  GEARED   EQUIPMENTS. 

The  question  of  gearless  versus  geared  motors  involves  a  consideration  of  the 
relative  weights  and  costs  of  the  two  equipments,  aside  from  the  weight  and  cost  of  the 
remainder  of  the  locomotives.  It  also  involves  questions  of  design,  diameter  of  driving 
wheels,  etc.,  owing  to  the  limitations  of  space  available  for  the  motors.^  In  fact,  the 
choice  of  ratio  of  gearing  is  restricted  to  fairly  narrow  limits  by  these  and  other 
considerations  which  we  propose  to  now  set  forth. 

Let  us  first  study  the  relation  of  the  weight  of  an  electric  railway  motor  to  its 
rated  speed  and  rated  capacity.     In  an  article  entitled  **  Heavy  Electric  Eailroading  " 

^  For  passenger  railway  carriages  with  motors  on  trucks,  the  diameter  of  the  driving  wheel  is 
necessarily  small  (generally  33  ins.) ;  but  in  the  case  of  locomotives  the  diameter  of  the  dri\H[ng  wheel 
should  be  determined  upon  with  especial  care,  and  one  of  the  determining  factors  should  be  the 
limitations  of  space  available  for  the  motors. 
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on  p.  860  of  the  Electrical  World  and  Engineer  for  November  18th,  1905,  Valatin 
has  given  interesting  data,  from  which,  together  with  data  from  other  sources,  we  have 
deduced  the  following  results. 

The  "weight  coefiScient "  may  be  defined  as  follows  : — 

,^  .  . Bated  horse-power  (1-hour  75  degrees  Cent,  basis) 

eig     coe    cien    —  ^ygjgjj^.  j,^  metric  tons  (exclusive  of  gearing)  X  speed  in  r.p.m. 
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Speed  of  Motor  in  Rey^.perMiti. 

Fig.  351.    Curves  showing  Variation  of  Weight  Coefficient  of  Bailway  Motors, 

WITH  Speed  in  Eevolutions  per  Minute. 


Then  for  continuous-current  railway  motors  of  from  500  to  1,000  volts  we  have  tlie 
rough  representative  values  for  the  weight  co-eflBcient  shown  in  Table  CVII. 


373 


ELECTRIC    RAILWAY   ENGINEERING 


Table  CVII. 
Weight  Coefficients  of  Contiiiiious  Current  Railway  Motors. 


Bated  Output  in 
Horse-power. 


75 
150 
300 


Horse-power 
Weight  Coefflcient  Metric  Tons  x  RP  M  ^^^  Following  Bated  Speeds  :- 


200  B.P.M. 


400  B.P.M. 


000  RP.M. 


800  B. P.M. 


0-065 
0-085 
0-12 


The  values  have  been  plotted  in  Fig.  351,  which  gives  curves  showing  the  relation 
between  speed  and  weight  coefficient  for  motors  rated  at  75,  150,  and  300  h.-p. 

This  gives  us  for  the  total  weight  of  motors,  exclusive  of  gearing,  the  values  shown 
in  Table  CVIII. 

Table  CVIIL 
Total  Weights  of  Continuous  Current  Railway  Motors,  exclusive  of  Gearing, 


Bated  Output  in 
Horse-power. 


Total  Weight  of  Motor  (exclusive  of  Gearing)  in  Metric  Tons  for 
Following  Bated  Speeds : — 


200  R P.M. 


80O  B.P.M. 
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Fig.  352. 


CUBVES  SHOWTNQ  VabLITIOX  OF  THE  TOTAL  WEIGHT  OF  EaILWAY  MoTOBS,   WITH 

Speed  axd  Eevolutions  peb  Minute. 
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These  values  liave  been  plotted  in  Fig.  352,  giving  curves  showing  the  relation 
between  speed  and  weight  for  motors  of  75,  150,  and  300  h.-p. 

Single-phase  commutator  railway  motors  will  weigh  considerably  more  than  the 
above  values,  and  three-phase  railway  motors  may  weigh  considerably  less. 

Valatin's  data  constitute  a  valuable  source  of  reference,  and  are  therefore 
reproduced  in  Table  CIX.,  by  permission  : 

Table  CIX. 
Valatin's  Data  for  Railway  Motors. 
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1-360 

1-22 

0-096 

3 

Siemens  9s.  Halske, 

D.  17/eo 
Westinghouse  "  56  " 

Berlin  Elev.and  Subway 

60 

800 

750 

Geared 

1:4 

1-57J 

1-40      0-054 

• 

4 

^_ 

75 

490 

__ 

Geared 

— 

1-940 

1-80 

0-085 

1 

5 

Siemens  6t  Halake, 

85 

720 

750 

— 

Geared 

— 

1-750 

1-55 

0-076 

o 

19/30 

9g 

6 

General  Electric  Go. 

C.L.    Ry.   motor    car. 

100 

475 

500 

— 

Geared 

1:27 

— 

1-82 

0-116 

43 
0 

first  tyi)e 

3 

7 

We8tinghou8e"56" 

150 

550 

— 

— 

Geared 

— 

2-400 

2-25 

0121 

8 

Oerlikon . 

Freiburg-Musten    Line 

150 

400 

750 

Geared 

1:4 

3-050 

2-70 

0  139 

V 

motor  car 

c 

9 

Gen.     Elec      Co., 

C.L.  Ry.,  geared  loco.  . 

150 

500 

500 

— 

Geared 

1:3-3 

— 

2-46 

0122 

6 

"G.E.  55A" 

10 

Gen.      Elec.      Co., 
"G.E.  56" 

C.L.  Ry.,  gearless  loco. 

170 

165 

500 

— 

Direct 

— 

^■~ 

5-42 

0-190 

11 

Siemens  k  Halske, 
D.  25/50 

— 

210 

520 

— 

Direct 

— 

-^ 

4  10 

0-098 

,  12    General  Electric  Co. 

N.Y.C.and  H.R.R.loco. 

550 

300 

600 

— 

Direct 

— 

— 

6-0 

0-367 

flS  ,0«rlikon 

Experimental  motor     . 

35 

1000 

200 

25 

Geared 

— 

100 

0  035 

street  iJy.  Jour., 

. 

1905,  IV.,  8. 

t 

14 

A.E.G.  Unlon,W.E. 

Stnbaithal  motor  car    . 

40 

800 

550 

40 

Geared 

1:5-07 

— 

1-39 

0-036 

Elek.  Bnh.u.  Bet., 

81 

1905,  p.  297. 

15 

Gen.     Elec.      Co., 

Schenectady     Ballston 

50 

— 

200 

25 

Geared 

1:3-74 

— 

— 

— 

■*   1 
.   1 

G.E.A.  604 

Line 

E 

16 

Gen.     Elec.      Co., 

Bloomington,   Pontiac, 

75 

700 

200 

25 

Geared 

1:4-3 

— 

1-9 

0-056 

Street  Ry.  Jour., 

a 

G.E.  A.  605 

and  Joliet  Line 

1905. 

©- 

17 

Siemens-Schuckert 

Murhau-Oberammergau 

100 

530 

270 

16 

Geared 

1:5 

— 

— 

Elek.  Bah.  u.  Bet., 

1 

1905,  p.  383. 

18 

A.E.G.  Union 

Spindlersfeld  Railway . 

100-120 

80O 

6000 

25 

Geared 

— 

2*360 

210 

0-059- 

*     M^ 

1 

s 

0071 

"S 

19 

Westinghouse 

Swedish  Govt.  loco.      . 

150 

1270 

200 

25 

Geared 

l:3-R8 

— 

2-50 

0-047 

s 

20 

Oerlikon . 

Proposed  loco. 

200 

650-1000 

— 

15 

Geared 

— 

— 

300 

0103. 

Street  By.  Jour., 

72 

0-066 

1905,  IV.,  a 

121 

Westinghouse 

Experimental  loco. 

225 

300 

140-325 

— 

Geared 

1:5-27 

— 

— 

Street  Ry.  Jour. 

•22 

Brown-Boveri 

Burgdorf-Thun  mot.  car 

60 

600 

750 

40 

Geared 

1:3 

1-60 

0-066 

Siegfried    Hertog 
die  EUk.  Anla- 
gen  der  Schtceiz. 

23 

Brown-Boveri 

Burgdorf-Thun  loco.     . 

150 

300 

750 

40 

Geared 

1:1-88 

— 

4-00 

0-125 

24 

Brown-Boveri 

Jungfrau  loco. 

120 

760 

500 

88 

Geared 

— 

2-10 

0-076 

25 

Siemens  A  Halske . 

MarienCeld    -    Zossen  j 
High  Speed  Railway  1 

250  n. 
760  m. 

900 

1150- 
1850 

45-50 

Direct 

— 

— 

3-20 

0080 
0-240 

26 

A.E.G.     . 

Maiienfeld    -    ZosNeii  j 
High  Speed  Railway  1 

250  n. 
750  m. 

}960 

435 

50 

Direct 

— 

4-08 

0064 
0192 

jr 

27 

Ganz  &  Co.     . 

Wollersdorfer  loco. 

75 

600 

8000 

42 

Geared 

1:6 

1-440 

1-07 

0-118 

E 

28 

Ganz  &  Co.     . 

Canada  motor  car 

120 

750 

1100 

25 

Qearwd 

1:3-27 

— 

1-76 

0091 

5 

A 

29 

Ganz  &  Co.     . 

Port  Madoc  loco. 

180 

750 

600 

50 

Geared 

1:3 

1-61 

0-149 

and  driv. 

^^ 

coup,  rod 

1    SO 

Ganz  &  Co.     . 

Valtellina  old  loco. 

225 

128 

3000 

15 

Direct 

— 

4-90 

0-358 

31 

GaDz  &  Co.     . 

Valtellina  motor  car     . 

250 

300 

3000 

15 

Direct 

— 

3-80 

0-219 

1 

82 

Ganz  dc  Co.     . 

Proposed    loco.    Inter- 
urban 

400 

168 

2000 

14 

Coup,  rod 

-^ 

■" 

6-96 

0-343 

•*< 

88 

Ganz  &  Co.     . 

Proposed     motor     car 
Intcrurban 

350 

900 

8000 

30 

Geared 

1:3  1 

2-800 

2-55 

0152 

34 

Ganz  k  Co.     . 

Proposed  loco. 

600 

225 

3000 

15 

Direct-con. 

— 

— 

6-70 

0  398 

85 

Ganz  k  Co.     . 

New     Valtellina    loco. 

GOO 

225 

3000 

i5 

Coup,  rod 

— 

8-15 

0-327 

without  cascade  motor 

36    Ganz&Co.     . 

New     Valtellina    loco. 

450 

112-5 

3000 

15 

Coup,  rod 

— 

12  40      0-322 

with  cascade  motor 

187    Ganx&Co.     . 

Italian  Htate  Railways . 

1500           225 

"" 

— 

I 

— 

—— 

13-10 

0-51       1 

1 
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One  may,  for  rough  preliminary  estimates,  take  the  weight,  inclnding  gear  and 
gear  ease,  at  a  15  per  cent,  higher  value  than  the  weights  in  Table  CVIII.,  although  the 
precise  i)ercentage  is,  of  course,  a  function  of  the  power  to  be  transmitted,  the  ratio  of 
gearing,  and  the  design  of  the  gear  and  gear  case. 

Taking  for  the  present,  the  weight  without  gear  and  gear  case  and  confining  our 
attention  to  continuous-current  railway  motors,  we  may  transfer  our  ideas  from  weight 
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Fig.  353.    Curve  Showing  relation  of  Weight  of  Motor  in  Metric  Tons 
TO  D'x^  OF  Armature  for  Continuous  Current  Railway  Motors. 

to  volume  by  a  consideration  of  the  curve  in  Fig.  358.  This  curve  conforms 
sufficiently  to  good  modern  practice  to  serve  our  purpose  of  arriving  at  the  approximate 
limiting  quantities. 

DS=  diameter  of  armature  at  air  gap  in  centimetres. 

A^  =  gross  length  of  armature  core  between  end  flanges  in  centimetres. 

By  means  of  this  curve  we  may  obtain  the  values  set  forth  in  Table  CX. 


Table  CX. 
Values  of  D^Xg  for  Continuous-current  Railway  Motors. 


Rated  Output  in 
Home-power. 

D^Xg  of  Contlnuous-cun-ent  Railway  Motors  for  Following  Rated 

Speeds  in  R.P.M.  at  Rated  Loads. 

DS  and  \g  are  expressed  in  Centimeti-es. 

1 

200  R.P.M. 

«OOR.P.H.              600  R.P.M. 

> 

800  R.P.M. 

75 
150 
800 

91,000 
145,000 
235,000 

61,000 
100,000 
158,000 

51,000 

90,000 

136,000 

50,000 

85,000 

123,000 

The  armature  diameter  for  single  reduction  geared  motors  will  generally  be  equal 
to  from  85  per  cent,  to  65  per  cent,  of  the  diameter  of  the  driving  wheels.  We 
may  take  50  per  cent,   as   a   mean   value   for  the  purpose  of  arriving  at  general 
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conclasions.    This  value  will  also  be  fairly  representative  for  gearleBs  motors.    For  given 
diameterB  of  driving  wheels,  and  for  motors  of  given  wei<^lit,  we  can  therefore  deduce 


iYs/gAi  ofMoCoriexcksirerf'Gaarmi)in  /^ric  ^na 

Pig.  334.  CUKVKs  SHOW  I  NO  Vaipes  of  Gross  Coke  Length  of 
Abjiature  for  VAHiors  Weights  of  Motors  asd  Diameters  of 
Dhu-ing  Wheels.    (.Sre  Table  CXI.) 

the  value  of  A^,  the  gross  core  length.    The  gross  core  length  ia  shown  in  centimetres  in 
'fable  CXI,,  and  in  the  curves  of  Fig.  354,  it  is  plotted  in  inches. 


Gross  Length  of  Core  in  Centimetres  (\g)   of  Motors  of  rarious   Weights,  for  Driving 
Wheels  of  various  Diameters,  taking  D  ^  0"5  X  Diameter  of  Driving  Wheel. 


!». 

Dtamstei  of  Driving  Whoel  In  Inch 

«. 

r4' 

30, 

32. 

Jli   '«■ 

38. 

«.         4.. 

44.    ,     4«.         ,S. 

60. 

70. 

80.           1 

ri4 

50.000 

34-5 

30-3 

26-9 

24 

21-5 

1 

19-4  !  17-6 

160  14-6  113-5 

12-4    10-2 

861 

6-82 

4-85 

1 

1-56 

50,600 

1<4'8 

30-7 

27-2 

24-2 

21-7 

19-6;  17-8 

16-2    14-8  '  136 

12-6  ,  10  3 

8-7 

6-40 

4-91 

= 

1-71 

60,800 

"ITo 

36-6 

32-.'i 

28-9  1  25-9 

28-4   21-2 

19-8  17-7   16-3 

14-9 1 12-8 

10-4 

7-63 

5-86 

t 

2-2 

85,500 

58-6 

5TT 

45T 

"WT  86-5 

880 ,  29-9 

27-2   249   22-9 

21-1    17-4 

14'6 

10-7 

8-25 

r 

2-3 

90,300 

62.3 

54-7 

48B 

48-8   38.8 

.IfrOiSI-S 

28-9  26-4  24-3 

22-4  1  18-4 

15-5 

11-4 

8-75 

1 

2-5 
31 

100,000 
122,500 

60-6 

.^8'8 

48-0   43'0 
587   52'6 

BtTT  35-2 

32-0   29-3   28-9 

24-8   20-4 

17-2 

12-6 
155 

9-7 
11-9 

47-5  laT 

39-a   35-8   33-0 

30  4   25  0   21-1 

0 

S-8 

185,000 

158-0 

523   47-5 

48-2   3a-5   36-4 

33-4    27-6   28-2 

17-1 

131 

8-6 

145,000 

63-4 

56-1   51-0 

46-5   42-5   391 

36-0  29-6 

24-9 

18-4 

141 

i 

3-8 
5'6 

157,000 
235.000 

60-8   55-3;  50-3   46-0   42-3 
;         1           63-3 

Wv.  32-1 

27  0 

19  9 

29-7 

15-2 

22-8 

1 

58-2 '  43-0 

46-5 

1 

Values  below  the  hetn 

■  black  lines  refer  to  genrle 

H  motors  only. 
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As  a  very  rough  guide,  but  as  one  which  will  enable  us  to  arrive  at  certain 
approximate  conceptions,  let  us  take  the  length  of  the  motor  over  its  frame  as  equal,  for 
gearless  motors,  to  twice  the  gross  core  length,  and  as  equal  to  three  times  the  gross 
core  length  for  geared  motors,  as  the  latter  require  independent  bearings.  These 
figures  have  been  chosen  after  examining  the  dimensions  of  a  number  of  traction 
motors.  For  gearless  motors  the  ratio  is  generally  near  2,  and  for  geared  motors  it 
varies  from  3  to  4*5.  The  larger  figures  are,  however,  for  standard  motors  of  several 
years  ago,  the  most  modern  designs  making  the  length  over  frame  more  nearly  3 
for  geared  motors.  Hence  we  have  chosen  the  latter  figure  as  a  basis  for  comparison. 
The  length  over  frame  does  not  include  the  gearing,  which  latter  generally  occupies 
some  5  to  8  ins.  axially. 

Confining  our  attention  to  the  standard  gauge  of  4  ft.  8^  ins.,  it  will  not  be 

practicable  to  allow  more  than  50  ins.  of  overall  width  of  motor  frame  for  gearless 

motors,  or  more  than,  say,  48  ins.  for  geared  motors.     In  the  latter  case,  the  remaining 

space  is  occupied  by  the  speed  reduction  gearing.     The  maximum  gross  core  length 

50 
of  a  gearless  motor  which  can  be  got  in,  is  thus  —   =    25  ins.,   and   for   geared 

43 
motors  -Q-  =  14  ins.     The  heavy  line  in  Table  CXI.  indicates  the  limit  for  geared 

motors,  all  core  lengths  above  this  line  being  less  than  14  ins.,  and  no  core 
length  is  included  which  is  greater  than  25  ins.,  the  limit  for  gearless  motors. 
The  precise  value  of  all  such  limitations  is  a  matter  of  detail  designing,  whereas 
our  present  object  is  to  arrive  at  a  broad  view  of  the  general  nature  of  the 
limitations. 

We  are  now  able  to  construct  Table  CXII.  and  Fig.  855,  which  show  us  for  any 
given  weight  of  gearless  motor  the  minimum  practicable  diameter  of  driving  wheel, 
and,  in  a  similar  way.  Table  CXIII.  and  Fig.  856  for  geared  motors. 


Table  CXII. 

Overall  Length  of  Frame,   in   Inches,   of    Gearless   Motors    of  various    Weights   for 

Driving  Wlieels  of  various  Diameters. 


.a  c  « 

60—  g 

Diameter  of  Driving  Wheel  in  Inches. 

Total  Wc 

of  Moto 

Metric  T 

mkg. 

SO. 
27-2 

32. 

23-9 

84. 

21-2 

86. 

18-9 

88.    1    40. 

1 

16-9  ,  15-3 

42. 

18-7 

44. 

46. 

48. 

10-6 

60. 

55. 

<o. 

70. 

80. 

s 

#4 

1-44 

50,000 

12-6   11-5 

9-76 

8-03 

6-78 

4-98 

8-82 

1-56 

50,600 

27-5 

24-2 

21-4 

191 

17-1 

15-4 

14-0 

12-7   11-6 

10-7 

9-83 

8-11 

6-85 

5-04 

3-87 

^4 

1-71 

60,800 

32-8 

28-8 

25-6.  23-7   20-4 

18-4 

16-7   15-2   13-9 

12-8 

11-7 

9-70 

8-20 

601 

4-60 

«4 

2-2 

85,500 

461 

40-5 

86-0  321   28-7  I  26-0  235   21-4   19-6 '  180 

16-6 

13-8 

11-5 

8-42 

6-50     S 

6-90  ;£ 

2-3 

90,800 

490  43-1 

38-8 

35-7   30-6 

27-5   25-0  22-7   20-8   191 ,  17*6 

14-5 

12-2 

8-97 

2-5 

100,000             47-7 

42-4 

37-8   33-9 

30-5 

27-7 

25-2   281   21-2  ;  19-5 

16-1 

13-5 

9-9 

7-64  >o 

31 

122,600 

46-2   41-4 

37-4 

34-0 

30-8  28-2 

260  23-9 

19-7 

16-6 

122 

9-36 

5 

8-8 

135,000 

45-6 

41-2 

37-4 

34-0  31-1 

28-6  26-8 

21-7 

18-8 

18-5 

10-8 

a 

8-6 

145,000 

49-8 

44-1 '  40-1 

36-6  33-4  1  30-8  :  28-3     28-8 

19-6 

14-5 

111     1:^ 

3-8 

157,000 

'  47-9   43-6 

39-6  ;  36-2   38-3   30-6 

25-8 

21-8     16-7 

120      t 

5-6 

235,000 

1  49-8 ,  45-8 

!        i 

83-9    '31-9 

1 

23-4 

180    J I 
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Tablb  CXIII. 
Overall    Length    of   Frame,   in   Inches,   of   Geared    Motors   of  various    il'eights  foi 
Driving   Wheels  of  variotis  Diameters. 


i^' 

Mr  of  Drivlnit 

lit       Dn,. 

5^1 

g=s 

so. 

32.         84.         86.    1    3V 

22-9 

42.    1     44, 

41. 

48. 

M. 

M. 

*>.    (      70, 

80. 

144 

50.000 

40-7 

8S-8   .11-8 

28-3  '  25-4 

20-8 '  18'9 

17-3 

15-7 

14-6 

12-1 

10-2 

7-47 

5-73 

1 

1-66 

50,600 

41-2 

86-2   82-2 

■28-6 1  25'6 

23-1121-0   19-1 

17-5 

16-1 

14-9 

12-2 

10-3 

7-66 

5-8 

1-71 

60,300 

48-2  ,  38-4 

38-0 ;  30-6 

27-6   25-1 

22-8 1 20-9 

19-8 

17-6 

14-5 

12-3 

902 

6-91 

B 

2-2 

85,000 

481 

39-0 1  3.'j-3 

3-2-l:29-4 

271 

24-9 

20-6 

17-2 

12-6 

9-75 

B 

2-8 

go,300 

41-3,37-6 

34-2   31-2 

28-7 

26-5 

21-7 

18-8 

185 

10-8 

i 

2-5 

100,000 

41  B 

37 '8   34-6 

81-8 

29-3 

241 

20-8 

I4'9 

11-4 

SI 

122,500 

42-8 

39-0 

85'9 

29-5 

24-9 

18-3 

141 

s 

3-8 

185,000 

48-0 

89-5 

27-4 

220 

155 

s 

8-6 

146,000 

42-5 

35-0 

29-4 

21-7 

16-7 

8-8 

157,000 

38-0 

820 

23-5 

18'0 

B 

56 

285,000  : 

i 

35-1 

26-9 

; 

Ab  already  suggested,  these  results  are  controlled  by  our  fundamental  assumptioiiB, 
which  can  only  be  general.     Cases  will  be  found  where  greater  weights  of  motor  are 


m/^tof^otor  In  M'^rk  Tons. 


Fig.  355.  Curves  for  Gearless  Motors,  showino  Overail  I.enoth  of 
Motor  Frame  for  various  Motor  'Weights  and  Diameters  of 
Driviso  WiiEEi.a.     (See  Table  CXU.) 


associated  with  given  driving  wheel  diameters ;  nevertheless  it  is  instructive  to  examine 
the  tendencies  at  work.  The  limitations  here  arrived  at  are  of  a  general  order,  which 
vill  lead  to  a  sound  design  without  undue  crowding  of  parts,  and  without  resorting  to 
unusual  designs  as  regards  form  of  motors  or  their  location. 

The  diagrams  in  Fig.  S57  have  been  constructed  from  the  diagrams  in  Figs.  855 
and  356,  and  show  us,  for  motors  of  75,  150,  and  SOO  h.-p.  reBpectiveiy,  the  relation 
between  the  limiting  lowest  armature  speed  at  rated  output  and  the  driving  wheel 
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'liameterM.  The  limitin;^  lowest  speed  is  determined  by  reference  to  Fig.  352,  which 
gives  a  connection  lietwesn  the  weight  and  speed  of  the  motor.  From  Figs.  855  and 
356  we  can  ascertain  what  is  the  weight  of  the  heaviest  mofjr  that  can  be  need  with 
a  given  driving  wliecl,  and  then,  referring  to  the  curves  of  Fig.  352,  we  obtain  the 
mot^jr  speed  eorresjKmding  to  tliis  weight.  In  this  way  we  have  plotted  the  Umiting 
lowest  Bi>eed  practicable,  agaitii^t  tlie  diameter  of  driving  wheel  for  75,  150,  and 
300  h.-p.  gearlfcws  motors  in  the  upper  horizuntal  set  of  curves  in  Fig.  357.  For  geared 
motors  we  assume  tliat  the  gearing  occupies  7  ins.,  or  15  per  cent,  of  the  length 
between  wheels,  the  maximum  available  length  for  the  motor  frame  being  thus  43  ids. 


Weight  of  Motor  (Exclusive  of  Gearing)  in  Mefic  Tens. 

Fig.  358,  Curves  for  Oeabed  Motors,  showinq  0^'ERALL  Lenoth  of 
Motor  Frame  for  tariocs  Motor  Weiohts  aiiT)  Diameters  of 
Drivixo  Wheem,    {Set  Table  0X171.) 

Hence  we  have  set  this  as  the  limiting  motor  frame  length  in  Fig.  856,  and  have 
derived  in  a  similar  way  to  that  just  described  for  gearless  motors,  the  lower  horizontal 
set  of  curves  in  Fig.  357,  showing  the  lowest  speeds  practicable  with  various  driving 
wheel  diameters  for  motors  of  75,  150,  and  300  h.-p. 

The  limiting  highest  speed  ia  partly  a  question  oE  commutation  and  partly  a 
question  of  mechanical  design,  in  which  a  leading  consideration  is  the  design  of  the 
reduction  gearing.  The  ordinary  series-wound  railway  motor,  when  running  at  light 
loads,  attains  a  speed  of  the  order  of  twice  its  speed  at  its  rated  output.  It  would 
tlierefore  appear  reasonable  to  assign  the  following  values  as  the  highest  limiting 
speeds  at  rau-A  loads  : — 

7.1  h.-p 800  r,p.m. 

ir,Oh,-p 600      „ 

300h,-p 400      „ 

We  have  now  the  highest  limiting  speed,  and  the  lowest  limiting  speed  as  a 
function  of  the  driving  wh^el  diameter,  for  motors  of  75,  100,  and  300  h.-p.  In 
Tables  CXIV.,  CXV.,  and  CXVI.,  we  have  set  out  the  practicable  motor  speed  in  revolu- 
iions  per  minute  necessary  to  give  riitining  speeds  ranging  upwards,  from  15  miles 
per  hour  with  driving  wheels  of  diameters  from  80  ins.  upwards,  these  three  tables 
relating  respectively  to  75,  l.iO  and  300  h.-p.  motors. 
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Table  CXVL 

Speeds  of  SOO-h.-p.  Motor  for  rariotia  Locomotive   Speeds  in  Miles  per   Hour   and 

various  Driving  Wheel  Diameters. 


Ratio  of  Gearing. 

Diameter  of 
Driving 
Wheel  in    j 
Inches.     ' 

1  :1. 

1:2.     * 

1 :8. 

1:4. 
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...    1 

Speed  in  Miles  per  Hour. 

Speed  in  Miles  per  Hour. 
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1 
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48 
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350 
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) 

65 
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305 

366 
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366 

366 
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60 

168 

224 

280 
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224 

386 

252 

386 

336 
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144 

192 

240 

288 
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192 

288 

884 
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288 
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If 
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168 
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336 
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386 
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irkVk     r 

,11  k^ 
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H^A    Ir 

\x%rr%a4- 

1  i«vii  4 

VX4^4^/1a 

of  Fig.  857,  or  above  the  highest  limiting   speeds   given   above.      The   results   in  ■ 
Tables  CXIV.,  CXV.,  and  CXVI.  have  been  plotted  in  Fig.  858,  which  gives  a  series  of 
enclosed  areas  obtained  by  plotting  the  maximum  and  minimum  practicable  speeds  of 
motor  for  each  speed  of  train  in  miles  per  hour  (corresponding  to  the  various  driving 
wheel  diameters).     These  areas  indicate  the  limits  of  motor  speed  and  train  speed  for 
motors  of  75,  150,  and  300  rated  h.-p.  for  various  gear  ratios.     Thus,  supposing  the 
locomotive  speed  and  its  rated  horse-power  are  given,  we  can  determine  the  most  desir- 
able motor  speed  and  driving  wheel  diameter.     It  is  now  probable  that  the  best  point 
at  which  to  work  will  be  somewhere  in  the  region  of  the  centre  of  gravity  of  each 
of  the  areas  in  Fig.  358.     Hence  we  have  determined  roughly  the  centre  of  each  area, 
and   in   Table   CXVII.   we   have   brought    together   the   particulars  of    the  motors 
corresponding  to  each  of  these  points. 

Table  CXVII.  shows  the  speed  in  miles  per  hour,  the  revolutions  per  minute  of 
the  motor,  diameter  of  driving  wheel,  and  weight  per  horse-power  of  output.  The 
weight  of  motor  and  gearing  has  been  included  on  the  assumption  that  the  gearing 
weighs  an  additional  15  per  cent,  of  the  motor  weight.  Taking  the  weight  of  the 
auxiliary  equipment  at  0*005  ton  per  horse-power,  the  total  weight  of  motor,  gearing, 
and  equipment  per  horse-power,  has  been  added.  The  figure  of  0*005  ton  per  horse- 
power is  based  on  the  figures  for  four  representative  locomotives,  particulars  of  which 
are  given  in  Table  CXVIII.  The  weight  of  the  auxiliary  equipment  per  horse-power 
comes  out  to  a  very  uniform  value  in  these  cases,  the  average  being  0*005  ton  per 
horse-power. 

384 


LOCOMOTIVES   AND    MOTOR   CARRIAGES 


Fig.  3o8.    LiMiTiKO  Values  of  Motok  Spked  (e.f.k.) 
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Table 

CXVIII. 

Data  J 

or  We 

ighta  of 

Locomotives  and  Motor  Equiiymenta. 

Total 
H.-j).  of 
Motors. 

800 

V^eight  iu  Metric  Tons. 

Weight  in  Metric  Tons  per  H.-P. 

Railway  on  which  Locomotive 
is  used. 

Complete 

liOCO- 

motive. 
73 

Electrical 
Equip- 
ment, 

including 
Motors. 

1 

Electrical 
Motors       Equi])- 
only.         meiit 
only. 

1 

Complete 
Loco- 
motive. 

Electrical 
Equip- 
ment, 

including 
Motors. 

Motors 
only. 

Electrical 
Equip- 
ment 
only. 

Baltimore  and   Ohio, 

20-3 

161       4-2 

0091 

1 

0-0255     00201 

0-00526 

Geared 

1 
i 

Paris-Orleans, 

1,000 

49 

21-8 

16-2       50  / 

0-049 

00213 

00162 

0-00500 

Geared 

New   York   Central, 

2,200 

86 

27-8 

171 

10-6 

0-0386     0-0125 

0-0077 

0-00477 

Gearless 

Central  London  Bail  way, 

680 

44-3 

24-8 

21-8       3  0 

00645     00321 

0  0320 

000435 

Gearless 

1 

1 

The  results  in  Table  CXVII.  have  been  plotted  in  Fig.  859.  The  curves  in  the  left- 
hand  column  of  this  figure  show  the  variation  of  weight  of  motor  gearing  and  equip- 
ment, with  the  speed  in  miles  per  hour,  for  motors  of  75,  150,  and  300  h.-p.  In  the 
right-hand  column  of  the  same  figure  the  curves  show  for  any  given  speed  in  miles 
per  hour  the  motor  speed  (revolutions  per  minute),  the  driving  wheel  diameter,  and 
the  gear  ratio. 

The  weight  of  the  rheostats  and  control  apparatus  in  general,  is,  of  course,  a 
function  of  the  frequency  and  duration  of  rheostatic  running.  Hence  for  very  severe 
service  0*005  tons  per  horse-power  will  not  cover  the  weight*  of  equipment  other 
than  motor  weight,  and  this  figure  may  approach  0*008  or  even  0*010  tons  per  horse- 
power. Of  course,  however,  it  will  be  independent  of  the  ratio  of  gearing  and  the 
diameter  of  the  driving  wheels. 

A  high  voltage  traction  system  is  necessary  before  thoroughly  rapid  progress  can 
be  made  in  superseding  steam  by  electricity  on  main  line  railways.  Some  progress 
has  already  been  made  along  these  lines,  both  with  single- phase  and  polyphase 
systems.  An  as  yet  much-neglected  system  is  that  employing  high  voltage  con- 
tinuous-current motors.  Some  years  ago  ^  one  of  the  present  writers  put  in  a  word  for 
this  system,  and  in  a  fairly  careful  comparison  for  a  certain  case,  arrived  at  results 
which  were  much  more  satisfactory  than  those  obtained  by  single-phase  operation. 
But  little  interest  could  then  be  roused  on  the  subject.  Now,  however,  it  is  again 
attracting  attention,  and,  in  one  form  or  another,  will  doubtless  be  actively  followed, 
up.  High  tension  continuous-current  railway  motors  are  already  on  the  market,  and 
it  is  the  writers'  belief  that  half  the  sum  spent  in  developing  the  single-phase 
commutator  motor  to  its  present  condition  (in  which  it  still  remains  less  eflScient,  more 
bulky,  and  less  satisfactory  in  several  respects  than  the  600-volt  continuous-current 
motor)  will  result  in  the  development  of  thoroughly  satisfactory  high  tension  con- 
tinuous-current motors.  These  motors  will  be  as  efiScient  and  as  light  for  a  given 
temperature  rating  and  a  given  speed,  as  the  present  standard  600-volt  motors.  The 
commutation  will  be  better.    As  traction  motors  increased  in  size,  they  were  designed 


*  **  The  Continuous-current  System  and  the  Single-phase  System  for  Traction,"  H.  M.  Hobart, 
Electrical  Review,  London,  Vol.  LIV.,  p.  693,  April  29th,  and  May  6th,  1904. 
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successively  with  five,  four,  three,  two,  and  finally  one  turn  per  segment.  Beyond  that 
point,  the  commutation  difficulties  with  increasing  capacity  can  only  be  met  with 
reversing  poles,  or  their  equivalent.  Going  up  to  1,500  volts  and  higher,  it  will  again 
be  practicable  in  motors  of  large  capacity  to  improve  the  commutation  in  virtue  of  the 
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Fig.  359.    Curves  showixo  Relation  between  Speed  of  Locomotfvb  and  Driving  Wheel 

Diameter,  Motor  Speed,  and  Weight. 


decreased  current,  and  when,  in  addition  to  this,  reversing  poles  are  employed  (in  the  cases 
where  they  are  suitable),  there  need  be  no  apprehension  that  commutation  will  present 
any  diflBculties.  Indeed,  the  commutator  of  a  1,500- volt  continuous-current  motor  will 
be  much  shorter  than  that  of  a  600- volt  continuous-current  motor,  since  the  current 
to  be  collected  is  so  much  less.      The  total   brush  surface  will  be  correspondingly 
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reduced.  Thus  a  greater  space  between  wheels  may  be  devoted  to  armature  and 
winding,  and  motors  of  larger  capacity  will  be  practicable  for  a  given  driving  wheel 
diameter  and  gear  ratio.  In  other  words,  the  limiting  areas  in  Fig.  858  will  become 
larger.  The  very  slightly  increased  space  necessary  for  high  voltage  slot  insulation, 
will  be  an  almost  negligible  factor  as  affecting  the  bulk  of  the  motor  for  a  given  rated 
capacity  when  this  rated  capacity  is  a  matter  of  100  h.-p.  and  upwards.^ 

If,  on  the  other  hand,  we  turn  our  attention  to  the  single-phase  commutator  motor, 
we  find  it  in  possession  of  over  twice  as  large  a  commutator  (as  this  is  for  250  volts) 
as  its  600-volt  continuous-current  equivalent.  This  alone  takes  away  valuable  space 
between  wheels,  and  leaves  a  less  available  width  for  the  armature.  As,  however,  the 
latter  also  is  large  for  its  rated  output  (for  equal  rated  speeds),  the  areas  corresponding 
to  those  in  Fig.  858,  are,  for  single-phase  commutator  motors,  very  restricted  indeed. 
There  will  be  a  tendency  to  keep  down  the  dimensions  by  employing  a  higher  rated 
speed  and  ratio  of  gearing.  This  means,  in  motors  of  high  rated  capacity,  serious 
losses  in  gearing  and  rapid  deterioration  of  gearing.  It  is  also  unfavourable  for 
commutator  and  brushes. 

There  thus  appears  good  reason  to  anticipate  better  results  from  high  voltage 
continuous-current  traction  than  from  single-phase  traction  with  commutator  motors. 
For  long  distance  service,  however,  both  may  in  the  course  of  development  be  sur- 
passed by  the  polyphase  induction  motor,  which,  when  examined  on  the  plan  of  the 
diagrams  of  Fig.  858,  shows  up  very  favourably  in  this  class  of  service.  For  loco- 
motive service,  sight  must  not  be  lost  of  the  alternative  single-phase  system  with  a 
motor-generator  on  the  locomotive,  intermediate  between  the  high  tension  line  and  the 
motors.  Even  in  this  case,  fairly  high  tension  continuous-current  motors  on  the 
trucks  may  give  the  best  results  because  of  the  more  compact  commutator  and  the 
more  satisfactory  commutation  which  will  be  obtained  in  large  capacity  motors,  by  an 
increase  in  the  armature  voltage. 

The  lower  saturation  necessary  in  an  alternating-current  motor  as  compared  with 
a  continuous-current  motor,  the  impracticability  of  employing  the  outer  shell  as 
active  material  in  the  magnetic  circuit,  the  larger  commutator  and  greater  amount  of 
brush  gear,  tend  to  make  the  single-phase  motor  very  heavy  for  its  dynamical 
capacity,  compared  with  the  continuous-current  motor.  Moreover,  the  former  is  so 
much  lower  in  efSciency  than  the  latter,  and  accordingly  has  to  dissipate  so  much 
more  heat,  that  the  service  capacity  is  low  in  comparison  with  the  dynamical  capacity. 
Any  service,  therefore,  which  makes  the  heating  of  the  motors  a  limiting  feature, 
requires  a  weight  of  single-phase  motor  equipment  far  in  excess  of  that  necessary  on 
the  continuous  current  system. 

The  great  disadvantage  of  the  single-phase  motor  as  regards  weight,  has  been  very 
clearly  brought  out  by  Carter  in  his  reply  to  the  discussion  of  his  recent  paper  entitled 
**  Technical  Considerations  in  Electric  Railway  Engineering  *'  (read  before  the  British 
Institution  of  Electrical  Engineers,  January  25th,  1906).  In  the  discussion  on  the 
paper,  Dawson  made  the  following  statement : — 

"  The  weight  of  a  150-h.-p.  motor,  rated  on  the  American  principle  to  which  the 
author  referred,  is  2*7  tons,  and  the  weight  of  a  115-h.-p.  motor  rated  exactly  on  the 

*  For  smaller  capacities,  1,500-yolt  continuous-current  armatures  would,  through  the  increased 
space  required  for  slot  insulation,  be  slightly  larger  for  a  given  output  and  speed.  In  a  general  way, 
the  most  favourable  voltage,  from  the  standpoint  of  the  design  of  the  motor,  increases  as  the  rated 
output  increases. 

388 


LOCOMOTIVES   AND   MOTOR   CARRIAGES 


same  basis  is  2*4  tons.  If  we  take  the  weights  of  two  motor  tracks,  one  set  equipped 
with  four  150-h.-p.  continuous-current  motors,  the  other  with  four  single-phase 
115-h.-p.  motors,  that  is,  simply  the  complete  motor  trucks,  we  find  that  the  weight 
of  the  continuous-current  motor  equipment  would  be  nearly  26  tons,  as  against  27 
tons  for  the  alternating-current  equipment." 

Garter,  in  reply,  pointed  out  that  Dawson  was  in  error  in  stating  that  the  alter- 
nating-current motor  is  rated  on  the  same  basis  as  a  continuous-current  motor,  and 
stated  that  the  115  h.-p.  motor  referred  to  by  Dawson  cannot  be  rated  any  higher  than 
90  h.-p.  through  the  gears  if  the  temperature  rise  is  limited  to  75°C.  after  a  run  of 
1  hour's  duration  at  its  rated  voltage  under  the  conditions  prescribed  by  the  American 
Institute  rule. 

This  gives  for  the  two  cases — 


Continuous- current  motor 
Single -phase  motor 


18  kilogrammes  per  horse-power  ; 
27 


»» 


)> 


The  trucks  compare  as  follows  : — 

Truck  equipped  with  four  continuous-current  motors  weighs  44  kilogrammes  per  horse-power. 
„  „  ,,     single-phase  „  „     76  ,,  „ 

Schoepf,  in  the  discussion,  gave  the  following  as  the  weights  of  150-h.-p,  motors 

of  the  two  types  : — 

2*5  tons  for  a  150-h.-p.  continuous-current  motor. 
2*4    „  „  single-phase  motor. 

Carter  pointed  out  that  the  latter  of  these  two  motors  was  rated  on  the  basis  of  a 
temperature  rise  of  75  degrees  Cent,  at  the  end  of  a  1  hour's  run  on  a  250-volt 
continuous- current  circuit,  and  that  it  would  have  a  far  lower  rating  if  based  on  a 
temperature  rise  of  75  degrees  Cent,  after  a  1  hour's  run  on  a  250-volt  alternating 
current  circuit.  In  the  course  of  his  reply.  Carter  gave  the  figure  of  2*15  tons  as 
the  weight  of  a  certain  175  h.-p.  motor  in  common  service  to-day  on  the  Boston 
Elevated  Railway.  This  is  12*5  kilogrammes  per  horse  power.  From  the  above 
particulars  we  obtain  the  data  in  Table  CXIX. 


Table  CXIX. — Weight  of  Single-Phase  and  Continuous-current  Motors, 


Type. 


Srr.-    Schoepf 


Carter 


Dawson   . 


Rating  of  One  Motor 

when  baised  on  standard 

one  hour  75  deg.  cent. 

basis  when  operated 

from  appropriate 
circuit  or  normal  volt- 
age of  Motor. 


150  h.-p. 


160  h.-p. 


Single  Phase 


175  h.-p. 


90  h.-p. 


Weight  of  One 

Motor  including 

Pinion. 


2-7  tons. 


2*5  tons. 


2*2  tons. 


2*4  tons. 


Weight  of  One 
Motor  per  H.-p. 


18-0  kgs. 


16-7  kgs. 


12-5  kgs. 


26-7  kgs. 


Weight  of  Truck 

equipped  with 

two  of  these 

Motors. 


18'5  tons. 


Ditto  per 
Rated  U.-p. 


44  kgs. 


13  tons. 


75  kgs. 


Note. — One  kg.  =  ^^^^^  of  one  metric  ton. 
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Gearing  increaseB  the  above  motor  weights  by  10  to  15  per  cent.  Auxiliary 
equipment,  in  the  case  of  the  continuous  current  system,  amounts  to  some  4  to  6 
kilogrammes  per  rated  horse-power  of  the  motors.  It  is  highly  improbable  that  for 
single-phase  equipments,  the  auxiliary  equipment  weighs  less  than  10  kilogrammes  per 
(correctly)  rated  horse-power  of  the  motors. 

Schoepf,  in  the  course  of  the  discussion,  also  quoted  some  figures  which,  rightly 
considered,  indicate  the  great  equipment  weigh  incident  to  the  single-phase  system. 
He  gave  the  weight  of  the  single-phase  equipment  of  a  motor-coach,  suitable  for  use 
on  the  suburban  lines  of  the  London,  Brighton  and  South  Coast  Railway,  as  31,000  lbs., 
and  the  continuous-current  equipment  of  the  motor-coaches  used  on  the  Metropolitan 
Railway  as  29,500  lbs.  Since  on  the  former  system,  two  motor-coaches  are  required 
for  a  8-coach  train,  and  on  the  latter,  two  motor-coaches  for  a  6-coach  train,  the 
coaches  being  of  practically  the  same  size  in  the  two  cases,  it  follows  that  the  single- 
phase  equipment  for  a  given  train  is  more  than  twice  as  heavy  as  the  corresponding 
continuous-current  equipment  for  this  class  of  service. 

The  service  capacity  of  the  single-phase  motor  is  even  lower,  for  its  weight,  in 
comparison  with  the  continuous-current  motor,  than  the  hourly  rating  would  indicate. 
In  the  hour  run  the  greater  part  of  the  heat  is  expended  in  raising  the  temperature 
of  the  motor  and  but  little  is  dissipated,  whilst  the  final  temperature  attained  in 
service  depends  on  the  rate  at  which  the  heat  can  be  dissipated  by  the  motor.  The 
heavier  the  motor  the  greater  will  be  its  capacity  for  heat  and  the  higher  it  will  rate ; 
but  the  increased  weight  does  not  involve  a  proportional  increase  in  dissipative  power, 
and  accordingly  the  service  capacity  is  low  for  the  rating.  Comparison  on  the  basis 
of  a  definite  temperature  rise  after  1  hour's  run,  therefore,  is  too  favourable  to  the 
single>phase  motor. 

It  is  thus  evident  that  the  single- phase  railway  motor  is  greatly  handicapped  as 
regards  weight.  The  seriousness  of  this  disadvantage  is  made  the  more  apparent  by 
reference  to  the  curves  in  Fig.  358  (facing  p.  384).  For  the  single-phase  motor  the 
areas  in  that  figure  will  be  much  more  restricted.  On  the  other  hand,  with  high 
tension  contmuous-current  motors,  or  with  polyphase  induction  motors,  the  areas  will 
increase. 

Thus  from  the  standpoint  of  its  technical  merits,  the  single-phase  commutator 
motor  is  at  present  a  factor  in  the  railway  electrification  problem  only  in  so  far  as  the 
possibility  of  its  further  improvement  at  an  early  date  entitles  it  to  consideration. 
Although  the  last  three  years  have  witnessed  the  advent  of  several  types  of  single- 
phase  commutator  motor,  each  of  which  constitutes  a  great  step  in  advance  of  the  old 
induction  type  single-phase  motor  without  commutator,  there  is  still  a  wide  gap  to  be 
bridged  before  it  can,  ou  the  basis  of  its  engineering  merits,  rival  the  continuous- 
current  motor.  The  single-phase  motor  has  the  non-technical  advantage  that  it  is 
now  fully  realised  that  some  radical  innovation  is  essential  to  the  success  of 
railway  electrification,  and  it  appeals  to  the  speculative  instincts  in  human  nature 
to  take  up  a  promising  novelty  rather  than  to  undertake  radical  but  comparatively 
uninteresting  modifications  of  a  well-tried  and  reliable  system,  especially  as 
there  is  a  prevailing  belief  that  this  would  only  postpone  the  inevitable,  ultimately 
successful,  introduction  of  the  alternating  current  railway  motor.  It  will,  however, 
not  be  denied  that  a  treble  or  quadruple  increase  in  the  traditional  continuous-current 
trolley  voltage  would  permit  of  greatly  increasing  the  practicability  of  introducing 
electric  traction  on  main  line  railways  without  discarding  continuous-current  railway 
motors. 
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The  single-phase  commutator  motor  is  not  readily  understood  from  an  abrupt 
description  of  the  motor  as  it  now  stands  developed.  It  is  instructive,  and  conduces 
to  a  better  understanding  of  this  motor,  to  trace  the  evolution  of  the  ideas  which 
have  culminated  in  its  inception.  The  polyphase  induction  motor  first  attracted 
general  attention  fifteen  years  ago,  on  the  occasion  of  the  Frankfort  Exhibition. 
The  simplicity  of  its  construction,  and  especially  the  absence  of  a  commutator, 
at  once  led  tj  very  optimistic  predictions  as  to  its  rapid  and  ultimately  universal 
adoption  for  all  work  for  which  electric  motors  are  required.  The  polyphase  induc- 
tion motor  was  found  to  have  high  efficiency  and  high  starting  torque.  The  depen- 
dence of  a  high  power  factor  upon  the  use  of  an  excessively  small  air  gap,  was 
felt  to  be  a  comparatively  trifling  drawback  to  set  against  the  otherwise  excellent 
mechanical  design.  In  America  the  induction  motor  was  built  rather  large  and  heavy, 
with  a  reasonably  deep  air  gap,  and  with  partly  or  completely  open  slots  and  form- 
wound  coils.  In  consequence  of  these  concessions  to  the  requirements  of  a  rugged 
construction,  it  had  a  somewhat  lower  power  factor  than  the  European  induction 
motors,  which  were  built  with  an  excessively  small  air  gap,  hand-wound  coils,  and 
with  a  minimum  of  material.  A  disadvantage  of  the  polyphase  induction  motor,  much 
more  serious  than  poor  power  factor  and  small  air  gap,  soon  came  to  be  recognised. 
This  related  to  the  inefficiency  with  which  variable  speed  could  be  obtained.  The 
simplest  method  consisted  in  the  introduction  of  resistances  in  the  rotor  circuits,  but 
this  involved  great  sacrifice  in  efficiency.  The  efficiency  decreased  in  direct  proportion 
to  the  speed,  so  that  at  one-quarter  or  one-half  full  speed,  the  efficiency  was  respec- 
tively 25  and  50  per  cent,  of  the  full  speed  efficiency.  The  first  suggestions  for 
employing  the  polyphase  induction  motor  for  traction  work,  were  met  with  this 
objection  :  that  variable  speed  could  not  be  economically  obtained.  This  led  to  the 
development  of  the  then  so-called  '' concatenated  **  system  of  motor  control.  This  is 
now  designated  ''  cascade  "  control,  and  consists  in  the  use  of  a  main  motor  and  an 
auxiliary  motor.  For  full  speed  the  main  motor  alone  is  in  circuit ;  for  half-speed 
the  main  motor  supplies  half  its  energy  mechanically  direct  to  the  train,  and  the 
other  half  electrically  from  its  secondary  to  the  primary  of  the  auxiliary  motor. 
This  system  is  exploited  by  the  firm  of  Ganz  &  Co.,  of  Buda-Pesth,  and  is  in 
successful  operation  on  the  Valtellina  Kailway  in  Northern  Italy,  and  on  other 
less  important  roads.  It  permits  of  regenerative  braking  above  half-speed.  The 
chief  objections  to  this  system,  in  addition  to  the  still  grave  limitations  to  efficient 
speed  control,  are  the  small  air  gaps  of  the  motors,  their  low  power  factor,  the 
weight  and  cost  of  the  auxiliary  motors,  the  complicated  control  connections,  and 
the  need  for  at  least  two  trolley  wires  or  rails,  and  for  a  corresponding  number 
of  trolleys  or  contact  shoes.  This  system  has  the  great  advantage  of  employing 
three-phase  motors,  which,  for  a  given  output,  may  be  built  lighter  and  cheaper 
than  continuous-current  motors,  and,  for  high  rated  speeds,  are  more  efficient.  At  a 
sufficiently  low  periodicity,  the  power  factor  is  very  high,  and  all  the  properties  are 
greatly  improved.  Of  course,  the  main  advantage  is  that  inherent  to  all  alternating 
current  systems  :  the  facility  of  transformation,  which  permits  the  use  of  high 
voltage  transmission  lines,  and  thus  of  the  economic  transmission  of  electric  energy 
over  long  distances. 

On  the  now  historical  high  speed  railway  tests  at  Zossen,  near  Berlin,  we  again 
find  three-phase  motors  employed,  but  not  with  concatenated  connection.  Little 
significance  is,  however,  to  be  attached  to  this  latter  circumstance,  since  these  tests 
were  made  more  with  a  view  to  establishing  the  practicability  of  attaining  high  speeds, 
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and  of  collecting  the  high  voltage  electric  current  at  these  speeds.  Patent  considera- 
tions probably  also  affected  the  choice  of  system.^ 

The  speed-torque  characteristic  of  the  polyphase  induction  motor  is  unfavourable 
for  traction  in  that  its  inherent  property  of  running  at  constant  speed  independently 
of  the  torque,  imposes  far  heavier  peaks  of  load  upon  the  generating  station  and  on 
the  line  than  are  imposed  by  the  continuous-current  series  motor,  in  which  the  speed 
falls  off  as  the  torque  increases,  thus  equalising  the  load  to  a  considerable  extent. 
This  inferiority  of  the  polyphase  induction  motor  becomes  greatly  accentuated  in  main 
line  work  with  heavy  trains  running  at  high  speeds  at  great  distances  apart,  and  would 
easily  lead  to  requiring  power-house  installations  capable  of  supplying  twice  as  high 
peaks  of  load  as  would  be  required  of  power-house  installations  for  roads  employing 
motors  with  the  speed-torque  characteristic  of  the  continuous-current  motor. 

The  constant  speed  characteristic  of  the  motors  has  the  further  practical  dis- 
advantage of  confining  their  use  to  trains  drawn  by  a  single  locomotive  or  motor- 
coach.  In  operation  the  driving  wheels  are  worn  down  by  some  8  per  cent,  before 
being  retyred,  and  if  a  train  were  drawn  by  two  units,  one  with  new  wheels  and  the 
other  with  worn  wheels,  the  motors  on  the  former  might  be  running  8  per  cent,  slower 
than  those  on  the  latter,  taking  practically  all  the  load,  and  possibly  driving  the 
others  as  generators.^  This  prevents  the  promiscuous  mixing  of  motor  stock  which  is 
inevitable  where  a  multiple  unit  system  is  employed. 

The  chief  faults  of  the  three-phase  motor  for  railway  electrification,  may  be 
summed  up  as  follows: — 

(1)  Constant  speed  characteristic ; 

(2)  Necessity  for  at  least  two  trolleys  ; 
(8)  Small  air  gap ; 

(4)  Low  average  power  factor. 

From  the  very  earliest  days  of  three-phase  motor  developments  it  has  been  known 
that,  once  started,  a  three-phase  motor  will'  continue  to  run  when  one  of  the  three 
circuits  leading  to  it  is  opened.  It  thus  operates  as  a  single-phase  motor.  This  pro- 
perty is  used  on  three-phase  railways  at  points  where  the  nature  of  the  line  does  not 
permit  of  more  than  one  trolley.  It  was  also  known  that  a  three-phase  motor  would 
start  as  a  single- phase  motor,  if,  with  one  of  its  windings  short-circuited,  another  was 
thrown  on  the  line.  Why  then  is  not  the  first  of  the  above-tabulated  objections,  i.e., 
the  need  for  more  than  one  trolley,  thereby  overcome  ?  It  is  not  overcome  for  the 
reason  that  this  pure  induction-type  single-phase  motor  has  exceedingly  weak  starting 
torque,  and  far  lower  capacity  than  when  operated  three-phase,  a  lower  average  power 
factor,  and  greater  heating  for  a  given  load.  Nevertheless,  the  need  for  a  single-phase 
motor  was  believed  to  be  so  acute,  that  every  attempt  was  made  to  improve  the  proper- 
ties of  the  pure  induction  type  single-phase  motor  without  a  commutator.  At  the  end 
of  ten  years  of  effort,  nothing  in  the  remotest  degree  approaching  a  commercially 
satisfactory  motor  had  been  produced  on  these  lines. 

Matters  were  in  this  state  in  the  beginning  of  the  year  1901.  In  this  year, 
Heyland  and  Latour  independently  demonstrated  the  practicability  of  operating  three* 
phase  motors  at  unity  power  factor  at  some  one  load,  by  the  addition  of  a  commutator 

^  It  is  notable  that  Keichel,  who  was  prominently  associated  with  the  design  of  the  Siemens  and 
Halske  equipments  and  with  the  conduct  of  these  Zossen  tests,  is  now  an  advocate  of  the  employment 
of  the  continuous-current  motor  for  railway  electrification. 

2  See  Carter,  '*  Elec.  Rev.'*  Vol.  64,  p.  868.     Also  "  Jour,  Inst.  Elec.  Eng.*'  Vol.  36,  p.  256. 
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to  the  rotor,  thus  reviving  arrangements  more  or  less  resembling  those  proposed  in 
1888  by  Wilson  (see  British  Patent  No.  18,525  of  1888)  and  reinvented,  tested,  and 
set  aside  by  Gorges  in  1891.  The  light  thrown  by  these  investigations  of  Heyland 
and  Latour  on  the  properties  of  polyphase  induction  motors  and  the  formulation  by 
Latour  of  the  closely  related  conception  of  the  panchronous  operation  of  generators, 
were  soon  followed  by  another  very  important  advance,  namely,  the  invention  by 
Winter  and  Eichberg  of  an  economical  means  of  controlling  the  speed  of  three-phase 
motors.  By  means  of  brushes  bearing  on  a  commutator,  these  inventors  supplied 
current  to  the  rotor  windings  of  an  ordinary  polyphase  induction  motor,  using  a 
variable  voltage  source,  such  as  a  variable  ratio  transformer  or,  and  generally  prefer- 
ably, an  induction  regulator.  The  rotor  speed  is  inversely  proportional  to  the  voltage 
applied  at  the  brushes.  This  invention  would  undoubtedly  have  led  to  renewed 
activity  in  the  use  of  three-phase  motors  for  railway  electrification,  in  spite  of  the 
double-trolley  difl&culty,  had  not  Lamme 
in  Pittsburg,  U.S.A.,  already  announced 
the  success  of  a  single-phase  railway 
system  in  which  a  series- wound, 
laminated  field,  commutator  motor  was 
employed.  At  any  rate,  Latour  in  Paris 
and  Winter  and  Eichberg  in  Vienna 
and  Berlin  soon  evolved  from  this 
variable  speed  idea  a  type  of  single- 
phase  commutator  motor  which,  however 
great  its  faults,  is  a  tremendous  advance 
on  the  induction  type  of  single-phase 
motor  without  commutator. 
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Component 
of  Circuit, 
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Fig.  360.— Diagram  of  Repulsion 
Type  Single-Phase  Motor. 


The  Repulsion  Type  of  Single-Phase 
Commutator  Motor. 

A  form  of  single-phase  commutator 
motor  which  has  been  proposed  and 
tried  for  railway  work,  is  the  so-called 
repulsion  motor.  This  was  invented 
many  years  ago  by  Elihu  Thomson  at 
Lynn,  U.S.A.,  and  has  been  employed 

to  some  extent  where  small  stationary  motors,   having  series  characteristics,   are 
required. 

It  is  shown  diagrammatically  in  Fig.  360.  It  has  the  advantage  of  having  no 
conducting  connection  between  the  armature  and  power  supply,  so  that  the  field  may 
be  wound  for  high  potential,  although  this  entails  extra  weight  and  expense  on 
account  of  the  space  required  for  the  heavier  insulation  between  field  turns.  Another 
advantage  of  the  repulsion  motor  is  that  it  cannot  flash  over  at  the  commutator,  since 
the  brushes  are  short  circuited.  For  reversing  the  direction  of  running  and  for 
regenerative  braking,  either  the  brushes  must  be  shifted,  or  more  or  less  complicated 
control  of  the  stator  connections  must  be  employed.  This  motor  has  an  effective  range 
of  speed  from  low  speeds  up  to  about  25  per  cent,  above  synchronous  speed,  above 
which  the  commutation  is  unsatisfactory. 

In  1903  the  repulsion  motor  was  taken  up  for  alternating  current  traction  work. 
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The  results  obtained  indicate  that  it  has  a  fair  average  power  factor,  but  considerable 
rotor  losses  and  a  somewhat  low  specific  starting  torque.  It  now  appears  to  have  been 
abandoned  in  favour  of  the  Latour-Winter-Eichberg  and  the  Lamme  types  of  motor. 


The  L.  W.  E.  Type  of  Single-Phase  Commutator  Motor. 

The  Latour-Winter-Eichberg  single-phase  motor  which  is  shown  diagrammatically 
in  Fig.  361,  resembles  the  repulsion  motor  in  having  short-circuited  brushes  on  the 
commutator  under  the  poles ;  in  having  an  effective  range  of  speed  for  practical  work 
from  low-speed  to  a  little  above  synchronism,  and  in  having  rather  excessive  rotor 
losses.  It  may  in  fact,  as  far  as  its  main  action  is  concerned,  be  regarded  as  a 
repulsion  motor  in  which,  instead  of  the  brushes  being  shifted  to  change  the  direction 
or  magnitude  of  the  torque,  the  exciting  field  is  shifted  by  the  introduction  of  a  cross 
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Fig.  361.    Diagrams  of  the  Latour-Winter-Eichberg  Type  of  Single-Phase 

Commutator  Motor. 

The  dixigram  at  the  left  shows  the  arrangement  without  a  traDsformer. 
If  M  >•     right    „      „  ,.  with  „ 

In  the  Latour-Winter-EichbPrg  type  the  compensation  is  obtained  by  the  Induced  current  In  the  armature  between  the 
short-circnited  brushes. 


field  in  phase  with  it.  This  auxiliary  field  is  produced  by  introducing  into  the 
armature,  through  brushes  at  the  neutral  points,  either  the  main  power  current,  or  a 
current  proportional  to  the  same,  taken  from  a  series  transformer.  The  two  alternative 
arrangements  are  shown  in  Fig.  361.  The  latter  of  these  has  the  following  advantages 
over  the  former  :  (1)  There  is  no  conducting  connection  between  armature  and  power 
supply,  so  that  the  stator  can  be  wound  for  high,  or  any  desired  pressure.  (2)  The 
motor  characteristics  can  be  varied  by  varying  the  ratio  of  the  auxiliary  transformer 
on  the  secondary  side,  which  involves  dealing  only  with  small  currents  at  low  voltage, 
and  affords  an  exceedingly  safe  and  flexible  method  of  control.  With  reference  to  the 
first  of  the  above  advantages,  it  has  not  usually  been  considered  desirable  to  wind  these 
motors  direct  for  line  pressure,  the  excessive  vibration  to  which  they  are  subject,  and 
the  impracticability  of  having  them  under  continued  expert  supervision,  rendering  it 
practically  necessary  to  insert  a  main  transformer  between  line  and  motors  so  as  to 
confine  the  region  of  high  potential  to  the  simplest  and  most  reliable  of  appliances. 
The  motors  now  being  built  by  the  AUgemeine  Elektricitats  Gesellschaft  for  the 
bouth  London  line  of  the  London,  Brighton  and  South  Coast  Railway,  are  of  the 
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Winter-Eichberg  type,  and  a  main  transformer  is  included  in  the  equipment  between 
the  line  and  motors,  the  latter  being  wound  for  a  reasonably  low  voltage. 

The  Winter-Eichberg  type  of  motor,  which  is  supplied  in  this  country  by  the 
British  Thomson-Houston  Company,  consists  of  a  stator  more  or  less  resembling  that 
of  an  ordinary  polyphase  induction  motor,  and  carrying  a  single-phase  winding.  The 
rotor  is  similar  to  the  armature  of  a  continuous-current  machine,  except  that  the 
commutator  is  larger  in  proportion.  Short-circuited  brushes  bear  on  the  commutator 
at  the  centre  of  the  poles,  and  exciting  brushes  at  the  neutral  point.  There  is  thus 
rather  a  large  amount  of  brush  gear,  and  the  losses  due  to  brush  friction  and  contact 
resistance  are  somewhat  excessive — requiring  a  large  commutator,  which  in  any  case 
is  very  liable  to  run  hot. 


The  Compensated'Series  Type  of  Single-Phase  Commutator  Motor. 

The  compensated-series  type  of  alternating  current  railway  motor  is  a  develop- 
ment of  the  series  motor  as  used  for  continuous  currents.  The  latter  motor,  if 
provided  with  a  completely  laminated  magnetic  circuit,  could  be  operated  from  an 
alternating-current  power  supply,  but  necessarily  offers  so  high  an  impedance  as  to 
have  an  exceedingly  low  power  factor,  whilst  very  poor  commutation  is  to  be  expected, 
and  altogether  such  a  motor  is  impracticable,  except  in  very  small  sizes.  Recognising 
the  need  of  diminishing  the  effect  of  armature  reaction  in  this  type  of  motoj:,  Lamme^ 
introduced  longitudinal  slits  or  holes  in  the  pole  pieces,  in  order  to  impose  reluctance 
in  the  path  of  the  armature  flux,  and  in  some  of  the  holes  placed  copper  bars,  con- 
nected together  so  as  to  form  short-circuited  coils  at  right  angles  to  the  armature  flux, 
the  current  induced  in  which  tends  still  further  to  cut  down  the  cross-magnetisation  of 
the  armature.  In  order  to  improve  the  commutation  of  the  machine,  Lamme  adopted 
the  well-known  expedient  of  inserting  high-resistance  leads  between  the  armature  coils 
and  the  commutator  bars.  Finzi,  of  Milan,  independently  investigated  the  series  motor 
for  traction  purposes,  and  also  adopted  the  expedient  of  dividing  the  pole  pieces  across 
the  path  of  the  armature  flux,  and  of  inserting  high-resistance  commutator  leads,  but 
did  not  employ  compensating  coils.  His  motor  is,  therefore,  not  a  compensated  motor, 
but  nevertheless  appears  satisfactory  for  small  tramway  sizes.  Shortly  after  this,  the 
General  Electric  Company  of  America  took  up  the  development  of  the  alternating- 
current  series  motor,  and  their  engineers  appear  to  have  been  amongst  the  first  to  fully 
realise  the  importance  of  the  arrangement  of  the  compensating  winding.  Instead  of 
bunching  this  in  one  slot  in  the  centre  of  each  pole,  as  in  Lamme^s  motor,  they  dis- 
tributed it  uniformly  over  the  stator  face,  connecting  it  in  series  with  the  armature, 
and  arranging  to  have  practically  the  same  number  of  ampere-conductors  per  unit  of 
peripheral  length  in  the  compensating  as  in  the  armature  winding.  The  com- 
pensating winding  was  of  course  connected  so  as  everywhere  to  oppose  the  armature 
field  with  an  equal  field,  thus  completely  neutralizing  the  armature  reaction.  The 
distributed  compensating  winding  has  now  been  generally  adopted  for  this  type  of 
motor. 

The  compensated-series  type  of  motor,  which  is  shown  diagrammatically  in 
Eig.  862,  is  distinguished  from  the  above-mentioned  repulsion  types  in  having  its 
range  of  practicable  and  efficient  speed,  from  synchronism  to  some  two  or  two  and  a 
half  times  synchronomous  speed.     Its  efficiency  is  somewhat  higher  than,  whilst  its 

>  See  British  Patent  2,746.     1902. 
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average  power  factor  i 


quite  as  high  as,  that  of  the  Latour-Winter-Eichherg  type, 
and  considerably  higher  than  the  pure  repulsion  type. 
Compared  with  the  continuous-current  eeriee  motor,  it  has 
a  rather  weak  field  and  proportionally  large  armature 
reaction,  which  is  taken  care  of  by  the  compensating  field. 
This  type  of  motor  is  well  suited  for  use  as  a  continuous- 
current  motor,  although  for  this  purpose  it  ia  of  advantage 
to  employ  a  stronger  field.  The  General  Electric  Company 
of  America  have  accordingly  adopted  the  practice  of  winding 
the  exciting  coils  in  sections,  which  are  put  in  series  for 
continuous-current  working  and  in  parallel  for  alternating- 
current  working.  As  a  continuous-current  motor,  the  com- 
pensated series  motor  has  a  higher  efficiency  and  greater 
capacity  than  when  used  as  an  alternating-current  motor, 
although  it  falls  short  of  the  ordinary  continuous-current 
railway  motor  in  these  respects. 

The  following  description  o!  the  motor  and  its  auxiliaries, 
and  of  the  method  o!  control,  applies  to  a  75  h.-p.  motor 
designated  G.E.A.  605,  as  manufactured  by  the  (Jeneral 
Electric  Company  in  America,  and  by  the  British  Thomson- 
Houston  Company  in  England.  The  motor  is  illustrated  in 
Figs.  368,  364,  865,  and  866,  and  an  assembly  drawing 
giving  the  main  dimensions  is  shown  in  Eig.  867. 

It  is  designed  to  operate  at  from  200  to  250  volts, 
taking  power  at  a  frequency  of  25  cycles  per   second.      The   rating  is  75  h.-p.  at 
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with  the  main  Reld  wind- 
ing.    In,  the  earlier  form, 
the     compensation      was 
obtained   by   the    current 
induced  in  a  compensating 
winding  shbrt- circuited  on 
itself.) 


Assembly  of  British  Thomson- Houston  Co. 'a  Compenhatbi 
SiNOLE-FuAsE  Railway  Uotoe. 

u  B  continuom-cumnt  motor  on  the  one-hour  7S  deg.  Ceut.  Btandaid,  !>  75  h.-p.  it  aX 
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200  voUb  wben  operating  as  a  continuous-current  motor,  and  on  the  basis  of  75°  Cent. 


Fig.  364.    Assembly  of  Bkitish  Thomson- Uocston  Co.'s  Coupensated  Seuieb 
SiNOLE-PiiASE  Railway  Motor. 

riae  after  one  hour's  run,  as  defined  l)y  the  American  Institute  of  Electrical  Engineers 
Committee    of    Standardisation.' 

The  frame  of  the  motor  is 
made  of  steel  and  is  split  dia- 
gonally, the  two  sections  being 
bolted  firmly  together.  The  frame 
encloses  and  holds  securely  the 
laminated  field  structure.  At  the 
ends  of  the  frame  are  large  bored 
openings,  into  which  malleable 
iron  frame  heads  carrying  the 
armature  shaft  bearings  are  bolted. 
Tbrougb  these  openings,  the 
armature  is  put  in  place  or 
removed  from  the  frame. 

A  large  aperture  is  provided 
in  the  frame  above  the  commu- 
tator, through  which  the  com- 
mutator can  be  inspected  or 
the  brush  gear  adjusted.  The 
opening  is  closed  by  a  malleable 
iron  cover  with  a  felt  gasket 
— the  cover  being  held  in  place  by  a  quickly  adjustable  cam-locking  device. 
'  Trunsactiona  A.M.  lost.  Elec.  Engrs.,  Vol.  XIX.,  p.  1088. 
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The  field  laminalions  are  of  the  induction  motor  type,  the  windings  being 
distributed  around  the  inner  face  in  such  a  manner  as  to  give  a  four -pole  stator.     A 


portion  of  these  windings  is  used   for  excitation,  whilst  the   remaining  portion   is 
connected  directly  in  series  nith  the  armature,  and  is  bo  placed  and  wound  as  to 


Pig.  367,    Assembly  Drawing  giving  the  Main  Dimeksions  of  BRiriaH  Tuomson- Houston 

Co. '8  75  n.-p.  Single- PnASE  Compbnsated-Series  Type  Railway  Motor. 
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completely  neutralise  the  armature  reaction,  which  would  otherwise  cause  field 
distortion  and  result  in  sparking  at  the  commutator.  The  compensating  winding 
also  materially  improves  the  power  factor,  by  reducing  the  inductive  drop.  The 
exciting  windings  are  arranged  in  two  circuits,  which  are  connected  in  parallel  for 
alternating-current  operation,  and  in  series  for  continuous-current  operation.  The 
winding  is  insulated  with  mica,  asbestos,  and  specially  prepared  fabric,  which  makes 
it  semi-fireproof  and  practically  impervious  to  moisture. 

The  exciting  field  has  24  turns,  wound  in  24  brass  slots  spaced  so  as  to  form 
4  poles.  The  compensating  field  has  60  turns  wound  in  60  slots  in  laminations 
distributed  uniformly  over  the  pole  face.  Dimensions  of  the  slots  :  1*47  in.  by  0*49  in. 
by  0'22  in.  Pole  arc  =  86  per  cent.  Both  compensating  and  exciting  windings  are 
made  of  0*5  in.  x  0*12  in,  copper  bar. 

The  armature  closely  resembles  the  standard  continuous-current  railway  armature. 
The  connection  is  four-pole  multiple  drum,  and  the  armature  is  bar  wound — a  large 
number  of  single-turn  coils  being  employed  for  the  purpose  of  improving  the  com- 
mutation. The  bars  are  separately  insulated  with  mica  and  are  assembled  in  sets, 
which  are  then  insulated  as  a  whole  with  mica,  and  covered  with  an  outside  protective 
covering  of  specially  prepared  tape. 

The  diameter  of  the  armature  is  16  in.,  the  gross  core  length  19  in.,  there  being 
65  slots  each,  of  size  1*59  in.  x  0*54  in.  There  are  no  ventilating  ducts  provided 
in  the  armature. 

The  radial  depth  of  iron  below  the  slots  is  2'41  in.  The  winding  has  one  turn 
per  coil  and  6  conductors  per  slot,  the  size  of  the  conductor  being  0*55  in.  x  O'll  in. 
The  average  length  of  air  gap  is  0*11  in. 

The  construction  of  the  commutator  is  similar  to  that  of  standard  continuous- 
current  railway  motors.  The  segments  are  of  hard  drawn  copper,  insulated  throughout 
with  the  very  best  grade  of  mica,  of  such  hardness  as  to  wear  down  evenly  with  the 
copper.  The  commutator  ears  into  which  the  armature  conductors  are  soldered,  are 
formed  integral  with  the  segments.  The  diameter  of  the  commutator  is  13'25  in., 
and  it  has  165  segments. 

There  are  four  brush  holders,  mounted  on  a  revolving  yoke,  and  each  containing 
four  carbon  brushes.  The  holders  are  made  of  cast  bronze,  and  are  supported  on 
mica-insulated  studs,  bolted  to  the  revolving  yoke.  The  brushes  slide  in  finished 
ways,  and  are  pressed  against  the  commutator  by  independent  fingers,  which  give 
practically  uniform  pressure  througliout  the  working  range  of  the  brush.  The  size  of 
brush  is  IJ  in.  by  f  in. 

The  frame  heads  carrying  the  armature  shaft  bearings  are  extended  in  cone 
shape  well  under  the  commutator  shell  and  pinion-end  armature  core  head.  This 
construction  forms  a  support  for  the  bearing  linings,  which  are  very  strong  and  rigid. 
The  heads  have  large  oil  wells,  into  which  oily  wool-waste  is  packed  and  comes  into 
contact  with  a  large  surface  of  the  armature  shaft,  through  an  opening  cut  in  the 
low  pressure  side  of  the  bearing  linings.  The  armature  shaft  linings  are  unsplit 
bronze  sleeves  finished  all  over,  having  a  thin  layer  of  babbitt  metal  soldered  to 
the  interior.  The  babbitt  furnishes  an  ideal  bearing  surface,  and  is  so  thin  that 
it  does  not  allow  the  armature  to  rub  on  the  poles  in  case  it  is  melted  out  by  over- 
heating. Waste  oil  is  prevented  from  reaching  the  vital  parts  of  the  motor  by 
means  of  a  series  of  oil  deflectors,  which  throw  the  oil  into  large  grooves  cast  in 
the  bearing  heads,  from  which  it  is  conducted  to  drip-cups  cast  on  the  outside  of 
the  heads.     The  bearing  boxes  are  practically  the  same  as  standard  car  axle  boxes, 
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and  are  reached  through  large  hand  holes  protected  by  swing  covers,  held  in  place 
by  springs. 

The  axle  linings  are  in  two  segments  and  are  held  in  place  by  cast  steel  caps, 
which  are  tongued  and  bolted  to  planed  and  grooved  surfaces  on  the  frame.  Large 
oil  wells  are  cast  in  the  caps,  into  which  is  packed  oily  wool-waste  which  comes  into 
contact  with  a  large  surface  of  the  axle  through  openings  cut  in  the  bearing  linings. 

I'he  gear  is  made  of  a  superior  grade  of  cast  steel,  and  contains  73  teeth  of 
8  diametral  pitch.  It  is  of  the  split  type,  accurately  bored  and  provided  with  a 
keyway  for  securing  to  the  axle.  The  pinion  is  of  forged  steel,  extra  hammered  to 
improve  the  quality  of  the  metal.     It  contains  17  teeth,  and  has  a  taper  fit  on  the 
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Fig.  368.  G.E.A.  605  Railway  Motor.  Characteristic  Curves  on  2oO-volt  Alternattng- 
CxTRRENT  Circuit,  25  Cycles.  Efficiency  Corrected  for  a  Copper  Temperature  of 
76®  Cent.    33-inch  Wheels  73/17  Gear.    (British  Thomson-Houston  Co.) 

armature  shaft  of  f  in.  to  the  foot  measured  radially.     The  gear  ratio  is  4'8.     The 
gear  case  is  strongly  made  of  malleable  iron,  with  a  substantial  form  of  support. 

The  following    are   the    weights    of    the   motor,   excluding    pinion,   gear,   and 
gear  case  : — 

Frame 1,984  lbs. 

Field 1,217  lbs. 

Armature 1,148  lbs. 

Total 4,294  lbs. 


The  characteristic    curves  of    this  motor   are   shown,   for    alternating-current 
operation,  in  Fig.  368,  and  for  continuous-current  operation  in  Fig.  369. 
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The  method  of  control  applied  to  these  motors  is  shown  diagrammatically  in 
Fig.  870,  which  shows  the  connections  for  four  motors  with  controller  and  compensator. 
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Fig.  369.  G.E.A.  605  Eailway  Motor.  CHAaACTBBiSTio  Cuxves  on  2oO-volt  OoNTiNTrous- 
CuKRENT  Circuit.  Efficiency  Corrected  for  a  Copper  Temperature  of  75°  Cent. 
33-iNOH  Wheels  73/17  Gear  (British  Thomson-Houston  Co.). 

For  alternating-current  working,  the  motors  are  connected  permanently  in  series,  the 
circuit  connections  leading  first  through  the  field  windings  of  the  four  motors,  and 
then  in  series  through  the  armatures  and  their  compensating  windings. 

E.R.E.  401  DD 
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The  speed  variations  are  obtaioed  by  varying  the  voltage  acroee  the  group  of 


Fig.  370.    Cak  Wibihg  for  T — 33  A  Contbollers  with  Four  Gt.E.A.  603  Compensated 
Motors  foe  A.C,  Operation(Beitish  Thomson-Houston  Co.). 


four  motors,  by  connecting  ^ith  different  taps  of  the  compensator  or  auto-transformer. 
The  latest  form  of  compensator  is  shown  in  Fig.  371,  and  is  of  the  oil-cooled  type. 


Fig.  3T1.    Bbttish  Tbomson-Hoitston  Co.'a  Latest  Foric  of  Oil-Cooi:ed  Cohpshsatob, 
AB  Employed  in  SoroLE-PHAaE  Eailtat  Systek. 
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A  diagram  of  conneclions  for  a  multiple-unit   system  of  control  is  shown  in 
Fig.  372,  in  wbicb  the  various  circuit  connections  are  made  by  means  of  contractors 


172.     Diagram   of   Connictionb    of  Britibh   Thomson- Houbton    Co.'s    Sinole-Piiase 
Railway  System  as  abeahged  for  the  Multiple-Ukit  System  of  Coxtrol. 


-   TO  l^ev£ir-3£J 


Fig.  373.    Diaoram  of  Britibh  Westimohoitse  Electric  aho  UAinrFAcnntiNQ  Co.'s  Sihglb- 
Fease   Sbbies  Motor,  with   Forced   NEUTRAUsnfo   Wihdiho,   ahd  Showiho  Normal 

DiBTBIBDTIOK  OF  MaONETIC  FLUX. 
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energised  by  a  small  master  controller,  instead  of  being  made  directly  by  the 
controller. 

This  motor,  in  common  with  others  of  this  tj^,  will  operate  equally  well  on  a 


2>00  500  700  900  1 100 

AMPE.RE.S 

Kg.   374.    Characteeistio   Curves   of   Britibh   WESTraoHouaE  Electric  and 
Mancfacturiko  Co.' 8  Siabdabd  SraoLE-PnASE  Eailtay  Moiob. 

continuous-current  circuit.    The  modifications  which  are  necessary  for  adapting  the 
equipment  for  continuous-current  working  from  a  600  to  600  volt  circuit,  consists  in 
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grouping  the  motors  in  sets  of  two,  connected  in  aeries,  and  operating  the  groups  in 
Beriea  or  in  parallel  by  means  ol  the  ordinary  aeries  parallel  control.  A  special 
commutation  switch  is  employed  for  making  the  necessary  changes  in  connections  in 
passing  from  alternating  to  continuous  current  working,  or  rice  versa. 

In  the  Westinghouee  system  the  high  voltage  line  current  is  reduced  to  a  suitable 
pressure  ior  use  by  the  motors,  by  means  of  an  auto-transformer.  The  motors 
themselves  are  of  the  series  type  with  forced  neutralising  winding  embodied  in  the 
stator,  illustrated  in  diagrammatic  form  in  Fig.  373.  In  general,  with  good  climatic 
conditions  and  line  voltages  up  to  about  6,600,  the  air  blast  type  of  transformer  is 


/•>.C.-n-o/iky 
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Fig.  375.    British  WESTHJOHOtiSB  Electric  and  Manufactdrikq  Co.'s  Sdiole-Phabe  Motors 
AHD    Control    Equipmisnt   CoNNEcnoKa  foe   Workikq    on    Alternatino -Current    oh 

CONTIStJOtlS-COEKEHT  ClBOUITB. 


used,  whilst  with  higher  voltages  or  bad  climatic  conditions,  such  as  working  in 
damp  tunnels,  etc.,  the  oil  insulated,  self-cooling  type  of  transformer  is  used. 

Figure  374  shows  carves  of  speed  torque,  power  factor,  efficiency,  and  horse-power 
for  the  standard  150  h.-p.  Westinghouae  motor. 

No  change  is  made  in  the  motor  for  working  on  alternating  or  on  continuous 
current.  The  neutralising  winding  on  the  field  frame  is  permanently  in  series  with 
the  armature,  and  is  retained  in  use  whilst  working  on  continuous  current  since  it 
tends  to  improve  the  commutation  of  the  motor  under  that  condition.  Fig,  375 
shows  the  connections  of  the  motor  and  control  equipment  for  working  on  alternating 
and  on  continuous  current. 

Figure  376  shows  the  connections  for  multiple-unit  train  control. 

In  the  160  h.-p.  motor  the  weight  of  the  stator  is  approximately  3,900  lbs.  and 
that  of  the  armature  approximately  1,500  lbs.    The  pinion,  gear,  and  gear  case  weigh 
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about  600  lbs.,  maldiig  the  total  weight  of  the  motor  complete  about  6,000  lbs.  This 
motor  is  designed  for  working  both  on  alternating  and  continuous  current. 

The  motor  is  of  the  single-phase  series  wound  railway  type,  designed  to  operate 
with  alternating  current,  and  lias  speed  and  torque  characteristics  similar  to  those  ot 
a  continuous  current  series  motor.  The  voltage  applied  to  the  motor  is  about  260  to 
260  volts  as  against  620  volts  for  continuous  current  motors.  This  considerably 
reduces  the  liability  of  damage  to  insulation. 

The  nominal  one-hour  rating  is  150  h.-p.  At  this  load,  when  supplied  with 
alternating  current  at  260  volts  25  periods  per  second,  the  motor  is  stated  to  take 
670  amperes  and  will  have  an  efficiency  of  89  per  cent,  and  a  power  factor  of  88'5  per 
cent,  at  a  speed  of  670  r.p.m.  Under  these  conditions  the  temperature  rise,  after  a 
one  hour's  run  on  the  testing  stand,  is  stated  not  to  exceed  75°  C.  by  thermometer 


measurement.     The  continuous  capacity  of  the  motor  is   given  as  330   amperes 
at  125  volts. 

The  motor  frame  consists  of  a  cast  steel  yoke  into  which  soft  steel  punchings  are 
dovetailed  and  securely  clamped,  producing  a  magnetic  circuit  which  is  completely 
laminated. 

There  are  sis  brush  holders,  each  with  two  carbon  brushes,  the  current  density 
in  which,  at  normal  rated  load,  is  65  amperes  per  square  inch.  Flexible  shunts  are  fixed 
to  the  brushes  to  relieve  the  springs  from  carrying  current.  The  brush  holders  are 
adjustable,  thus  allowing  compensation  for  the  wear  of  the  commutator. 

The  motor  is  held  on  the  axle  by  means  of  axle  caps  split  at  an  angle  of  about 
35°,  the  caps  being  below  the  axle  and  the  frame  above.  The  opposite  side  of  the 
motor  is  arranged  for  nose  suspension. 

All  the  bearings  are  made  of  phosphor  bronze  and  are  arranged  for  oil  waste 
lubrication,  having  oil  reservoirs  of  ample  capacity.     The  armature  bearings  are 
4  in.  X  7i  in.  and  4J  in.  x  10|  in.  respectively. 
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There  are  six  main  field  coils  wound  with  copper  strap  and  insulated  with  mica. 
Each  coil  is  held  rigidly  in  position  on  its  pole  b;  hangers,  independent  of  the 
pole  pieces. 

The  neutralising  winding  consists  of  copper  bars  placed  in  elota  in  the  pole  faces, 
and  is  insulated  in  the  same  way  as  for  the  main  held  coils.  This  winding  is  so 
arranged  that  it  need  not  be  disturbed  when  removing  the  field  coils. 

The  armature  core  is  built  up  of  soft  steel  punchings  assembled  on  a  cast  iron 
spider.  The  shaft,  which  is  made  of  open  hearth  steel,  is  pressed  into  the  spider 
with  a  pressure  of  from  20  to  30  tons  and  is  also  secured  by  steel  keys.  The  winding 
is  placed  in  partially  closed  slots  in  the  core  with  three  layers  in  each  slot,  one  of 


Fig.  379.    FrKi.i)  PiiAitE  of  BftiTisn  WESTiNOHOuaE  Co. '8  150  R.-t.  Sinole-Phase  Bailway 

IfOTOR  WITH  THE  NeCTBALISINO  'WltrDmGS  OHLY  IN  PLACE. 

which  constitutes  the  lead  to  the  commutator,  and  has  relatively  high  resistance, 
which  acts  as  a  preventive  lead  whilst  the  coil  is  being  short-circuited  under  the 
brushes.  Each  conductor  is  insulated  along  its  entire  length  by  overlapping  layers 
of  mica  tape,  and  each  group  in  each  slot  is  further  insulated  from  the  core  by  being 
supported  in  a  moulded  mica  cell.  The  completed  winding  is  held  firmly  in  position 
on  the  core  by  insulated  wedges,  and  the  ends  are  banded  down  on  the  coil  supports. 

The  commutator  is  made  of  rolled  and  hard  drawn  copper,  clamped  in  V-shaped 
cast  steel  rings.  The  insulation  between  the  bars  is  formed  with  specially  prepared 
material  of  such  hardness  as  to  ensure  its  wearing  at  the  same  rate  as  the  copper. 
The  complete  commutator  is  pressed  on  the  spider  which  holds  the  armature  core. 

The  photograph  in  Fig.  377  shows  the  complete  armature. 

The  pinion  is  made  of  forged  steel  with  machine-cut  teeth,  and  the  gear  wheel 


Fig.  378.    OcTLDiB  Drawino  of  ISO  H.-p.  Single-Phabe  Series  'Woumd  Railway  Motoks,  as 

ItANITFAOnTRSD  BY  THE  SrITISB  WeSTINOIIOUSX  ELECIBIC  ASI>  MAKUFAOIURIBa  CO. 
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is  made  of  cast  steel  with  machine-cut  teeth.  The  gears  have  a  diametrical  pitch 
of  2J  in.  and  5  in.  width  of  face. 

It  is  stated  that  the  completed  motor  wilt  stand  a  momentary  puncture  test  of 
2,000  volts  alternating  E.M.F. 

Figure  378  shows  an  assembly  drawing  of  the  motor,  whilst  the  photographs 
in  Figs.  379  and  380  show  the  field  frame.    The  former  shows  the  frame  with  the 


Fig.  380.    Field  FaAME  op  British  WKeriNOHOUSE  Co.'s  150  h,-p.  Sinole-Phase  Railway 
Motor  with  both  the  Neutralisino  Windings  and  the  Maqnbtibino  Coils  in  Place. 


/"Posinoti     z^Posi-, 


Fig.  S81.    Dlagram,  showing  Helative  Electrical  Connections  between  Auto-Transfoeher 
AND  Preventite  Coil  and  Voltages  applied  to  Motors  for  the  several  Positions  of 
Master  Controllbk  (British  Westinohouse  Electbic  and  MAKUFAcnjitiNG  Co.)- 
409 


ELECTRIC   RAILWAY   ENGINEERING 

neutralising  windings  only  in  place,  and  the  latter  the  frame  with  the  field  coils  also 
in  position.  It  will  be  noticed  that  the  field  coils  can  be  removed  without  interfering 
with  the  neutralising  winding. 

The  function  of  the  auto-transformer  is  to  transform  the  line  voltage,  which  in 
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Fig.    382.      Diagram,    showing    Distribution   of    Current   with    Controller    in   Second 
Position  (British  Westinghouse  Electric  and  Manufacturing  Co.). 
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Fi«r.    883.    Diagram,  showino  Distribution  of  Current  with  Controller  in  Transition  from 
Second  to  Third  Position  (British  Westinghouse  Electric  and  Manufacturing  Co.). 
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practice  varies  from  3,300  volts  to  18,000  volts,  according  to  the  magnitude  of  the 
undertaking,  to  the  !ow  voltage  required  by  the  motors  (160  to  280  volts).  The 
transformer  ia  of  the  single-winding  type,  in  which  one  end  of  the  winding  is  connected 
to  the  trolley  and  the  other  is  permanently  connected  to  earth.  At  the  earthed  end 
of  the  winding,  various  taps  are  brought  out,  giving  suitable  voltages  for  supply  to 
the  motor  terminals,  as  illustrated  in  Figs.  381,  382  and  383.  Auto- transformers  are 
usually  made  either  of  the  air  blast  type,  in  which  case  the  air  blast  is  furnished 
by  a  small  motor-driven  fan  mounted  in  the  case  of  the  transformer;  or  else  of  the 


Fig,  384.  Photookaph  of  THE  Hion-TENaioN  Esd  of  an  Air-Blast  Tvpe  of  Avto- 
TftANaPOBMER,  A9  EUFLOYED  IN  THE  Bitmsu  WBSTiKOHougB  Co.'s  Sinole-Pha3E  Railway 
Systeu. 

oil-ineulated,  self-cooling  type,  in  which  case  the  transformer  winding  is  wholly 
immersed  in  insulating  oil  carried  in  a  metal  case. 

The  photograph  in  Fig.  884  illustrates  the  high  tension  end  of  an  air-blast 
auto-transformer,  and  Fig.  885  gives  the  outline  of  an  oil-insulated  auto-transformer. 

The  unit  switches  shown  in  Fig.  386  take  current  from  the  various  low  tension 
tappings  of  the  auto-transformer  and  deliver  it  to  the  motors.  These  switches  are 
caused  to  open  or  close  by  air  pressure  acting  on  small  pistons.  The  compressed  air 
is  admitted  to,  or  released  from,  each  unit-switch  cylinder  by  means  of  a  small  pin 
valve  which  is  operated  by  an  electro-magnet.  The  electro-magnet  ia  controlled  by 
the  motorman  by  means  of  the  master  controller.  The  electro-pneumatic  control  of 
the  unit  switches  is  common  not  only  to  this  system  but  to  the  Westinghouse  con- 
tinuous-current railway  controllers  and  the  Westinghouse  railway  signalling  system. 
With  this  system  of  control,  the  unit  switches  and  reversers  throughout  a  train  are 
made  to  move  in  unison  under  the  action  of  one  master  controller,  by  means  of  a 
small  multicore  cable  which  connects  all  the  master  controllers,  switch  groups,  and 
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reversers,  on  a  train  in  parallel.     This  multtcore  cable  19  joined  up  between  cars  bj 
pi  ug- It nd- socket  and  flexible  connections. 

In  operation,  two  of  the  unit  awitcheB  are  always  closed  whilst  the  master 
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rig.  385.    OuTLiSE  Drawisq  of  On. -Insulated  A^-To-TEAN9FOKJ^ER  bt  the  British 
WESTiNonousE  Elecihic  and  Masufactcbino  Co. 

controller  is  on  a  running  point,  and  the  current  which  they  fornieh  is  ted  to  the 
two  ends  of  the  preventive  coil. 

The  preventive  coil  ia  used  for  the  reason  that  it  permits  the  circuit  to  the 
motors  to  be  maintained  unbroken  when  passing  from  one  voltage  to  a  higher  or 


Fig.  386.     Electro-Pneumatically- COM  TROLLED  Usrr  SwrrcHEa,  as  euployed  in  the 
Bkitish  Westinghouse  Co.'s  Sinolb-Phasb  Railway  System. 
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lower  voltage  tap,  since  two  of  the  unit  switches  can  be  closed  simoltaneoualy  without 
local  currents  between  them  being  developed. 

The  reverser  receives  current  from  the  preventive  coil  and  delivers  it  to  the 


Fig.  387.    BsnisE  WESiiNQnousE  Co. 'a  Self-retersino  Paktooraph  Trolley, 


motors,  which  are  eoniieeted  in  parallel.  The  reveraer  is  connected  in  such  a  way 
as  to  reverse  the  fields  of  the 
motors  and  not  the  armatures. 
The  reverser  is  operated  by 
means  of  air  pressure  acting  on 
pistons  controlled  by  electro- 
magnets on  the  same  system  as 
described  above  in  the  case  of 
the  unit  switches.  An  interlock 
on  the  reverser  makes  it  im- 
possible for  any  current  to  be 
dehvered  to  the  motors  until  the 
reverser  has  been  thrown  in  the 
right  direction.  The  movement 
of  all  the  reversera  on  a  train  is 
effected  simultaneously,  as  in 
the  case  of  the  unit  switches, 
through  the  movement  of  the 
masker  controller. 

The  master  controller  con- 
sists of  a  very  small  drum-type 
controller.  The  handle  is  moved 
to  the  right  or  left  according  to 
the  direction  in  which  it  Is 
desired  to  move  the  train.  In 
Fig.  876  there  is  shown  a  dia- 
grammatic development  of  the 
master  controller,  in  which  the 
successive  running  positions, 
from  one  to  five,  are  clearly  indicated  together  with  the  different  switch  combinations. 
Owing  to  the  fact  that  the  voltage  on  the  motor  terminals  is  varied  by  varying  the 
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Fig.  388.  British  ■Westinguoube  Co. 'a  Self-eevbhsikg 
Pantoorafh  Trolley, 
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cODnections  from  the  auto-transformer,  and  not  b;  the  interposition  of  resistance, 
as  in  the  case  of  continuous-currant  railway  practice,  every  notch  on  the  master 
controller  is  a  running  notch,  and  the  train  can  be  held  at  the  corresponding  speed 
for  any  length  of  time  without  rheostatic  losses. 

Tn  the  case  of  small  cars  operating  at  moderate  speeds,  a  wheel  type  of  trolley 
may  be  used,  provided  that  it  is  thoroughly  insulated  from  the  car  body.  On  the 
heavier  types  ot  vehicle  and  on  locomotives  the  self-reversing  pantograph  trolley  has 
been  found  most  successful.  Photographs  of  this  type  of  trolley  are  given  in 
Figs.  387  and  388.  The  pantograph  type  of  trolley  la  suitable  for  the  highest  speeds, 
as,  owing  to  its  great  width,  there  is  no  possibility  of  its  jumping  the  trolley  wire. 
The  trolley  is  of  the  self-reversing  type  and  is  brought  up  into  the  running  position 


Fig.  389.    BaiTisii  Westinohouse  Co.'s  ExniBirioy  Cak  at  Tkafford  Pabk,  Maxciiester, 

The  car  ta  Hiulpped  with  the  Briliih  Wettlnghouse  Co.'a  Slnglo-PhEW  Hillwajr  SjrstsDi. 

in  contact  with  the  trolley  wire,  or  withdrawn,  so  as  entirely  to  isolate  the  car  from 
the  high  tension  supply  circuit  by  means  of  air  pressure.  The  control  of  this  air 
pressure  is  effected  by  means  of  a  special  three-way  cock  fitted  in  the  driver's  cab. 

Fig.  869  is  a  photograph  of  the  exhibition  car  at  the  Trafford  Park  Works  of 
the  British  Westinghouse  Electric  and  Manufacturing  Company.  The  car  is  equipped 
with  four  100  h.-p.  single  pha^e  railway  motors  and  with  the  electro-pneumatic 
multiple-unit  switch  control.  The  trolley  pressure  on  this  exhibition  line  is  8,300 
volts,  and  the  car  is  fitted  with  ammeters,  voltmeters,  and  wattmeters  for  making 
complete  observations. 

The  several  types  of  single-phase  traction  motor  have  been  somewhat  hastily 
reviewed,  for,  while  their  properties  are  of  great  interest,  the  fact  of  greatest  present 
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commercial  significance  is  that  the  net  results  are  strikingly  alike  in  all  types.  Their 
respective  features  of  superiority  and  inferiority  are  of  a  minor  character,  and  largely 
offset  one  another.  Hence  we  may,  in  much  of  the  following  discussion,  allude  to 
the  **  single-phase  commutator  motor  "  as  having  certain  properties,  without  reference 
to  the  particular  type. 

The  "  single-phase  commutator  motor  '*  may  be  said  to  be  characterised  by  the 
following  features  of  inferiority  : — 

A  considerable  Ipss  by  hysteresis  and  eddy  currents  in  the  stator,  not  present  in 
the  continuous-current  series  motor. 

In  all  types,  a  greater  commutator  loss  due  to  the  desirability,  if  not  necessity,  of 
employing  a  lower  commutator  voltage  than  is  customary  in  the  continuous-current 
motor. 

In  the  Latour-Winter-Eichberg  motor,  a  still  further  commutator  loss  due  to  the 
extra  short-circuited  brushes. 

An  eflSciency  at  all  loads,  and  particularly  at  light  loads,  considerably  inferior  to 
that  of  the  continuous-current  series  motor. 

Commutation  decidedly  inferior,  at  any  rate  at  starting  with  heavy  torque,  to  that 
obtained  in  the  continuous-current  series  motor.^ 

A  considerably  larger  and  more  expensive  commutator  than  is  employed  in  the 
continuous-current  motor. 

Chiefly  on  account  of  the  larger  internal  losses,  a  considerably  larger,  heavier,  and 
more  expensive  design  in  general,  than  for  the  continuous-current  motor. 

A  greater  liability  to  breakdowns  between  turns  in  the  field  windings  than  in  the 
continuous-current  series  motor,  even  when  much  more  liberally  insulated,  and  a 
temporary  complete  disablement  of  the  motor  when  such  a  breakdown  occurs, 
whereas  in  the  continuous-current  motor  a  short-circuited  field  turn  does  not  disable 
the  motor. 

A  power  factor  averaging,  in  actual  service,  considerably  less  than  unity. 

An  amount  of  auxiliary  apparatus  on  the  train,  greatly  exceeding  in  weight  and 
cost,  that  employed  for  the  continuous-current  series  motor. 

By  these  means  there  have  been  obtained — 

A  speed  torque  characteristic  about  equivalent  to  that  of  the  continuous-current 
series  motor. 

Begulation  by  voltage  control,  thus  dispensing  with  rheostatic  losses. 

Ability  to  transmit  by  high  tension  alternating  current  right  through  from  power- 
house to  train,  any  desirable  intermediate  transformations  of  voltage  being  accom- 
plished by  means  of  stationary  transformers,  thus  avoiding  expensive  and  inefiicient 
rotary  converter  or  motor-generator  sub-stations. 

1  The  coil  short-circuited  under  the  brushes  constitutes,  at  the  moment  the  motor  is  thrown  on 
the  line,  a  stationary  secondary  circuit  in  which  large  currents  are  induced  by  the  alternating  magnetic 
flux.  As  the  motor  starts,  the  armature  turns  successively  occupy  and  depart  from  this  position,  and 
occasion  considerable  sparking  as  well  as  a  considerable  I.'^B.  loss.  In  discussing  this  point,  Lamme 
states  (American  Institution  of  Electrical  Engineers,  January  29th,  1904) : — '*  The  short-circuit  current 
at  start  is  one  of  the  most  serious  conditions  which  confront  us  in  alternating  current  motors,  and  is 
also  of  great  importance  where  there  is  any  considerable  operation  on  low  speeds.  The  speaker 
advocates  a  type  which  he  considers  gives  the  easiest  condition  in  this  regard.  This  short-circuiting 
cannot  be  entirely  avoided  in  any  of  the  motors  brought  out,  without  adopting  abnormal  and  ques- 
tionable constructions,  although  devices  like  narrow  brushes,  sandwich  windings,  etc.,  have  been 
proposed." 


ELECTRIC   RAILWAY   ENGINEERING 

Although  progress  in  the  development  of  the  single-phase  commutator  motor  has 
been  rapid,  it  would  appear  unreasonable  to  look  forward  to  very  considerable  further 
improvements  in  those  respects  where  it  is  still  distinctly  inferior.  On  the  other 
hand,  not  only  are  there  also  numerous  undeveloped  features  in  the  continuous-current 
railway  motor,  but  there  are  other  single-phase  railway  systems  where  the  motors 
driving  the  train  need  not,  and  probably  would  not,  be  of  the  single-phase  commutator 
type.  One  very  meritorious  and  promising  system  of  this  kind  is  that  developed 
by  the  Oerlikon  Co.,  where  the  motors  driving  the  train  are  of  the  continuous- 
current  type.  In  this  system,  the  locomotive  carries  a  single-phase  motor,  preferably 
of  the  synchronous  type,  which  drives  a  continuous-current  generator,  the  voltage  of 
which  is  varied  by  field  control.  The  speed  of  the  motors  driving  the  locomotive  or 
car-axles  is  thus  effectively  controlled  without  the  use  of  rheostats,  and  regenerative 
braking  is  exceedingly  simple  and  effective.  The  continuous-current  motors  need  not 
be  located  exclusively  on  the  locomotive,  but  may,  in  the  interests  of  obtaining  a  high 
rate  of  acceleration,  be  distributed  on  the  trucks  of  the  carriages,  thus  securing  some 
important  advantages  of  the  multiple-unit  system.  In  the  Oerlikcn  system,  a  high 
efficiency  during  acceleration  is  obtained,  for  whatever  the  rate  of  acceleration,  and 
whatever  the  current  consumed  by  the  driving  motors,  the  current  drawn  from  the  line 
is  proportional  merely  to  the  current  consumed  by  the  traction  motors  plus  the  internal 
losses  in  the  motor-generator  set,  and  no  energy  is  wasted  in  rheostats  or  other  controlling 
devices.     This  system  has  been  illustrated  in  Figs.  816  and  817,  on  pp.  851  and  852. 

Wherever  alternating  current  may  come  to  be  employed  for  railway  electrification, 
the  importance  of  low  periodicity  should  not  be  underestimated.  It  is  true  that  this 
involves  still  heavier  transformers  and  other  control  apparatus,  but  it  is  also  true 
that  the  chief  consideration  is  the  production  of  a  light  and  efficient  motor  with  high 
power  factor,  a  small  diameter,  and  a  reasonably  deep  air  gap.  The  fulfilment  of  these 
requirements  involves  a  reduction  in  the  size  of  the  commutator  and  of  the  commutator 
losses  without  sacrifice  of  good  commutating  qualities.  To  reduce  the  size  of  the 
commutator  and  the  commutator  losses  the  use  of  a  higher  commutator  voltage  is 
necessary,  and  this  will  be  the  more  practicable  the  lower  the  frequency.  With  a  lower 
frequency,  a  good  power  factor  may  also  be  obtained  with  a  deep  air  gap ;  and  a  smaller 
rotor  diameter  will  be  consistent  with  a  good  design. 

In  the  design  of  the  commutatorless  induction  motor,  high  rated  speed  is  attended 
with  advantages  more  or  less  equivalent  to  those  associated  with  low  periodicity.  This 
is  not  the  case  with  the  single-phase  commutator  motor,  for  the  use  of  a  commutator 
involves  the  necessity  of  keeping  within  moderate  speeds,  if  the  best  results  are  to  be 
secured,  and  a  low  frequency  becomes  all  the  more  important. 

The  economic  speed  of  the  single-phase  commutator  motor,  while  lying  consider- 
ably below  that  of  the  induction  motor,  will  nevertheless  be  higher  than  that  of  the 
continuous-current  motor,  for  the  reason  that  the  voltage  causing  sparking,  depends, 
not  upon  the  speed  alone,  but  has  a  component,  which  is  independent  of  the  speed, 
generally  considerably  larger  than  the  reactance  voltage. 

In  Fig.  890  are  given  comparative  curves  of  efficiency  of  continuous-current  and 
single-phase  commutator  motors,  the  efficiencies  in  both  cases  corresponding  to  the 
highest  speed  notch  of  the  controller.  The  continuous-current  motor  has  only  one 
other  really  efficient  position,  the  full  series,  and  intermediate  positions  involve 
rheostatic  losses.  The  single-phase  motor,  on  the  other  hand,  has,  in  virtue  of  the 
method  of  regulation  by  voltage  control,  a  separate  efficiency  curve  with  a  fairly  high 
point  of  maximum  efficiency,  corresponding  to  every  controller  notch.      This  is 
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illustrated  in  Fig.  391,  which  representH  a.  group  of  efficiency  curves  o!  the  same 
Latour-Winter-Eiehberg  motor  for  which  the  efficiency  at  the  highest  notch  has 
been  given  in  Fig,  390. 

Thus,  while  tlie  maximum  efficiencies  of  single-phase  commutator  motors  are 
considerably  lower  than  the  efficiency  of  the  continuous-current  motor  on  the  running 
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Fig.  391.    Efficiency  Cubtes  or  IiATOFB-WmTEE-EicHBKEe  Motob. 


points  of  the  controller,  this  ie  partly  made  up  for  by  the  greater  number  of  efficient 
running  points  in  the  single-phase  system. 

Attention  should  be  drawn  to  another  point,  namely,  the  maximum  output  of  the 
two  types  of  motor.  While,  as  is  well  known,  the  output  of  the  continuous-current 
series  motor  is  limited  only  by  the  heating,  the  maximum  output  attainable  by  the 
single-phase  commutator  motor  is,  for  any  voltage,  sharply  defined.  A  glance  at 
the  second  and  fourth  vertical  columns  of  Fig.  390  shows  that  these  two  repulsion 
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motors,  rated  respectively  at  60  h.-p.  and  175  h.-p.,  cannot,  at  the  highest  voltage, 
carry  overloads  exceeding  25  per  cent,  and  15  per  cent,  respectively,  whereas,  with 
continuous-current  motors  for  these  rated  outputs,  momentary  overloads  of  100  per  cent, 
and  more,  occasion  no  difficulty.  When  the  curves  of  single-phase  motors  are  plotted 
with  amperes  as  abscisste,  as  in  Fig.  892,  this  limiting  overload  is  not  so  clearly 
apparent;  it  is  only  evident  that  the  current  increases  rapidly  with  decreasing 
speeds.  The  efficiency  curve  of  Fig.  392  is  merely  transformed  from  the  corre- 
sponding curve  of  Fig.  890. 

The  power  factors  corresponding  to  the  same  four  motors  are  given  in  the  second 
horizontal  row  of  Fig.  390,  and  from  these,  together  with  the  efficiency  values,  the 
curves  in  the  lower  horizontal  row  of  Fig.  390  have  been  prepared,  showing  the 
volt-amperes  required  per  horse-power  developed,  by  the  continuous-current  and  the 

single-phase     systems     respec- 
tively,   when    running    on    the 
ftr  highest  controller  notch.    It  is 

^  evident  from  a  study  of  these 

curves,  that  for  a  given  voltage, 

the  single-phase  motor  requires, 

m  on    the  average,    some  20   per 

ta      cent,  more  current  than  the  con- 
tinuous-current motor.      Hence 
"  for  a  given  voltage  and  outlay 

gg  for  copper,  the  I*E   loss  in   all 

apparatus  and  line  will  be  fully 
*  40  per  cent,  higher.    While  this 

M  filso     applies    to     the    Latour- 

Winter-Eichberg  system   so  far 

as  relates  to  the  power  factor 

»  at  the   viators,   the   system    has 

the    great    advantage  over  the 
other    two    systems,    that    the 
power  factor  at  the  generating 
Kg.  392.    CAicra^TED  c™™  OF  17!  ...p.  EEptLsio,      pU„,  „ill  be  greater.    For  while 
Motor  at  1,600  Volts.  ^  ,  .,,,,,.  , 

some  motors  will  be  starting  and 

running  at  speeds  below  the  point  of  unity  power  factor,  and  thus  will  be  taking  a  lagging 
current  from  the  line,  other  motors  will  be  running  above  the  point  ot  unity  power 
factor,  and  will  be  taking  a  leading  current  from  the  line.  By  intelligent  operation,  the 
lagging  and  leading  currents  may  largely  neutralise  one  another  on  a  fairly  extensive 
system,  and  thus  the  generating  plant  might,  under  favourable  conditions,  be  designed 
for  approximately  unity  power  factor.  This  is  a  most  important  feature,  reducing, 
as  it  may,  the  capital  outlay  for  the  generating  plant  and  the  transmission  system. 

There  is,  of  course,  much  to  be  said  on  behalf  ot  the  single-phase  system,  but 
since  this  system  has  most  strenuous  advocates,  it  is  not  proposed  to  go  into  the 
question  further  than  has  already  been  done,  since  it  is  believed  that,  in  spite  of  the 
necessity,  in  the  interests  of  an  intelligent  comparison,  of  calling  attention  to  some 
weak  points  of  the  single-phase  system  heretofore  overlooked,  its  merits  have  also  been 
fairly  admitted.  It  is  to  be  hoped  that  further  progress  in  the  improvement  of  the 
single-phase  motor  may  lead  to  the  production  of  a  thoroughly  satisfactory  system  for 
the  purposes  of  the  electrical  operation  of  main  line  railways.  For  dense  service. 
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however,  there  appears  to  be  no  sufficient  reason  to  look  for  the  early  supersession  of 
the  continuous-current  motor. 

We  thus  see  that  the  most  unsatisfactory  aspects  of  the  single-phase  system 
relate  to  the  rolling  sfcock  equipment. 

The  use  of  high  tension  continuous  current,  on  the  other  hand,  affords  a  sound 
engineering  basis  for  railway  electrification.  On  p.  860  allusion  was  made  to  proposi- 
tions on  these  lines  as  laid  down  by  one  of  us  some  years  ago.  Although  at  that  time 
the  proposition  met  with  no  encouragement,  a  very  considerable  revulsion  of  opinion 
has  lately  taken  place,  and  the  subject  of  high  voltage  continuous  current  railway 
electrification  is  now  beginning  to  attract  the  very  considerable  attention  which  it 
merits.  Under  these  circumstances  the  writers  have  sought  and  obtained  the 
courteous  permission  to  reproduce  the  article  in  question. 


The  Continuous-current  System  and  the  Single-phase  System  for  Traction, 

Many  hundreds  of  thousands  of  continuous-current  railway  motors  are  now  in  use, 
and  are  giving  excellent  satisfaction.  The  field  of  operation  for  electric  traction  has 
been  rapidly  extended,  and  it  has  encroached  heavily  upon  the  suburban  and  inter- 
urban  traffic  heretofore  handled  exclusively  by  the  main  steam  lines. 

The  replacement  of  steam  by  electric  traction  on  main  lines  is  still  of  doubtful 
economic  practicability,  although  much  attention  has  been  given  to  the  subject. 

The  economic  impracticability  of  operating  main  lines  electrically  has  related 
chiefly  to  the  difficulty  of  obtaining  any  approximation  to  a  uniform  load,  for,  pro- 
viding the  traditional  limit  of  650  volts  at  the  train  is  accepted,  the  sub-stations 
cannot  be  many  miles  apart,  and  at  the  customary  spacing  and  speed  of  through 
trains,  a  sub-station  will  be  alternately  running  idle  for  long  intervals  and  loaded  tor 
short  intervals.  Several  times  more  capacity  of  sub-station  apparatus  will,  therefore, 
be  necessary  than  would  be  the  case  could  the  same  amount  of  work  be  done  at  a 
uniform  rate.  Moreover,  the  average  efficiency  is  excessively  low,  owing  to  the  large 
constant  losses  in  such  a  large  installation  of  lightly  loaded  machinery.  At  first 
sight,  the  natural  solution  would  appear  to  be  to  operate  by  single  cars  instead  of  by 
trains.  "While  this  would  greatly  improve  the  load  factor,  it  would  increase  by  from 
100  per  cent,  to  200  per  cent,  the  work  required  to  be  done  per  ton  hauled  a  given 
distance  ^  at  a  given  speed.  This  would  at  any  rate  be  the  case  at  speeds  above 
50  miles  per  hour.  Furthermore,  there  would  inevitably  be  greater  danger  and 
expense  in  operating  at  a  schedule  speed  of  60  miles  per  hour,  six  carriages  at  5- 
minute  intervals,  as  against  one  train  per  half-hour.  Were  it  not  for  the  enormously 
increased  friction  incurred  by  single-car  operation,  this  would,  however,  be  the  plan 
which  would  be  followed ;  and  it  may,  to  some  extent,  indicate  the  lines  on  which 
main  roads  will  ultimately  be  operated. 

An  increased  permissible  voltage  would  permit  of  fewer,  larger,  more  uniformly 
loaded,  and  more  economical  sub-stations  situated  at  greater  distances  apart. 

The  possibilities  in  this  direction,  as  associated  with  the  use  of  continuous- 
current  motors,  have  been  but  little  considered.  The  hopelessness  of  the  case  from 
the  standpoint  of  any  such  low  voltage  as  650  has  generally  led  to  the  expectation 
that  some  solution  by  alternating  current  motors  would  ultimately  be  found.     A  good 

>  Armstrong,    "  High    Speed    Electric    Kailway    Problems,"     American     Institute    Electrical 
Engineers  (June  30th,  1903). 
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deal  of  tentative  work  with  three-phase  motors  has  been  carried  out  during  the  last 
few  years,  but  the  difficulties  associated  with  two  insulated  conductors,  lack  of  speed 
flexibility,  and  a  number  of  other  disadvantages  more  or  less  consequent  upon  the 
latter,  have  sufficed  to  dampen  the  enthusiasm  of  many  engineers  who  were  originally 
very  sanguine  along  these  lines. 

The  application  of  the  commutator  to  the  polyphase  motor  afforded  considerable 
promise  of  giving  it  greater  speed  flexibility.  Hardly,  however,  was  this  appreciated 
before  the  single-phase  commutator  motor  was  brought  to  a  commercial  stage  of 
development.  This  naturally  concentrated  attention  upon  the  problem  of  the  single- 
phase  operation  of  main  line  railways,  for  the  single-phase  commutator  motor  not  only 
aff^ords  speed  flexibility,  but  also  avoids  the  necessity  for  two  insulated  conductors. 

It  is  reasonable  to  base  upon  these  developments,  renewed  hopes  of  solving  the 
problem  of  the  electrical  operation  of  main  lines.  Is  it,  however,  reasonable  or  just 
to  the  continuous-current  motor  to  disregard  its  undeveloped  possibilities,  especially 
in  the  matter  of  operation  at  higher  voltage  ?  Aside  from  the  question  of  main  line 
traction,  there  is  a  large  field  for  interurban  electric  traction  and  for  extensive  urban 
and  suburban  systems.  Doubling  or  trebling  the  voltage  at  the  train  would  at  once 
immensely  extend  the  range  of  economic  working.  There  are  the  further  possibilities 
associated  with  two  commutators,  or  even  two  motors  in  series,  and  treated  as  a  single 
unit.  Series-parallel  control  is  well  within  the  range  of  the  practicable  at  such  voltages ; 
indeed,  the  controller  problem  is,  in  some  respects,  simplified  by  the  reduction  of  the 
current  through  increased  voltage.  But  in  high  speed  suburban  and  interurban  work, 
with  infrequent  stops,  rheostatic  control  need  detract  but  slightly  from  the  efficiency,^ 
and  as  it  is  for  just  such  work  that  the  higher  voltages  are  desirable,  the  argument 
would,  from  the  continuous-current  motor's  standpoint,  be  but  slightly  impaired  by 
the  assumption  of  rheostatic  control. 

It  appears  the  more  desirable  to  speak  on  behalf  of  the  continuous-current  motor 
in  this  connection  since,  contrary  to  expectations,  it  is  not  so  much  for  main  line 
work,  but  more  especially  for  urban,  suburban,  and  interurban  work,  that  the 
single-phase  motor  is  at  present  being  strongly  advocated. 

Thus  Mr.  P.  M.  Lincoln^  states: — 'Interurban  electric  traction  work  is,  in  my 
opinion,  the  peculiar  field  for  the  alternating  current  system  " ;  also,  "  When  stops 
are  few,  and  consequently  runs  are  long,  .  .  .  the  advantage  of  the  alternating 
current  system  is  not  so  greatly  marked.  With  short  runs,  on  the  other  hand,  and 
consequently  frequent  starts,  .  .  .  the  alternating  current  system  can  have  the 
greater  advantage." 

Mr.  B.  6.  Lamme  states: — '*  It  thus  appears  that,  while  suburban  work  was  once 
thought  to  be  the  most  important  field  for  the  single-phase  railway,  it  has  now  become 
evident  that  city  work,  where  traffic  is  very  congested  in  parts  of  the  system,  will 
prove  to  be  one  of  the  best  fields  for  this  system."^ 

^  With  correctly  designed  modem  motors,  the  necessary  speed  variation  at  constant  load  may  be 
obtained  by  a  rheostat  in  parallel  with  the  field,  and  hence  efficiently. 

*  Electrical  World  and  Engineer,  December  12th,  1908. 

3  In  the  same  article  {Electrical  World  and  Engineer,  December  26th,  1908),  Mr.  Lamme  also 
states : — *^  Of  course,  it  is  recognised  that  for  heavy  railroad  service,  where  all  kinds  of  speeds  should 
be  obtained  economically,  the  single-phase  railway  system  will  undoubtedly  show  to  great  advantage 
compared  with  any  known  continuous-current  system.  But,  as  considerable  time  will  be  required  to 
equip  any  railroad  service,  it  is  probable  that  the  single-phase  railway  system  will  be  well  tried  out 
before  there  is  a  good  opportunity  to  give  it  a  thorough  trial  for  heavy  work." 
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Armstrong  and  others  see  the  greater  possibilities  in  main  line  work,  and  this 
would  seem  to  be  the  sounder  position. 

Inasmuch  as  superior  merits  for  the  crowded  traffic  conditions  of  large  cities  have 
been  claimed  for  the  single-phase  commutator  motor,  it  is  of  interest  to  compare 
the  respective  features  of  the  continuous-current  and  the  single-phase  motor,  since  for 
crowded  city  work  the  former  is  at  present  exclusively  employed. 

For  a  given  voltage,  the  single-phase  motor  has  the  larger  commutator,  in  order 
to  take  care  of  additional  parasitic  losses.^  The  satisfactoriness  of  the  design  of  the 
single-phase  commutator  motor  is  so  dependent  upon  low  voltage,  that  considerably 
less  than  500  volts  is  advocated  for  some  types,  and  is  probably  desirable  for  all. 
This  leads  to  a  further  increase  in  size  of  commutator,  and  in  the  magnitude  of  the 
commutator  losses.  The  more  recent  types  of  single-phase  motors  have  an  extra  set 
of  short-circuited  brushes,  thus  two  sets  of  brushes  per  pole,  as  against  one  set  per 
pole  for  the  continuous-current  motor.  The  commutation  will  not  be  better  than  for 
the  continuous-current  motor. 

The  field  spools  of  the  alternating  current  motor  have  much  the  higher  voltage 
per  turn,  and  a  breakdown  in  the  insulation  between  one  turn  will  occasion  heavy 
induced  currents  in  the  short-circuited  turn,  promptly  leading  to  the  disablement  of 
the  motor  for  the  time  being.  Such  a  breakdown  does  not  result  from  the 
short-circuiting  of  a  single  field  turn  in  a  continuous-current  motor. 

The  internal  losses  inherent  to  the  single-phase  motor  are,  according  to  rated 
capacity,  periodicity,  speed,  and  voltage,  at  least  from  15  per  cent,  to  85  per  cent, 
greater  than  for  the  equivalent  continuous-current  designs.^  Szasz  (Zeitschrift  fiir 
Elektrotechnik  for  November  22nd,  1903,  pp.  651 — 653)  estimated  that  the  losses  in 
the  single-phase  commutator  motor  are  much  in  excess  of  these  figures.  The  motor 
must  consequently  be  larger  and  heavier  or  run  warmer  for  a  given  performance. 
The  efficiency  is  consequently  considerably  less.  It  has  been  pointed  out  by  Szasz 
in  the  article  above  referred  to,  that  in  the  compensated  type  of  single-phase  motor 
the  efficiency  falls  ofif  badly  above  and  below  certain  very  limited  conditions  of  load 
for  given  ratios  of  transformation.  This  is  also  evident  from  Figs.  393  and  394. 
Hence  a  good  deal  of  intelligence  would  require  to  be  exercised  by  the  driver 
in  operating  on  the  most  efficient  controller  notches  for  all  conditions.  Szasz  points 
out  that  the  efficiency  curve  of  the  continuous-current  series  motor  is  far  better 
sustained  throughout  a  wide  range  of  conditions. 

^  These,  and  practically  all  the  disadvantages  of  the  single-phase  motor,  have  been  admitted  by 
its  advocates  with  commendable  frankness. 

^  Lamme  states  the  efficiency  of  the  single-phase  motors  to  be  from  1  per  cent,  to  5  per  cent,  less 
than  that  of  the  continuous- current  motor  {Electrical  World  and  Engineer j  December  26th,  1908, 
pp.  1043 — 1046).  In  this  article  Lamme  gives  the  following  useful  summary  of  the  component  losses 
in  the  single -phase  commutator  motor : — 

(1)  Iron  loss  due  to  reversals  of  magnetism  in  armature  and  field  at  the  frequency  of  the  supply 
circuit ; 

(2)  Armature  iron  loss  due  to  variations  in  magnetism,  dependent  upon  rotation  of  the  armature  ; 

(3)  Iron  loss  in  the  surface  of  the  field  and  armature  due  to  the  bunching  of  magnetic  lines  from 
the  teeth  of  either  element ; 

(4)  Losses  in  field  windings ; 
(6)  Loss  in  armature  windings  ; 

(6)  Brush  losses ; 

(7)  Friction  and  windage. 

And  on  comparing  each  in  turn  he  shows  that,  of  these  seven   component  losses,  only  one,  the 
fourth,  is  as  low  as  in  the  continuous-current  motor. 
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The  inferiority  of  the  single-phase  commutator  motor  as  regards  efficiency  may  be 
seen  from  Figs.  393  and  394,  relating  respectively  to  the  Winter-Eichberg^  motor  and  the 
Finzi  motor.  The  curves  in  Fig.  393  are  taken  from  Mr.  Eborall's  recent  paper 
entitled  **  Electric  Traction  with  Alternating  Currents."  The  full  line  curves  relate  to 
the  efficiency  of  the  single-phase,  and  the  dotted  curve  to  the  efficiency  of  an  equivalent 
continuous-current  motor.  In  Fig.  394  the  full  line  curve  represents  the  efficiency 
of  the  Finzi  motor  tested  at  Milan,  and  the  dotted  curve  represents  the  efficiency 
of  an  equivalent  continuous-current  motor.  The  data  for  Dr.  Finzi's  motor  are  derived 
from  Diagrams  1  and  2  of  the  Electrical  Review  of  November  13th,  1903,  Vol. 
LIII.,  p.  769.     The  continuous-current  motor  used  in  this  comparison  is  a  standard 
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Fig.  393.    CoMPAKisoN  OF  Efficiencies  of 

CONTINUOUS-CURRBirr    AND    SlNGLB- 

Phase  Motors. 


Fig.   394.    Comparison   of   Efficiencies  of 
Continuous-Current  and  Single- 
Phase  Motors. 


27  h.-p.  motor  for  which  efficiency  and  output  curves  are  given  in  Figs.  281  and  288 
on  p.  276  of  "  Electric  Machine  Design.'*^ 

The  power  factor  of  the  single-phase  commutator  motor  falls  considerably  short 
of  unity  for  all  except  a  very  narrow  range  of  loads.  In  the  case  worked  out  by  Mr. 
Lincoln  the  average  power  factor  at  the  generators  is  0*86.  The  power  factor  during 
acceleration  is  exceedingly  low. 

For  the  single-phase  system  considerable  auxiliary  apparatus  is  required  on  the 
car.  This  consists  chiefly  of  step-down  transformer  and  voltage  regulator.  Such 
apparatus  is  heavy  and  expensive,  and  introduces  further  losses.  The  motors 
themselves  are  admittedly  (Lincoln  ^   heavier  and  more  expensive. 

In  the  case  worked  out  by  Lincoln,^  a  car  equipped  with  the  single-phase  system 

^  The  motor  to  which  the  tests  refer  was  designed  by  Messrs.  Winter  and  Eichberg.  As  is  well 
known,  this  type  of  motor,  which  has  been  developed  by  Latour  in  France  and  by  Winter  and  Eichberg 
in  Germany  during  the  last  few  years,  has  brought  the  single-phase  motor  nearer  to  a  distinctly 
commercial  stage  of  practicability  for  traction  and  other  purposes. 

*  "  Electric  Machine  Design,"  Parshall  and  Hobart,  London,  Engineering,  1906. 

^  "  Interurban  Electric  Traction  Systems,  Alternating  versus  Direct  Current,"  Electrical  World 
and  Engineer^  December  12th.  1903,  p.  951. 
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weighed  41'3  tons  complete,  as  against  85  tons  for  the  continuous-current  equipment. 
The  total  weight  of  electrical  apparatus  carried,  is  thus  in  the  single-phase  system,  well 
on  towards  double  the  weight  in  the  continuous-current  system.  This  is  confirmed  by 
Lincoln's  figures,  which  show  over  60  per  cent,  greater  cost  per  (electrical)  car  equip- 
ment. Sixty  per  cent,  greater  cost  in  such  apparatus  is  associated  with  a  considerably 
higher  percentage  increase  in  weight. 

The  preparation  of  a  rigid  quantitative  comparison  is,  in  such  a  case  as  this,  beset 
with  difficulties,  but  it  should  be  evident  from  the  data  set  forth,  that  pending  con- 
siderable further  development,  the  continuous-current  motor  has  as  yet  no  rival  in 
city  and  suburban  work. 

For  interurban  work,  it  is  believed  that  the  600-volt  continuous-current  motor 
can  generally  hold  its  own;  nevertheless  there  appears  insufficient  reason  why 
advantage  should  not  be  taken  of  the  higher  economies  incident  to  employing  higher 
voltage  at  the  motor. 

Thus  in  Lincoln's  comparison  of  a  60-mile  interurban  line,  600  volts  is  taken  for 
the  continuous-current  system,  and  a  cost  for  the  secondary  network  amounting  to 
30  per  ceiit.  of  the  total  cost  of  the  electrical  system  is  deduced.  In  fact,  it  is  only  by 
comparing  a  3,000-volt  secondary  network  for  the  single-phase  system  with  a  600-volt 
network  for  the  continuous-current  system  that  an  advantage  appears  to  be  obtained 
for  the  single-phase  system. 

The  following  criticisms  of  Mr.  Lincoln's  estimate  appear  sound  : — 

(1)  That  he  overlooks  the  fact  that  single-phase  generators  cost  some  30  per  cent, 
more  than  polyphase  generators  for  the  same  rating  and  guarantees  ; 

(2)  That  he  overlooks  the  increased  cost  of  low  periodicity  transformers ; 

(3)  That  there  is  no  reason  to  employ  many  small  and  expensive  single-phase 
transformers  for  the  polyphase  central  and  sub-stations:  it  is  only  in  America  that 
this  has  been  customary,  and  now  large  polyphase  transformers  are  being  substituted 
for  groups  of  single-phase  transformers  in  America  also ; 

(4)  That  the  single-phase  generating  plant  is  not  sufficiently  liberally  proportioned 
in  view  of  the  poor  average  power  factor  ; 

(5)  That,  since  the  chief  handicap  of  the  continuous-current  system  is,  as  Mr. 
Lincoln  has  pointed  out,  the  low  tension  conducting  system,  the  voltage  should  have 
been  increased,  as  this  is  a  perfectly  sound  proposition  in  the  present  state  of 
the  art,  much  more  sound  than  some  of  the  features  of  the  single-phase  system  he 
describes ; 

(6)  Large  transformers  are  artificially  cooled,  and  some  attendance,  such  as  very 
frequent  patrolling,  is  advisable  for  the  sub-stations,  even  with  the  single-phase 
system ; 

(7)  The  high  voltage  per  turn  in  the  field  spools  of  the  alternating  current  system, 
the  less  satisfactory  commutation,  and  the  more  complex  auxiliary  apparatus  will 
inevitably  result  in  a  higher  percentage  depreciation  than  for  the  continuous-current 
equipment :  nevertheless  Mr.  Lincoln  takes  10  per  cent,  for  the  former  and  12  per 
cent,  for  the  latter. 

Let  us  compare  Lincoln's  60-mile  road,  introducing  justifiable  corrections  for  his 
single-phase  figures,  and  substituting  for  his  600-volt  continuous-current  system,  with 
sub-stations,  a  system  with  two  continuous-current  generating  systems  located 
respectively  15  miles  from  each  end  of  the  system  and  30  miles  from  one  another. 
These  stations  shall  be  equipped  with  slow  speed  1,350-volt  continuous-current 
generators,  and  the  cars  shall  be  fed  at  an  average  voltage  of  1,300.    Each  car  shall 
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carry  two  650-volt  motors  connected  in  serieB  and  operated  as  a  1,800-voU  unit.     The 

acceleration  shall  be  rheostatic' 
.   *  The    60-mile  road   is    operated 

*    >  on  a  ecbedole  speed  oE  SO  miles  per 

■••  •*  hour,  with  SO-second  stops  every  2 

miles.  The  care  run  half  an  hour 
apart.  The  braking  is  at  the  rate  of 
_^^,  2'0  miles  per  hour  per  second  (0"89 

metres  per  second  per  second),  and 
the  accelerating  is  at  the  rate  of  I'O 
miles  per  hour  per  second  (0'45 
metres  per  second  per  second).  The 
continuous  -  current  car  complete 
weighs  96  tons,  and  the  single-phase 
car  41-8  tons.  The  former  carries 
two  150  h.-p.  motors,  and  the  latter 
two  165  h.-p.  motors. 

The  diagram  of  cyclic  operations 

given  by  Mr.  Lincoln    for  the    continaous-carrent  equipment  becomes    modified, 

owing   to   rheostatic    control,    to 

that  given  in  Fig.  895,  the  average 

input  now  being  77"6  kilowatts, 
oi    67'2    kilowatts,    an 

increase  of  15  per  cent,  due  to 

rheostatic   control.      In   arriving 

at  this  figure  the  weight  of  car 

is  taken  at  86  tons,  as  against 

Mr.  Lincoln's  35  tons,  to  cover 

the  increased  rheostatic  capacity 

required.     Mr.  Lincoln's  diagram 

for    the    single-phase   equipment 

is  reproduced  in   Fig.  396,^  and 

his  figure  of  73'9  kilowatts  average 

input  for  the  single-phase  equip- 
ment will  be    employed,  except 

that  to  it  must  be  added  the  losses  in  the  other  apparatus  t 

his  data,  is  seen  to  introduce  on  increase  of  5  per  cent. 

Hence    the    average    input    per    car  =  77"5    kilowatts    for    the  single-phase 

equipment. 


*r4-^ 


Fig.  396.     DiAORAu  for  Senole-Pkase  2'Mn.E  ILus. 
I  the  car,  which,  from 


'  By  merely  adding  ordinary  series-parallel  control  apparatus  to  the  equipment  of  Buch  a  oar  it 
may  be  run  through  cities  already  provided  with  a  600-voIt  trolley  syatem,  and  will  give  a  high 
efBciency  even  with  the  number  of  stops  per  mile  necessary  in  such  crowded  traffic.  With  the  single- 
phase  equipment,  on  the  other  hand,  such  combined  service,  as  pointed  out  by  Lincoln,  would  lead  to 
further  serious  complications  owing  to  the  essentially  different  conditions  introduced  by  the  very  low 
voltage  of  the  motors. 

'  From  Fig.  396  it  is  evident  that  the  average  power  factor  during  starting  is  very  low,  and  this 
leads  to  such  targe  losses  due  to  the  wattless  component's  I'B  lose  in  generators,  transformers,  line, 
and  motors,  as  to  largely  offset  any  gain  through  avoidance  of  the  use  of  rheostats  in  starting. 


.GES 
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Fig.  896a.     Plan  Outtjites  of  Motor  Carriages 

Aim  Trailers. 

NoTt— A  Indicates  Slirliiig  Ikior ;  B  indicates  Swing  Door. 


WAY  System. 

ypical 

•  •  • 

77-5 

KW. 

etiine 

8 

•  •  • 

5 

r  sub- 

•  •  • 

1-6 

%T     ... 

89-0 

•                     •  ■  • 

3,000 

•  •  • 

29-7 

amps. 

Dion... 

47-5 

amps. 

apart, 

0000 

resist- 

allow- 

itance 

4-20  ohms. 

tation 

•  •  • 

124 

KW. 

sub- 

*              •  •  • 

3-3 

KW. 

I  rails 

2-8  per  cent. 

tation 

•  •  • 

127 

KW. 

trans- 

•  ■  • 

3-6  per  cent. 

•n  line 

2-5  per  cent. 

trans- 

•       ... 

3-5  per  cent. 

jcond- 

... 

8*5  pel 

•  cent. 

ed  to 

ystem 

635 

KW. 

•ed  at 

•  •  • 

690 

KW. 

rated, 

■  •  • 

810 

KW. 

a  (two 

,    275 

•  •  • 

650 

KW. 

)r  will 

57  per 

tation. 

•       ... 

40  pel 

•  cent. 

sufii- 

are  of 

•use  in 

•              •  •  • 

1,400 

KW. 

1  three 

le    for 

r  gua- 

5rcent. 

ystem 

690 

KW. 

whole 

•       ... 

810 

KW. 

ELECTRIC    RAILWAY   ENGINEERING 


Step-up  Transformers. 

Three  450- kw.  transformers — load 
can  be  carried  by  two  in  case  of 
emergency. 

High  Tension  Line. 

One  No.  8  B.  and  S.  gauge  line 
each  way  from  power-house 
20,000- volt  single  phase. 

Maximum  loss,  about         

Average  loss,  about 

Sub-station  Equipment. 

Four  sub-stations ;  the  power- 
house feeds  directly  into  8,000- 
volt  trolley. 

Each  sub-station  to  contain  one 
850-KW.  transformer  and  switch- 
board. 

Low  Tension  Distributing  System. 


Entire  length  of  track  equipped  with  60-lb.  con- 
ductor rail. 


Entire  length  of  track  equipped 
with  No.  0000  B.  and  S.  gauge 
trolley. 


Each  car  equipped  with  two  150 
h.-p.  continuous-current  railway 
motors  and  rheostatic  control. 


Car  Equipments. 

Each  car  equipped  with  two  165 
h.-p.  alternating  current  rail- 
way motors  with  multiple  con- 
trol apparatus  complete. 


8*2  per  cent. 
2'7  per  cent. 


ESTIMATED   FIKST   COST   OF   ELECTRICAL   EQUIPMENT. 

Power  Station. 

Three    626-KW.    17-cycle    single- 
phase  8,000- volt  generators,  at 

Je7,200  JE2,000each 

1,000  Three  460.KW.  IT-cycle  8,000  to 
20,000- volt  step-up  transformers, 
ati  Jbouu         ...       >••       •<•       ... 

Exciting  generators 

Switchboard      


Six  800-KW.  1,850- volt  continuous 
current  slow  speed  generators,  at 
JE1,200  each 

Switchboards 


Je8,200 


High  Tension  Line. 

Forty-eight  miles^  of  20,000  volts 
single-phase  transmission  line. 
No.  8  B.  and  S.  gauge  conduc- 
tors, at  JS240  per  mile    

Lightning  protection  


jg6,000 


1,500 

1,000 

760 

£9,260 


£11,520 
400 

jeil,920 


^  Another  high  tension  line  to  be  maintained  as  a  spare,  at  a  further  cost  of  some  JS10,000,  ought 
to  be  provided  for  the  single-phase  system,  in  order  to  obtain  the  same  immunity  from  interruption 
of  the  service  which  is  provided  by  the  continuous-current  system.  By  the  use  of  two  power-houses 
in  the  latter  system,  the  third  rail  may  be  divided  into  four  independent  sections.  With  the  spare 
high  tension  line,  the  advantage  for  the  continuous-current  system  would  thus  be  considerably  greater 
even  than  that  arrived  at  in  the  above  estimate. 
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Sub-stations. 

Four  850.KW.  17-cyole  20,000  to 
8,000  volts  step- down  trans- 
formers, at  £440  each    

Five  switchboards,  at  j£300  eaxih 
Auxiliary  signalling  lines  for  ope- 
rating sub-station  switches     ... 


Low  Tension  Distribution  System. 


Sixty-three  miles  of  60-lb.  conduct- 
ing rail,  at  £500  per  mile  installed 

Bonding  main  track — 68  miles,  at 
JS80  per  mile 


£81,500 
5,040 


je86,540 


Sixty-three  miles.  No.  0000  trolley 
wire  in  place,  at  J6180  per  mile 

Bonding  main  track,  68  miles,  at 
JC80  per  mile 

Fifteen  miles  of  pole  construction, 
not  including  horse-power  lines, 
at  £126  per  mile 


Twelve  continuous  -  current  car 
equipments  complete,  consist- 
ing of  motors  with  rheostatic 
control,  heaters,  and  contact 
shoes,  at  £1,100  each     


Cab  Equipments. 

Twelve   alternating    current    car 
equipments  complete,  consist- 
ing of  two  165  h.-p.  motors  with 
multiple  control  outfit,  heaters, 
£18,200         and  trolley,  at  £1,700     


Total  Fibst  Cost  of  Electrical  Equipment. 

£57,940 


Estimate  of  Yearly 

Continuous  Current  System, 

Eight  men  at  power-houses,  two 
shifts,  average  wage  £180  per 
year      •*.        ...        ...        •••        ...        .•• 

Fuel,  water,  oil,  etc.,  at  O'BOd.  per 
KW.-hour,  4,250,000   kw. -hours 

Bepairs  and  maintenance  of  power- 
house, electrical  equipment  (4 
per  cent,  of  cost  per  year)       

Bepairs  and  maintenance  of  third 
rail  (1  per  cent,  of  cost  per 
ye&ri       ...        ...     ...        •••        ...        ■•• 

Bepairs  and  maintenance  of  car 
equipments  (12  per  cent,  of  cost 
per  year  I        ...       ••.       •••        ••.        ... 


£2,880 
5,800 

828 

865 

1,500 


Total  yearly  operating  expenses 


£10,878 


Operating  Expenses. 

Alternating  Current  System. 

Five  men  at  power-house,  two 
shifts,  average  wage  £180  per 
year  6B>cn       ...       ...       ...       ...       ... 

Two  patrol  men,  two  shifts, 
average  wage  £180  per  year 

Fuel,  water,  oil,  etc.,  at  0*25^. 
per  KW.-hour 

Bepairs  and  maintenance  of 
power-house,  electrical  equip- 
ment (8  per  cent,  of  cost)        

Bepairs  and  maintenance  of  high  • 
tension  line  (5   per   cent,   per 

YwwV^I  •  •  •  «•«  •••  «••  «•«  ■•■ 

Bepairs  and  maintenance  of  trolley 
(4  per  cent,  per  year)        

Bepairs  and  mckintenance  of  car 
equipment  (12  per  cent.)  

Total  yearly  operating  expenses 


£1,760 
1,500 

1,500 
£4,760 


£11,840 
5,040 

1,890 
£18,270 


...     £20,400 


£64,610 


£1,800 

720 

4,600 

278 

596 

780 

2,440 
£11,164 


The  increased  outlay  incurred  by  the  use  of  two  power-houses  with  the  consequent  slightly  increased 
cost  of  steam  plajit  is  largely  offset  by  the  saving  obtained  through  dispensing  with  sub-station 
buildings.  In  this  connection  it  may  be  mentioned  that  Mr.  Lincoln  makes  no  allowance  for 
depreciation  of  sub-station  plant,  and  this  has  not  been  introduced  in  the  present  estimate. 
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The  result  shows  the  single-phase  system  to  be  12  per  cent,  higher  in  first 
cost,  and  7  per  cent,  higher  in  operating  expenses  for  the  items  taken  into 
consideration. 

Two  power-houses  were  taken  for  the  continuous-current  proposal,  as  this  arrange- 
ment is  fairly  suitable  for  the  line  assumed  by  Mr.  Lincoln  for  his  purposes  and  for 
1,850  volts  at  the  generators.  No  especial  significance  is,  however,  to  be  attached  to 
such  choice.  For  extensive  lines,  polyphase  generation  from  a  single  station  would 
often  be  preferable.  Moreover,  considerably  higher  continuous-current  voltage  at  the 
generators  and  motors  could  have  conservatively  been  proposed  with  further  resulting 
economies,  not  the  least  of  which  would  have  been  the  employment  of  a  single  power- 
house with  continuous-current  generators  for  such  a  case  as  Mr.  Lincoln's  60-mile 
line.  This  would  have  led  to  lower  generating  costs,  less  spare  sets,  fewer  and  larger 
units,  and  a  better  load  factor. 

It  is  believed  that  these  arguments  and  comparisons  afford  ground  for  the 
opinion  that  the  superiority  of  the  single-phase  motor  for  other  than  main  line 
work  is  as  yet  by  no  means  a  foregone  conclusion.  Nevertheless  the  single-phase 
commutator  motor  represents  a  very  important  advance.  It  is  beyond  all  comparison 
superior  to  the  commutatorless  single-phase  motor,  and  is  already  not  greatly 
inferior  to  polyphase  motors  and  continuous-current  motors.  This  is  an  excellent 
record  for  such  a  brief  developmental  period. 

The  cost  of  the  1,850-volt  continuous-current  system  used  in  the  present  estimate, 
and  that  of  the  600-volt  continuous-current  system  on  which  Mr.  Lincoln  estimated, 
are  respectively — 

1,300  volts.  6oo  volts. 

Total  first  cost  of  electrical  equipment £57,900  £76,500 

Total  yearly  operating  expenses  for  power  and 

for  maintenance  of  electrical  plant     £10,400  £11,100 

This  shows  for  the  former  system  an  advantage  of  80  per  cent,  in  first  cost  of 
electrical  equipment,  and  of  7  per  cent,  in  total  yearly  operating  expenses  for  power 
and  for  maintenance  of  electrical  plant. 

In  concluding  this  chapter  we  have  brought  together  in  Fig.  396a,  arranged  in 
order  of  decreasing  lengths,  examples  of  eighteen  motor  carriages  used  on  various  railways. 
This  has  been  compiled  from  the  material  published  by  Dawson.^  In  Table  CXX. 
we  have  arranged  in  tabular  form  considerable  data  of  interest,  which  we  have 
calculated  from  the  plan  outlines  of  Fig.  396a. 

1  Street  Railway  Journal,  Vol.  XXVII.,  No.  14  (April  7th,  1906). 
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Table  CXX. 
Showing  the  Seating  Capacity  per  Square  Foot  of  Coaches  used  on  Various  Railways. 


^i^ 
^^= 


lis 


1 

2 

3 

4 

6 

6 

7 

8 

9 

10 

11 

12 


) 


18  I 
14  j 
15 


16 
17 

18 


Railway. 


lUinois  Central  Bailway  | 
PruBsian  State  Bailways  . 
North  Eastern  Bailway  | 


Lancashire   and   York- 
shire BaUway 

Mersey  Bailway,  Liver- 
pool 


I 


Type  of  Car. 


Great  Northern  and  City 
BaUway 

London  Underground  ( 
Electric  Bailway  ( 

Manhattan  Elevated  Bail- 
way 

Berlin  Elevated  Bailway  . 

Paris-Lyons  Mediter- 

ranean Bailway 

Paris  Metropolitan  Elec- 
tric Bailway 


Trailer  Car  . 
Trailer  Car  . 
Proposed  Motor  Car 
3rd  Class  Trailer  Car 
1st  Class  Motor  Car 
Motor  Caj   . 
Trailer  Car  . 
3rd  Class  Trailer . 
Ist  Class  Trailer  . 
drd  Class  Motor  Car 
1st  Class  Motor  Car 
Motor  Car    . 

Trailer. 
Motor  Car    . 
Motor  Car   . 

Trailer 
Motor  Car   . 

Trailer 


Total 
Number 
of  Seats. 


Overall 

Breadth 

Seats 

Overall 

(i.e.,  to 

per 

Length. 

Outer 

Square 

Wall  of 

Foot. 

Body). 

100 

71-85 

10-6 

88 

65-0 

10-6 

73 

61-66 

8-5 

70 

56-6 

90 

48 

66-5 

90 

69 

61-3 

9-86 

66 

60-0 

9-86 

64 

58-5 

8-58 

60 

58-5 

8-58 

60 

59-0 

8-58 

48 

59-0 

8-58 

58 

49-5 

9-33 

52 

50-29 

8-58 

48 

50-29 

8-58 

48 

47-08 

8-58 

44 

41-66 

7-42 

36 

1 

40-58 

9-42 

• 

26 

25-57 

7-71 

Seats 

per 

Foot. 


0181 

0-128 

0-14 

0-138 

0-095 

0-114 

0-111 

0-127 

0-12 

0099 

0096 

0125 

0-120 
0-111 
0-119 

0-142 
0-092 

0-132 


1-40 
1-35 
1-18 
1-24 
0-85 


1' 
1' 
1' 
1- 
0 
0 
1 


13 
10 
09 
02 
85 
81 
17 


1-03 
0-95 
102 

1-06 
0-89 

1-02 
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Chapter    X 

TBUCKS 

TRUCES  are  either  for  a  rigid  wheel  ba&e  or  for  bogie  stock.  In  railway  practice 
proper,  the  use  of  rigid  wheel  bases  may  be  considered  as  limited  to  locomotives, 
since,  so  ^r  as  the  aathors  are  aware,  there  is  only  one  electric  railway,  the  Paris 
Metropolitan,  employing  motor  cars  with  rigid  wheel  bases  'see  Figs.  397  and  398),  and 


Fig.  397.    Pabis-Metbopolitas  Uotos  Cak  with  Biom  Whkbl  Babb. 

these  are  now  being  abandoned.  From  the  point  of  view  of  truck  design,  however,  it 
is  more  or  leas  a  matter  of  detail  whether  the  truck  is  to  form  part  of  the  ander-franoe 
of  the  vehicle  itself,  as  in  the  case  of  rigid  wheel  base  stock,  or  to  be  merely  attached 
to  it,  as  in  the  case  of  bogie  stock.  In  either  case  the  truck  should  be  regarded  as  in 
all  re8[>ects  the  equivalent  of  an  electric  locomotive  so  far  as  relates  to  general  desigo, 
material,  and  workmanship,  and  there  is  no  good  reason  for  relaxing  the  rigorous 
standards  which  experience  has  shown  to  be  necessary  in  locomotive  work.  We 
mention  this  because  there  is  a  certain  school  of  engineers  and  manufacturers  ffho 
appear  to  regard  truck  building  as  an  art  so  distinct  from  any  other  branch  of 
mechanical  engineering,  that  rough  workmanship  and  inferior  material  may  be 
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employed  wiLhout  corresponding  disadvantages.  The  authors  not  only  find  no 
justification  for  this  view,  but  they  have  found  that  in  truck  work,  even  more  than 
in  the  case  of  most  kinds  of  machinery,  undae  reduction  of  capital  cost  leads  to 
utterly  disproportionate  increase  in  maintenance  cost.  The  writers  would  further 
contend  that  if  the  use  of  inferior  material  and  workmanship  is  unjustifiable  on 
stationary  plant,  where  a  breakdown  usually  means  mere  inconvenience  and  expense, 
it  is  nothing  short  of  criminal  in  the  case  of  rolling  stock,  where  a  breakdown 
is  so  very  likely  to  involve  injury  to  life  and  limb. 

The  frames  employed  on  the  first  electric  locomotives  of  any  size — those  of  the 
City  and  South  London  Bailway — follow  the  lines  of  English  steam  locomotive  practice 
in  that  they  are  built  of  steel  plate  riveted  up,  and  with  semi-elliptic  springs  over  the 
axle-boxes.  Each  frame  ia  mounted  on  four  wheels,  and  carries  two  motors,  the 
armatures  being  mounted  direct  on  the  axles.     Ihis  type  of  frame  has  been  followed 


Fig,  398.    Trdck  of  Pabis-Metropolitan  Motor  C.4B  with  Rigid  Whbel  Base. 


with  practically  no  alteration  for  all  the  locomotives  on  this  line.    The  construction 
will  be  understood  from  the  photograph  of  Fig,  275,  on  p.  816. 

The  first  large  electric  locomotives  in  the  United  States — those  of  the  Baltimore 
and  Ohio  Eailway — follow  the  locomotive  practice  of  that  country,  the  truck  being 
built  up  of  wrought  iron  bars  welded  togelher  to  form  a  trussed  frame.  Each  frame 
rests  on  four  wheels,  and  carries  two  gearless  motors.  Two  of  these  four-wheel  trucks, 
coupled  together,  form  the  under-frame  of  the  locomotive.  One-half  of  the  cab, 
together  with  a  eloping  end,  of  the  type  that  has  been  so  widely  employed  for 
electric  locomotives,  is  carried  by  each  truck.  This  locomotive  has  been  illustrated 
in  Fig.  268,  on  p.  308.  The  newer  electric  locomotives  of  the  Baltimore  and  Ohio 
Eailway  (see  Figs.  269  to  272,  on  pp.  810  to  313}  also  have  rigid  wheel  bases, 
but  the  frames,  which  are  carried  on  four  axles,  are  equipped  with  four  geared  motors. 
In  consequence  of  the  decreased  weight  of  the  motor,  it  became  necessary  in  this  later 
type,  to  increase  the  weight  of  the  frames  in  order  to  secure  sufficient  adhesion.  The 
frames  are  therefore  constructed  of  cast  steel,  the  side  and  end  members  being  machine- 
fitted  and  bolted  together.  The  frame  rests  on  four  inverted  semi-elliptic  springs,  the 
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enda  of  the  springs  resting  on  the  axle-box  tops.  Tlie  locomotive  weighs  78  metric 
toQB,  and  in  service  two  of  them  are  usually  coupled  together. 

The  locomotives  now  being  manufactured  for  the  New  York  Central  Bailwaj  are 
of  the  design  already  shown  in  Figs.  252  to  254,  on  pp.  291  to  294.  They  have  gearless 
motors,  and,  the  necessity  for  added  weight  in  the  frames  thus  being  obviated,  a  bar 
frame  of  the  American  steam  locomotive  type  has  been  adopted.  The  locomotive  has 
six  axles,  of  which  four — the  driving  axles — carry  the  frame  direct  and  two  throagh 
pony  trucks,  that  is,  two-wheeled  ewiveiling  trucks. 

The  frame  is  supported  through  equalising  levers  on  semi-elliptical  springs.  The 
equalising  lever  is  practically  universal  in  American  locomotive  practice,  but  has  been 
comparatively  little  adopted  in  this  country.  Its  object,  briefly  stated,  is  to  enable 
short  and  therefore  cheap  and  compact  springs  to  do  the  work  of  longer  ones.    Any 


Fig.  399.    GooDa  LocoMOTrvE  of  Nobth-Eabtern  Railway. 

upward  movement  of  the  axle  relative  to  the  frame  will  be  taken  np  partly  by 
compressing  the  spring  over  the  axle,  partly  by  raising  the  frame  through  the 
lever  fulcrum,  and  partly  by  compressing  the  next  spring  on  either  side,  thus 
reducing  the  travel  of  the  frame  for  a  given  travel  of  the  axle-box.^  The  same 
effect  could  obviously  be  obtained  by  the  use  of  more  flexible  springs,  and  this  is 
the  usual  European  practice,  the  springs  being  made  longer  and  in  consequence 
deeper. 

The  question  of  the  most  suitable  material  for  locomotive  frames  must  depend 
somewhat  on  whether  geared  or  gearless  motors  are  employed.  Where  gearless 
motors  are  used  there  is  no  doubt  that  steel  plate  or  rolled  steel  sections  form 

*  In  Bome  Bteam  locomotives  an  additional  use  is  made  of  the  eqaalisers,  means  being  provided 
permitting  the  driver  to  alter  the  distribution  of  the  load  on  the  various  axles  so  as  to  increase  the 
adhesion  when  starting. 
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the  most  suitable  material,  but  if  tbia  construction  be  employed  with  geared  motors, 
it  will  often  be  necessary  to  ballast  tha  locomotive  in  order  to  obtain  sufficient 
adhesion.  This  has  been  done  in  several  cases,  one  important  instance  in 
this  country  being  the  goods  locomotives  ot  the  North-Eastern  Hailway.  One  of 
these  locomotives  is  illustrated  in  Fig.  899.  Tha  under-frame  is  of  rolled  steel 
sections,  and  is  ballasted  with  cast  iron  blocks.  Strictly  speaking,  the  under-frame 
does  not  come  within  the  scope  ot  this  chapter,  since  it  is  not  a  truck  frame,  but 
is  itself  mounted  on  two  bogie  trucks. 

In  the  great  majority  of  eases  arising  in  electric  traction  engineering,  the  motors 
are  mounted  on  bogie  trucks  under  coaches  carrying  passengers. 

With  regard  to  the  design  of  such  bogies,  the  strains  they  have  to  carry  are 
similar  in  character  to  those  of  trailer  bogies,  though  they  are  usually  greater  in 
intensity,  more  frequently  applied,  and  more  irregular.  Consequently  it  would  appear 
that  any  design  generally  suitable  for  a  trailer  bogie  should  be  suitable  for  motor 
driving,  if  due  attention  is  paid  to  securing  the  necessary  additional  strength.  The 
type  of  bogie  which  is  generally  used  in  this  country  on  steam  railways,  so  generally, 


in  fact,  as  to  be  practically  universal,  may  be  described  by  reference  to  Fig.  400.  It 
has  a  frame  A  of  rolled  or  pressed  steel,  carried  on  semi-elliptieal  springs  B,  of  which 
there  is  one  over  each  axle-box.  The  semi-elliptical  springs  B  support  the  frame  at 
lugs  C  by  means  of  screwed  hangers  and  nuts  D.  Rubber  cushions  or  short  hehcal 
springs  E  are  usually  placed  between  the  nuts  and  the  luga.^  The  asle  guards  are 
in  one  piece  with  the  side  frame,  if  this  is  of  pressed  steel,  otherwise  they  are  of  steel 
plate  riveted  to  the  frame,  as  in  the  case  of  the  bogie  shown  in  Fig.  402  (facing  p.  434). 
The  transom  F  (Fig.  400)  and  the  end  members  are  of  rolled  or  pressed  steel,  riveted 
to  the  side  frames.  The  bolster  H  is  of  pressed  steel,  or  of  timber  reinforced  by  steel, 
and  is  carried  by  helical  springs  J  on  a  swing  bolster  K,  hung  by  links  L  from  the 
transom.  This  bogie,  with  various  modifications,  is  in  use  on  almost  all  steam  rail- 
ways in  this  country.  Owing,  however,  to  the  influence  of  American  practice  on 
electric  railway  engineering,  the  American  type  of  bogie  has  been  much  more 
generally  employed  for  rolling  stock  equipped  with  electric  motors.  The  American  type 
of  bogie,  of  which  an  example  is  shown  in  Fig.  401,  is  used,  with  slight  modifications, 

'  The  latest  bogies  on  the  Great  Western  Railway  have  hchcal  axle.box  springs. 
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for  practically  all  passenger  cars  on  American  steam  railways.  On  steam  railway 
cars  it  consists  of  a  timber  frame  A  with  cast  iron  or  steel  axle  guards  B — or 
pedestals,  as  they  are  called  in  America — supported  by  helical  springs  C  on  wrought- 
iron  equaliser  bars  D,  which  in  turn  rest  on  the  axle-boxes.  The  transom  E  and 
bolster  F  are  usually  of  timber,  the  bolster  resting  on  elliptical  springs  carried 
by  a  spring  plank  G,  which  is  suspended  by  swing  hangers. H  from  the  transom,  the 
hangers  being  inclined  inwards  at  the  top,  so  that  when  the  car  swings  outwards  in 
passing  round  curves  the  inner  side  of  the  body  is  lowered  and  the  outer  raised.  The 
swing  bolster  has  been  in  practically  universal  use,  being  the  standard  construction 
adopted  in  1884  by  the  Master  Car-builders*  Association.  Subsequent  to  that  date, 
however,  the  majority  of  car-builders  have  come  round  to  the  conclusion  that  a  rigid 
bolster  is  preferable,  apart  from  its  lower  first  cost  and  maintenance. 

It  is  not  purposed  to  discuss  the  relative  merits  of  the  European  and  American 
types  of  bogie.  Eolling  stock  superintendents  of  steam  railways  in  this  country,  how- 
ever, nearly  all  of  whom  have  employed  both  types,  are  practically  unanimous  in 
preferring  the  European  type  (see  Fig.  400),  and  state  that  they  are  much  more  satis- 
factory in  service  than  the  American  type,  whether  built  in  America  or  in  this  country. 
On  the  other  hand,  the  authors  can  find  no  record  of  the  European  type  having  been 
employed  for  passenger  cars  in  America,  although  pressed  steel  trucks  (with  helical 
springs  throughout,  however)  are  largely  used  for  the  heavier  classes  of  freight  cars. 
It  is  probable  that  the  type  of  frame  found  most  satisfactory  on  each  continent  is 
largely  the  result  of  circumstances.  The  equalised  truck  undoubtedly  gives  slightly 
smoother  running  on  an  inferior  road,  and  may  be  regarded  as  having  been  developed 
to  meet  this  condition,  since  bogie  stock  came  into  universal  use  in  America  many 
years  before  it  was  at  all  largely  used  in  Europe.  On  the  other  hand,  on  a  good  road 
there  is  practically  nothing  to  choose  between  the  two  types.  The  object  of  equalising 
a  bogie  is,  as  in  the  case  of  the  locomotive  frame,  simply  to  make  a  stiff  and  therefore 
compact  and  cheap  spring  do  the  work  of  a  more  flexible  and  expensive  type.  Any 
upward  travel  of  one  axle  is  taken  partly  by  the  nearest,  and  partly  by  the  furthest, 
spring,  this  causing  less  shock  to  the  frame  than  if  one  spring  carried  it  all.  The 
equivalent  of  this  part  of  the  equalising  effect  could  obviously  be  obtained  merely  by 
the  use  of  more  flexible  helical  springs,  but  it  would  be  difficult  to  find  room  for  them. 
A  further  effect  of  equalising  is  to  increase  the  periodic  time  of  swing  of  the  frame 
when  vertical  oscillations  are  set  up,  owing  to  the  shortness  of  the  spring  base.  To 
obtain  the  same  effect  with  a  spring  base  equal  to  the  wheel  base  the  springs  would 
have  to  be  twice  as  flexible  whilst  having  the  same  strength.  This  effect  is  obtained 
in  this  country  by  the  use  of  comparatively  long  and  flexible  elliptical  springs. 

The  built-up  bogie  of  either  rolled  or  pressed  steel  with  elliptical  springs  is  so 
near  an  approach  to  the  standard  locomotive  frame  in  this  country,  is  so  largely  used, 
and  is  found  to  be  so  generally  satisfactory,  that  it  is  almost  certain  to  be  adopted  for 
motor  bogies  by  the  majority  of  those  of  the  railway  companies  electrifying  their  lines 
in  the  course  of  the  next  few  years.^    In  fact,  the  North-Eastern  Eailway,  which  has 

^  The  following  is  a  detailed  description  of  this  particular  design  :  **  The  bogies  are  constructed 
of  Fox's  pressed  steel  plates,  having  four  wheels  with  a  7-foot  wheel  base.  The  sole-bars  are 
lOJ  X  8^  X  J  ins.  thick  at  centre,  and  8J  x  8J  x  ^  ins.  thick  at  ends.  The  cross-bearers  are 
8}}  X  8^  X  ^  ins.  thick  at  centre,  the  bottom  flange  being  sheared  from  8^  ins.  in  the  centre  to  8  ins* 
at  the  ends.  A  stiffening  plate  is  also  riveted  to  the  web  at  the  centre.  The  headstocks  are 
7^  X  8  X  x%  ins.  thick.  The  top  bolster  is  9  ins.  X  1  ft.  4J  ins.  x  ^  ins.  thick  at  centre.  The 
bottom  bolster  measures  2  ins.  x  1  ft.  0^  ins.,  and  is  made  of  oak  stiffened  by  two  steel  angles, 
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in  hand  one  of  the  largest  schemes  of  this  character,  has  standardised  a  bogie  of  this 
type  for  the  purpose.  This  bogie,  which  has  already  been  described  and  illustrated 
(Fig.  400),  was  designed  by  Mr.  Wilson  Worsdell,  the  locomotive  superintendent  of 
the  line. 

The  bogie  adopted  by  the  Lancashire  and  Yorkshire  Eailway,  however,  is  more  or 
less  a  compromise  between  the  two  types.  This  bogie  was  designed  by  Mr.  H.  A.  Hay, 
M.Inst.C.E.,  and  is  illustrated  in  Fig.  402.  The  side  frames  a  are  of  deep  section 
angle  steel,  with  cast  steel  stififeners  B  and  steel  plate  axle  guards  C  riveted  to  them. 
The  end  cross  members  d  are  of  flat  steel  bar.  The  frame  is  supported  by  four  helical 
springs  e  resting  on  the  equalisers  /.  The  equalisers  are  straight,  and,  instead  of 
resting  on  the  axle-box  tops,  are  supported  on  knife  edges  on  short  stretcher  pieces  g. 
Each  stretcher  piece  rests  in  a  bridle  h,  which  embraces  the  axle-box  and  is  supported 
on  a  stiflF  helical  spring  J  on  the  top  of  the  box.  The  bolster  K  is  supported  by 
elliptical  springs  I  from  the  swing  bolster  m,  which  is  suspended  by  links  n  from  the 
transom  o.  There  are  thus  three  sets  of  springs  in  series  between  the  wheels  and  the 
body  of  the  coach.  In  this  respect  the  bogie  somewhat  resembles  the  Brill  bogie, 
which  will  be  described  later  on. 

The  transom  construction  in  Mr.  Hay's  design  should  be  particularly  noted ;  a 
single  plate  is  used  to  do  the  work  of  the  top  plate  and  gusset  plates. 

It  will  be  noticed  that  both  these  bogies  (Figs.  4(X)  and  402)  have  the  axle  guards 
reinforced  by  machined  steel  castings  so  as  to  increase  the  bearing  surface  of  the  axle- 
boxes  against  the  jaws.  This  is  usually  unnecessary  on  trailer  bogies,  but  is  frequently 
adopted  for  tender  bogies.  For  motor  bogies  with  axle  guards  of  this  type,  it  is 
indispensable,  for  although  the  maximum  pressure  against  the  axle  guards  is  no 
greater  than  on  a  trailer  bogie  carrying  the  same  weight,  the  maximum  in  either  case 
being  that  due  to  the  thrust  when  braking,  the  thrust  due  to  the  motor  is  applied  for 
much  longer  periods  than  the  brakes,  and  the  axle  guards  will  wear  very  rapidly  unless 
thus  reinforced. 

In  the  American  equalised  bogie  as  adapted  for  motors,  timber  is  replaced  by 
rolled  steel,  the  frame  being  usually  of  flat  bar  section  with  the  sides  and  ends  in  one 
piece  and  the  axle  guards  of  malleable  iron  or  cast  steel.     There  are  usually  four 

2  X  2^  X  f  ins.,  as  shown  on  the  drawing.  The  centre  casting  is  steel,  and  the  side  bearings 
cast  iron.  A  special  type  of  cast-steel  axle  guide  is  used,  having  a  bearing  surface  on  the  axle-box 
of  63|  sq.  ins.  to  compensate  for  the  great  pressure  which  comes  on  it  due  to  the  thrust  of  the  motor 
gearing,  and  to  distribute  this  pressure  uniformly  over  the  journal.  The  axle-boxes  are  made  of 
cast  steel  with  gunmetal  bearings  7|  x  4^  ins.  wide.  A  pad  lubrication  with  two  spiral  springs  is 
used.  The  front  portion  of  the  axle-box  has  wings  cast  on  to  support  the  collector  shoe  beams. 
The  side  bearing  springs  are  4  ft.  long,  and  consist  of  ten  plates,  two  8^  x  ^  ins.,  eight  8^  x  ^  ins. 
The  ends  are  fitted  with  adjustable  hangers  and  Timmis  auxiliary  springs,  5  ins.  outside  diameter  and 
2  J  ins.  internal  diameter.  The  bolster  springs  are  composed  of  two  three-coil  nests  of  Timmis  unequally 
loaded  springs.  A  teak  packing-block,  2f  x  12  x  12|  ins.,  is  fixed  between  the  bolster  and  the 
spring-guides  plate.  The  bogies  are  carried  on  disc  wheels  3  ft.  diameter  on  tread,  keyed  upon  the 
axle.  The  tyres  are  6J  ins.  wide,  and  fastened  to  the  wheel  centres  by  retaining  rings  and  eight-set 
screws  per  wheel.  The  axles  are — 6  ft.  6  ins.  centres  of  journals,  8  x  4J  ins.  journals,  6}  ins. 
diameter  at  wheel  and  spur-wheel  seats.  The  remaining  portion  of  axle  between  wheel  seats, 
including  motor  bearings,  is  5J  ins.  diameter.  Each  bogie  is  fitted  with  two  G.E.  No.  66  motors, 
suspended  by  two  bearings  on  the  axle  and  a  cast-steel  bracket  riveted  on  to  the  cross-bearer.  The 
wheels  are  braked  on  one  side  only.  The  main  pull-rod  from  the  Westinghouse  horizontal  brake 
levers  engages  with  a  yoke  of  the  usual  type  used  on  tram-cars,  and  from  the  ends  of  this  yoke  pull 
rods  lead  alongside  the  ends  of  the  motors  to  vertical  levers  pivoted  on  a  cross-shaft  at  the  ends  of 
the  bogie  upon  which  the  blocks  are  fixed.     The  weight  of  the  bogie  complete  is  8  tons  16  cwts." 
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equaliser  bare,  one  each  side  of  the  axla  guards  on  each  side.    The  transom  is  usually 
of  rolled  channel  steel,  and  the  spring  plank  and  bolster  of  suitable  rolled  or  pressed 


steel  sections.  The  transom  is  usually  attached  to  the  side  frames  by  gusset  plates  at 
the  top,  and  by  braces  of  flat  bar  at  the  bottom.  The  motor  truck  used  on  the 
Manhattan  Elevated  Bailway,  and  shown  in  Fig.  403,  Is  a  typical  example  of  this 
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form  of  truck,  except  that  it  has  a  frame  of  angle  section  instead  of  flat  bar.    Another 
very  good  example  is  shown  in  Fig.  404,  illustrating  the  bogies  adopted  for  some  of 


Fig.  403.    District  Bailway  Traii.er  Truck. 

the  later  Central  London  locomotives,  which  were  provided  with  geared  motors,  instead 
of  the  original  gearleas  machines.  This  bogie,  however,  has  not  a  swing  bolster,  as 
the  clearance  between  the  train  and  the  tunnel  is  too  small  to  permit  of  its  use. 


Fig.  406.    District  ILtiLWAy  Traileu  Truck. 
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A  further  example  of  this  type  is  the  trailer  bogie  adopted  for  the  District 
Eailway.  This  is  shown  in  Fig.  405.  The  arrangement  of  axle  guards  and  spring 
pockets  in  one  easting  is  novel  and  distinctly  good.  The  steel  casting  by  which  the 
frame,  transom,  and  braces  are  connected  together  is  also  novel,  and  ensures  a  very 
strong  construetioD.  Another  type  of  trailer  truck  for  this  road  is  shown  in  Fig.  406, 
and  the  motor  car  truck  in  Fig.  407.  The  (oUowing  description  of  these  two  trucks, 
illustrated  in  Figs.  406  and  407,  is  taken  from  an  article  by  E.  E.  Cook  entitled 
"Electric  Traction  Trucks,"  and  published  in  Traction  and  Transmission  for 
October,  1904  (Vol.  X.,  p.  S53)  :— 

"  Tbey  are  both  made  mainly  of  cast  steel,  with  wrought-iron  bolsters  and 
bolster  housings.  The  motor  truck  weighs,  without  motors  or  gear  wheels,  approxi- 
mately 10,000  lbs.  It  is  carefully  machined  in  all  of  its  important  members ;  the 
wheels  are  invariably  steel-tyred.  The  axles  are  all  hollow,  having  had  their 
neutral  axis  removed.  The  trucks  are  made  to  carry  two  motors  of  about  150  h.-p. 
each,  with  six  motors  to  the  train  ot  seven  cars.  A  masimum  speed  of  about  60 
miles  an  hour  can  be  attained.     The  brakes  are  designed  for  air-braking,  and  have  to 


Fig.  407.    District  Railway  MoToa  Car  Teuce. 

be  much  stronger  than  if  used  for  the  ordinary  trail  truck,  for  the  reasons  that  there 
is  not  only  an  exceedingly  heavier  load  to  stop,  but  there  is  the  momentum  of  the 
armatures  to  overcome  as  well ;  in  fact,  tbe  pressure  on  each  brake  shoe  is  at  least 
100  per  cent,  greater  than  in  trail  trucks. 

"  The  advantages  of  the  use  of  cast  steel  are  best  exemplified  in  this  type  ot  truck. 
The  design  of  the  side  frame  shows  a  very  strong  heavy  trussing,  the  depth  of  which 
can  be  varied  to  suit  the  strength  required,  and  if  these  castings  are  properly  annealed 
there  is  absolutely  no  shrinkage  strain  left  in  them,  so  that  in  this  design  it  is  possible 
to  get  the  maximum  strength  with  the  minimum  weight." 

Fig.  408  shows  the  latest  type  of  motor  bogie  designed  by  Mr.  Farshall  for  the 
Central  London  Bailway.  This  combines  some  of  the  features  of  both  the  steam 
railway  car  bogie  and  the  electric  motor  bogie.  The  frame  a  is  of  flat  wrought  iron 
bar ;  the  axle  guards  b  are  double,  and  are  of  steel  plate,  pressed  into  U  shape  and 
coming  down  each  side  of  tbe  top  frame.  There  is  only  a  single  equaliser  bar  c  at 
each  side,  passing  between  the  two  side  plates  of  each  axle  guard.  The  space  between 
the  inner  and  outer  plates  of  each  axle  guard  is  filled  in  with  pressed  steel  distance 
pieces,  d,  of  channel  section,  cut  away  on  one  side  to  admit  the  equaliser  bar.  The  axle 
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guard  keeps,  e,  are  also  of  pressed  steel  of  channel  section  and  arranged  so  that  the  box 
can  be  removed  by  removing  a  single  bolt  and  dropping  the  end  of  the  keep.  The 
front  and  rear  axle  guards  are  joined  by  a  channel  tie  bar,  f.  The  transom  9,  is  secnred 
to  the  side  frames  by  gusset  plates  h,  flat  bar  braces  i,  and  a  pressed  steel  centre  piece 
k,  of  special  form,  which  connects  together  the  transom  channels,  braces,  and  bottom 
tie  bar.    The  transom  is  built  of  rolled  channel  steel  of  standard  section,  and  the 


bolster,  I,  is  of  steel  plates  with  interposed  distance  pieces  m.  The  bolster  rests  on 
elliptical  springs  carried  by  steel  plates  n,  suspended  by  bolts,  o,  from  the  transom 
channels,  the  height  of  the  spring  plate  being  regulated  by  the  nuts  on  these  bolts,  so 
as  to  keep  the  car  accurately  to  loading  i^auge,  which  is  an  important  point  in  tube  rail- 
way work.  The  transom  is  provided  witli  angle  steel  brackets  for  the  noses  of  the 
motors.  Particular  care  has  been  taken  to  avoid  the  use  of  bolts  except  where  they 
are  absolutely  necessary  for  construction  or  other  reasons,  rivets  being  employed 
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wherever  it  is  possible  to  do  bo.  The  brake  foundation  work  on  this  bogie  is  of  a  special 
type,  as  the  brake  pull  rod  is  unusually  low  down,  owing  to  the  under-frame  of  the  coach 
being  only  14  ina.  above  the  rail  level.  The  bogie  centre  is  of  cast  steel,  the  lower 
part  being  so  constructed  as  to  contain  a  large  supply  of  lubricants. 

Soft  cast  steel  has  been  largely  employed  for  frames,  especially  in  Chicago,  where 
it  seems  to  be  a  material  particularly  favoured  both  by  manufacturer  and  by  railway 
engineer.  The  material  has  given  excellent  service.  One  of  the  best  known  and  most 
satisfactory  frames  of  this  type  is  that  designed  by  Mr.  Hedley  for  an  elevated  railway 
in  Chicago.  A  motor  bogie  of  this  type  is  shown  in  Fig.  409.  The  motor  bogie 
adopted  by  the  Underground  Electric  Railways  Co.  of  London  for  the  Metropolitan 
District  Railway  (Fig.  407)  is  very  similar  to  this.  A  trailer  bogie  of  cast  steel  is 
shown  in  Fig.  410.  A  certain  number  of  cast  steel  bogies  have  also  been  used  on  the 
Central  London  Railway,  and  have  given  very  good  results  in  low  cost  ot  maintenance 


Fig.  413.    Brill  Trdck. 

and  in  freedom  from  breakdowns ;  in  these  bogies  the  transoms  and  bolsters  as  well  as 
the  frames  are  of  cast  steel.    Fig.  411  shows  the  general  arrangement  of  these  bogies. 

The  Brill  bogie,  to  which  allusion  has  already  been  made,  hardly  corresponds 
with  either  the  European  or  American  type.  A  typical  Brill  bogie  is  sliown  in 
Fig.  41!2.  Each  side  frame,  a,  consists  of  a  single  piece,  forged  under  hydraulic 
pressure,  with  jaws  for  the  axle-boxes  similar  to  those  in  an  American  locomotive 
frame.  The  end  members,  b,  of  the  frame  are  of  rolled  angle  steel.  The  frame  is 
carried  by  helical  springs,  c,  resting  on  the  axle-boxes.  The  bolster,  d,  rests  on  elliptical 
springs  e,  but  the  swing  beam/,  on  which  these  are  supported,  instead  of  being  hung 
on  swing  links,  is  carried  by  two  beams,  g,  which  practically  act  as  equalisers,  and 
which  are  supported  by  means  of  Iieiical  springs,  h,  carried  in  stirrups,  k,  bung  from 
the  top  frame  and  free  to  swing  sideways.  In  this  way  exceptionally  easy  riding  is 
obtained,  there  being  three  sets  of  springs  in  series.  Photographs  of  Brill  trucks  are 
shown  in  Figs.  418  and  414. 

Both  cast  steel  and  forged  frames  have  an  advantage  in  reducing  the  number  of 
parts  as  compared  with  built-up  frames.  Solid  and  built-up  frames  have  each, 
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however,  their  own  disadvantages.  There  must  always  be  some  uncertainty  as  to  the 
internal  condition  of  eastiDgs,  and  if  a  cast  steel  frame  does  break,  it  is  liable  to  do  so 
with  much  leas  warning  than  a  forged  or  built-up  frame.  The  forged  frame  is, 
undoubtedly,  extremely  good  if  great  care  be  taken  that  the  material  is  never  worked 
below  a  proper  heat.  This,  however,  is  difficult  to  ensure,  and  the  forgings  are 
sufficiently  complex  in  shape  to  impose  great  initial  strains  on  the  metal  if  worked  too 
cold.  The  built-up  frame  is  free  from  these  uncertainties  as  far  as  the  individaal 
parts  are  concerned,  and  in  view  of  the  almost  universal  employment  of  built-up  plate 
frames  for  locomotives,  except  in  America,  it  cannot  seriously  be  urged  that  the  namber 
of  riveted  parts  renders  the  frame  unreliable.  It  is  usually  claimed  by  the  advocates 
of  cast  steel  that  it  is  very  much  cheaper  than  either  built-up  or  forged  frames.  The 
authors'  esperienf  e,  however,  hardly  bears  out  the  claim.     In  this  connection  it  may 


Fig.  414.    Beill  Teuck. 

be  of  interest  to  note  that  the  price  paid  for  the  cast  steel  bogies  in  use  on  the  Central 
London  Bailway  was  almost  exactly  the  same  as  that  paid  for  the  new  standard  bogie 
of  Fig.  415.  The  number  required  in  each  case  was  small,  but  as  the  cast  steel  truck 
was  fairly  near  the  maker's  standard,  whereas  the  other  was  an  entirely  new  design, 
the  claim  of  cheapness  hardly  seems  to  be  sustained.  Quotations  for  another  type  of 
motor  bogie  in  use  on  the  same  railway,  and  resembling  the  Manhattan  motor-bogie, 
were  also  almost  exactly  the  same  figure. 

On  the  whole,  the  authors  prefer  a  built-up  frame  to  either  of  the  other  two  types, 
and  it  will  be  seen  from  the  examples  given  that  the  majority  of  railway  engineers  in 
this  country  are  of  the  same  opinion. 

With  regard  to  the  details  of  the  frame  design,  a  weak  spot  found  in  severs! 
designs  is  the  part  of  the  frame  between  the  jaws  of  the  axle  guards.  With  inner- 
hung  brakes  and  a  frame  either  equalised  or  having  springs  immediately  on  the  axle- 
boxes,  the  stresses  at  this  point  are  small,  and  are  practically  limited  to  those  due  to 
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the  forward  or  backward  thrust  of  the  axle.  With  outside-hung  brakes,  however,  and 
with  elliptical  springs  over  the  axle-boxes,  or  with  two  helical  springs  one  each  side  of 
the  axle-box,  the  stresses  are  obviously  greatly  increased ;  it  is  not  uncommon,  how- 
ever, to  find  bogies  with  these  arrangements,  and  with  frames  having  light  top 
members  properly  braced  so  as  to  form  a  truss  between  the  axle  guards  and  the 
transom,  while  between  the  jaws  of  the  axle  guards,  where  the  bending  moment,  apart 
from  the  action  of  the  brakes,  may  be  quite  a  quarter  or  even  as  much  as  a  third  of 
that  in  the  braced  part,  the  frame  consists  of  the  top  member  only,  without  reinforcing 
except  for  such  support  as  is  given  by  the  axle  guard  keep.  The  result  is  that  the  axle 
guards  spread  at  the  lower  end  of  the  jaws,  and  in  some  cases  cracks  start  upwards  and 
outwards  from  the  corners  of  the  jaws. 

Another  fault  sometimes  found  is  the  indiscriminate  use  of  bolts  instead  of 
rivets  in  truck  construction.  This,  however,  is  not  a  common  fault  in  English 
work.  Some  manufacturers  maintain  that  a  fitted  bolt  is  better  than  a  rivet  in 
any  case.  This  claim,  however,  can  hardly  be  sustained  in  face  of  the  fact  that 
in  all  other  constructional  work  experience  has  led  to  the  universal  use  of  rivets, 
bolts  only  being  allowed  in  special  cases  where  riveting  is  impossible.  Under  the 
constant  vibration  to  which  bogies  are  subjected,  bolts  are  even  more  objectionable 
than  in  ordinary  constructional  work,  requiring  constant  attention  to  ensure  that 
the  nuts  do  not  jar  loose.  Bolts  should  never  be  employed  where  rivets  can  be 
used,  except  for  parts  that  must  in  the  ordinary  course  be  removed  periodically  for 
renewals.  It  is,  of  course,  necessary  that  the  riveting  should  be  properly  done,  but 
in  the  authors'  experience  it  is  much  more  difficult  to  ensure  good  fitting  bolts  than 
good  riveting. 

The  car  body  is  usually  connected  to  the  bolster  of  the  bogie  by  means  of  male  and 
female  centre  bearings  M  and  N  (see  Fig.  400,  facing  p.  432),  preferably  of  cast  steel, 
rubbing  plates  0  being  provided  near  the  ends  of  the  bolster  and  the  car  body  bolster 
flo  as  to  prevent  the  car  body  from  rolling.  In  order  to  allow  the  bogie  to  swivel 
freely,  the  usual  practice  is  to  allow  a  slight  clearance  between  the  upper  and 
lower  side  rubbing  plates,  so  that  normally  the  whole  load  is  carried  on  the  centre 
bearing.  Under  these  conditions  the  pressure  should  not  exceed  400  lbs.  per 
square  inch  on  the  bearing.  It  is  of  particular  importance  that  the  pressure  be 
kept  low,  since  the  centre  bearing  is  required  to  be  constantly  starting  from  a  state 
of  rest,  and,  as  Thurston  has  shown,  the  coefficient  of  friction,  under  this  condition, 
increases  as  the  cube  root  of  the  pressure,  whereas  with  a  lubricated  journal, 
when  running,  it  diminishes  with  an  increase  of  pressure.  Both  centre  and  side 
bearings  should  preferably  be  constructed  so  as  to  contain  a  supply  of  lubricant,  and 
for  this  reason  the  female  centre  is  usually  on  the  bogie  and  the  male  centre  on 
the  under-frame  of  the  car  body. 

It  is  of  very  great  importance  to  secure  easy  swivelling  of  the  bogie  under  the  car 
body,  and  this  will  usually  require  more  attention  in  the  case  of  motor  than  in  that  of 
trailer  bogies.  With  motor  bogies  there  is,  in  the  first  place,  much  greater  difficulty  in 
swivelling  owing  to  the  increased  load  on  the  centre  and  side  bearings — motor  coaches 
being  of  necessity  heavier  than  trailer  coaches  for  similar  service — and,  in  the  second 
place,  much  more  serious  results  follow  from  insufficient  swivelling.  There  can  be  no 
doubt  that  by  far  the  greatest  part  of  the  wear  on  rails  and  wheel  flanges  on  curves  is 
due  to  the  grinding  of  the  outer  leading  wheel  against  the  outer  rail  caused  by  the 
incorrect  position  of  the  bogie  relative  to  the  rails.  Where  the  coach  is  subjected  to 
pull  only,  as  in  the  case  of  a  steam  train,  the  pull  of  the  couplings  will  tend  to  lessen 
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this  effect,  but  if  the  coach  is  being  pushed,  the  effect  will  be  greatly  increased,  and 
on  a  motor-driven  bogie  it  becomes  a  very  serious  matter.  With  the  ordinary  side 
rubbing  plates,  even  if  they  are  adjusted  so  that  when  the  car  is  stationary  the  whole 
weight  of  the  body  rests  on  the  centre  bearing,  it  will  be  found  that  on  curves  where 
the  conditions  as  to  speed  and  radius  are  at  ail  severe  the  pressure  on  the  outer  bear- 
ing will  be  so  high  that  the  bogie  will  not  swivel  without  great  difiQculty,  the  difficulty 
being  naturally  greatest  on  the  sharpest  curves,  that  is  at  the  very  place  where  it  is 
most  required  to  swivel  easily.  As  far  as  steam  railways  are  concerned,  the  general 
consensus  of  opinion  of  authorities  on  rolling  stock  appears  to  be  that  the  ordinary 
type  of  centre  plate  and  side  rubbing  plate  is  good  enough  and  has  advantages  in 
points  of  simplicity  over  any  special  devices.  For  electric  railway  conditions  it  may  be 
worth  while  in  many  cases  to  employ  ball  bearings  for  the  centre  plates  and  rollers  for 
the  side  bearings,  the  additional  expense  being  more  than  offset  by  the  saving  in  wear 
of  wheels  and  rails  and  the  reduced  strains  in  the  bogie  frame.  The  practice  of 
having  the  car  body  carried  on  the  side  bearings  instead  of  on  the  centre  bearing 
is  advocated  by  a  considerable  number  of  railway  engineers.  Car  bodies  so 
mounted  roll  less  than  with  the  more  usual  arrangement,  which  is  a  very  important 
consideration  in  tube  railway  working.  If  this  practice  be  adopted  it  will  be  found 
almost  imperative  to  employ  ball  or  roller  bearings.  A  pin  termed  a  king  pin 
or  centre  pin  is  usually  passed  through  a  central  hole  in  the  centre  bearings. 
The  necessity  for  this  in  ordinary  running  is  not  very  obvious,  but  in  case  of 
derailment  it  may  serve  to  keep  the  bogie  in  place  under  a  shock  that  would  unseat 
the  centre  bearing. 

We  may  now  pass  on  to  the  consideration  of  details  which  apply  to  either  rigid 
or  bogie  trucks.  Of  these  details  we  may  conveniently  consider  first  the  springs. 
Semi-elliptical  springs  for  locomotives  are  usually  designed  in  accordance  with  the 
following  formulae,  due  to  D.  K.  Clark : 

Let  S  =  span  of  spring  in  inches. 
B  =  breadth  of  plate  in  inches. 
T  =  thickness  of  plate  in  sixteenths  of  an  inch. 
N  =  number  of  plates. 
D  =  deflection  in  inches  per  ton  of  load. 
L  =  safe  load  on  spring  in  tons. 
BT»N 


L  = 

N  = 
D  = 


11-8  S' 
11-3  S  L 
B  T^    ' 
0-14  S» 
T^BN* 


In  modern  practice  the  coef&cient  of  11*8  is  regarded  as  somewhat  small,  and  a 

figure  of  14  or  even  15  is  employed.     Taking  a  coefficient  of  14  in  these  formulsB, 

O'Ol  S^ 
gives  a  normal  safe  deflection  when  fully  loaded  and  at  rest  of  — pp — . 

A  complete  elliptical  spring  can,  of  course,  be  treated  simply  as  two  semi-elliptics 
in  series,  the  maximum  safe  load  being  the  same  as  for  the  semi-elliptic,  while  the 
deflection  produced  by  the  load  will  be  double. 
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For  helical  springs,  Eankin  gives  the  following  formulsB : 
Let  B  =  mean  radius  in  inches. 

d  =  diameter  of  spring  steel  in  inches. 
b  =  width  of  spring  steel  (square)  in  inches. 
N  =  number  of  coils. 
D  =  deflection  in  inches  per  ton  of  load. 
G  =  coefficient  of  transverse  elasticity  (about  one-third  of  the  modulus 

of  elasticity,  or  about  5,000  tons). 
F  =  maximum  safe  shearing  stress. 
L  =  maximum  safe  steady  load  (say  about  15  tons). 

^r       0-196  F  ^8       -       rfs  ... 

W  =  — — ^ =  2  —  ^  approximately. 

B  B 

This  gives  a  maximum  safe  deflection  at  rest  of 

12-57  N  F  B^  _  0-0377^N  B^ 
Gd       ~  ~d         ' 

With  square  section  steel  these  figures  become — 

12  N  B?       0-0075  N  B^ 


D  = 


G  6*  h^ 


W  =  4-74  ~. 
B 

Maximum  safe  deflection  at  rest  =  ,- . 

The  arrangement  of  brake  foundation  work  is  a  matter  that  vitally  affects  the 
questions  of  maintenance  and  safe  running,  especially  when  the  speed  is  high  in 
relation  to  the  frequency  of  stops. 

The  main  points  to  be  borne  in  mind  in  designing  brake  work  are — 

(1)  It  must  be  equalised ;  that  is,  the  pressure  on  the  wheels  must  be  equal  (or 
adjusted  to  the  loads  on  the  wheels). 

(2)  The  blocks  must  be  hung  so  as  to  wear  evenly  over  their  whole  surface. 

(3)  The  blocks  must  clear  the  wheels  properly  under  all  conditions  except  when 
brakes  are  set. 

(4)  Means  must  be  provided  for  quickly  and  readily  taking  up  ware  till  the  brake 
blocks  are  reduced  to  the  minimum  thickness  which  is  considered  safe. 

(5)  The  blocks  must  be  readily  removable  for  renewals. 

On  rigid  wheel  base  rolling  stock  it  is  usual  to  employ  brake  blocks  on  each  side 
of  the  wheel,  and  this  practice  is  a  very  desirable  one  where  it  does  not  involve  too 
much  crowding  up  of  the  brake  foundation  work,  as  it  avoids  the  severe  stresses  on 
the  axles  caused  by  pressure  on  one  side  only.^  It  does  not,  of  course,  avoid  the 
much  smaller  side  thrust  due  to  the  fact  that  the  retarding  action  of  the  wheels  is 
transmitted  through  the  axles. 

On  bogies,  however,  and  especially  motor  bogies  under  cars,  it  is  often  difficult 
to  accommodate  the  foundation  work  required  for  double  brake  blocks  and  still  more 

^  The  resultant  of  the  brake-block  pressure  and  the  load  may  amount  to  40  per  cent,  more  than 
the  load  alone. 
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diflBcult  to  give  enough  access  to  the  foundation  work  to  ensure  its  proper  inspection 
and  easy  adjustment,  and  single  blocks  are  consequently  more  common. 

The  question,  then,  that  has  to  be  settled,  is  that  of  the  relative  advantages  of 
inside-hung  and  outside-hung  brake  blocks,  that  is,  whether  the  blocks  are  to  be 
between  the  wheels,  as  in  Fig.  408,  or  outside  them,  as  in  Fig.  410.  On  American 
steam  railways,  outside-hung  brakes  are  almost  exclusively  employed,  both  on  goods 
and  passenger  stock,  and  where  this  arrangement  is  not  prevented  by  other  conditions, 
it  should  always  be  adopted,  the  reduction  in  maintenance  cost  due  to  the  easy  access 
to  the  brake  work  being  sufficient  to  outweigh  all  other  considerations.  The  outside- 
hung  brake,  however,  has  the  disadvantage  that  when  applied  it  pulls  down  one  end 
of  the  bogie  frame  and  pushes  up  the  other,  thus  subjecting  the  bogie  frame  to  stresses 
which  it  need  not  otherwise  carry,  and  increasing  the  load  on  the  journals.  This  is 
particularly  noticeable  in  the  case  of  equalised  bogies.  Normally  there  is  no  vertical 
bending  moment  in  the  frame  except  between  the  points  of  support,  i.e.,  the  equaliser 
spring  pockets.  When  brakes  are  applied,  however,  a  considerable  load  is  applied  at 
the  end  of  the  frame,  that  is  practically  at  the  end  of  a  cantilever  supported  at  the 
spring  pocket,  and  it  is  obvious  that  the  frame  must  be  considerably  stiffened  to  carry 
this.  It  will  be  noticed  that  in  Fig.  405  this  is  done  by  a  strut  from  the  bottom  of 
the  axle  guard  to  the  corner  of  the  frame.  The  downward  pull  at  the  leading  end  is 
also  liable  to  bring  the  top  of  the  axle  guards  down  hard  on  to  the  equaliser  on  the 
top  of  the  axle-box,  thus  producing  the  unpleasant  jarring  frequently  felt  in  rolling 
stock  with  equalised  bogies  when  brakes  are  applied.  An  attempt  has  been  made  to 
overcome  this  in  the  so-called  "non-tilting"  frame,  which  is  an  equalised  frame 
with  additional  helical  springs  over  each  box.  It  is  obvious,  however,  that  the 
equalisation  must  diminish  as  the  non-tilting  properties  are  improved. 

On  bogies  other  than  those  of  the  equalised  type  the  disadvantages  of  the  outside- 
himg  brake  are  much  reduced,  since,  the  frame  being  supported  directly  over  the  axle, 
the  vertical  bending  moment  at  the  point  of  support  due  to  the  brake  block  pull  is 
about  halved. 

The  American  type  of  brake  foundation  for  steam  railway  passenger  stock  is  well 
illustrated  in  the  cast  steel  trailer  bogie  shown  in  Fig.  410.  The  brake  blocks  A  are 
carried  in  steel  castings  B  (brake  heads),  each  pair  of  brake  heads  being  coupled  by  a 
brake  beam  C,  and  suspended  from  the  frame  by  the  brake  hangers  D.  Safety 
hangers  £  are  also  provided  to  support  the  brake  beams  in  the  event  of  a  hanger 
breaking,  and  release  springs  F  to  hold  the  brake  blocks  off  the  wheels.  In  some 
instances  the  release  spring  also  acts  as  a  safety  hanger.  The  angle  of  the  brake 
beams  can  be  adjusted  by  means  of  a  turnbuckle  G,  so  as  to  ensure  the  correct  position 
of  the  brake  blocks  as  they  wear  out.  The  pull  rod  H  on  the  car  body  is  attached  to 
the  upper  end  of  the  live  lever  I,  which  is  at  the  outer  end  of  the  bogie,  and  is  attached 
near  its  lower  end  to  the  brake  beam.  The  lower  end  of  this  lever  is  connected  to  the 
lower  end  of  the  dead  lever  J  by  means  of  the  brake  rod  K.  The  dead  lever  is  attached 
near  its  lower  end  to  the  brake  beam  at  the  inner  end  of  the  bogie,  and  at  its  upper  end 
to  a  fulcrum  on  the  bogie  frame,  which  is  adjustable  to  take  up  the  wear  of  the  blocks. 
In  the  brake  foundation  of  Fig.  410  a  further  adjustment  can  be  made,  the  relative 
positions  of  J  and  K  being  adjusted  by  the  set  screw  L. 

This  arrangement  is  not  usually  a  suitable  one  for  motor  bogies,  owing  to  the 
difficulty  of  finding  room  for  the  beams  and  the  lower  brake  rod  on  account  of  the 
collecting  gear  and  motors,  and  the  usual  plan  is  to  dispense  with  beams  and  have  a 
live  and  dead  lever  and  pull-rod  on  each  side  of  the  bogie,  the  motion  of  the  car  body 
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pull- rod  being  communicated  to  the  live  levers  through  the  two  upper  pull-rods 
connected  by  a  yoke  at  the  inner  end  of  the  bogie.  The  yoke  is  in  the  form  of  an  arc 
of  a  circle  struck  with  the  bogie  centre  as  its  centre,  so  as  to  allow  the  bogie  to  swing 
without  altering  the  setting  of  the  brakes.  This  arrangement  is  illustrated  by  the 
North-Eastern  and  the  cast  steel  motor  bogie  shown  in  Figs.  400  and  409  respectively. 
"When  inside-hung  brakes  are  employed,  whether  with  or  without  beams,  the 
individual  details  are  quite  similar  to  those  for  outside-hung  brakes ;  the  only 
differences  are  in  the  arrangement,  the  live  lever  being  near  the  inner  end  and  the 
dead  lever  nearer  the  outer  end  of  the  bogie,  and  the  lower  brake  rod  being  in  thrust 


Fig.  416.    Motor  Truck  showing  Arrangement  of  Brakes  on  Manhattan  Eailway. 


instead  of  in  tension.  A  suitable  arrangement  with  beams  is  shown  in  the  trailer 
bogie  in  use  on  the  Central  London  Eailway  (Fig.  415),  and  the  corresponding 
arrangement  without  beam  in  the  Manhattan  Elevated  motor  bogie  (Fig.  416).  As 
has  already  been  stated,  the  Central  London  motor  bogie  brake  gear  (Fig.  408)  is 
somewhat  unusual  in  its  arrangement  owing  to  the  small  height  of  the  pull-rod  on 
the  car  body.  In  general  it  may  be  described  as  an  inner-hung  brake  foundation 
turned  upside  down,  the  dead  lever  fulcrums  being  at  the  lower  end  of  the  levers 
and  the  brake  rod  at  the  upper  end  ;  there  being  no  convenient  method  of  supporting 
a  yoke  for  connecting  to  the  car  body  pull-rod,  it  is  replaced  by  a  beam  suspended  by 
hangers  from  the  end  of  the  bogie  frame. 
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With  regard  to  the  pressure  to  be  employed  on  the  blocks,  the  usual  practice  is 
to  make  the  maximum  pressure  ot  the  brake  block  80  per  cent,  of  the  wheel  load  of 
the  empty  car.  This  gives  the  maximum  effort  that  can  safely  be  applied  without 
skidding  in  the  case  of  trailing  wheels.  The  same  rule  is  sometimes  applied  in  the 
case  of  driving  wheels.  This,  however,  ignores  the  kinetic  energy  of  the  armatures, 
which  frequently  amounts  to  10  per  cent,  of  the  kinetic  energy  of  the  moving  load  and 
of  wheel  rotation  combined.'  The  kinetic  energy  of  the  armature  would  enable  higher 
pressure  to  he  used  without  skidding  the  wheels,  and  a  safe  rule  to  take  would 
probably  be  80  per  cent,  of  the  wheel  load  for  trailing  and  90  per  cent,  to  95  per  cent, 
for  driving  wheels.  It  is,  of  course,  necessary  to  consider  carefully  the  variation  in 
load  between  loaded  and  empty  cai'S.  As  a  rule  this  is  not  a  serious  consideration  for 
heavy  railway  work,  the  variation  seldom  exceeding  some  10  per  cent.  If  it  exceeds 
this  figure,  however,  it  will  be  necessary  to  increase  the  braking  effort  even  at  the  risk 
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Fig,  417.  Fig.  US.  Fig.  419. 

Fige.  417—419.    Stahdabd  Brake  Heads  and  Shoes. 


of  skidding  a  lightly  loaded  car,  in  order  to  obtain  adequate  retardation  when  it  is 
fully  loaded.  If  the  variation  is  20  per  cent.,  it  would  probably  be  advisable  fco 
increase  the  figures  given  above  by  another  10  per  cent.  Such  a  variation  as  this. 
however,  would  correspond  more  nearly  to  the  condition  of  trailing  wheels,  or  of 
tramcar  driving  wheels. 

The  standard  English  type  of  brake  block  is  a  single  casting  attached  direct  to  the 
levers.  In  America,  however,  the  brake  block— or  shoe,  as  it  is  termed— is  of  simpler 
form,  and  is  carried  in  a  cast  steel  brake  head,  which  in  turn  is  attached  to  the  levers. 
This  arrangement  certainly  presents  considerable  advantages  when  braking  is  severe, 
and  cars  have  to  be  frequently  rebloeked,  since  the  wearing  parts  are  cheaper  and  are 
more  quickly  replaced.      Consequently  this  arrangement  has  been  adopted  in  this 

'  On  the  Ceiitial  London  Rnilivay  it  is  13  per  cent,  of  the  moving  load  on  the  motor  bogie,  and 
3J  per  cent,  of  the  total  luoiiog  load  of  the  train. 
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country  by  certain  railways  where  the  schedule  speed  is  high  in  consideration  of  the 
frequency  of  the  stops.  The  brake  heads  and  shoes  adopted  for  the  District  Eailway 
are  the  standards  of  the  American  Master  Car-builders*  Association,  and  are  shown  in 
Pigs.  417  to  419.  There  are  two  slotted  lugs  on  the  head  and  one  on  the  shoe.  The 
lug  on  the  shoe  A  comes  between  those  on  the  head  B,  and  a  curved  tapered  key 
of  rectangular  section  is  passed  through  the  slots  and  rests  between  two  lugs  at  the 
top  and  two  at  the  bottom  of  the  head,  thus  securing  the  shoe.     This  pattern  is  very 


Fig.  420.  Fig.  421. 

Figs.  420,  421.    Central  London  Eailway:  New  Brake  Block  for  Motor  Trucks. 


satisfactory  where  the  brake  shoes  are  readily  accessible,  as  is  usually  the  case  with 
outside-hung  brakes.  On  cars  where  the  framing  comes  down  over  the  bogie,  how- 
ever, it  is  found  to  be  very  inconvenient,  owing  to  the  diflSculty  of  removing  the  key. 
These  conditions  occur  both  on  the  motor  and  on  the  trailer  bogies  on  the  Central 
London  Bailway,  and  to  meet  them  the  form  of  head  shown  in  Figs.  420  and  421  was 
adopted.  The  shoe  is  provided  with  a  longitudinal  rib  on  the  back,  which  fits  loosely 
into  a  corresponding  groove  in  the  head.  The  shoe  also  has  a  lip  which  hooks  over 
the  upper  end  of  the  head,  resting  between  two  lugs  on  the  head,  which  prevent 
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movement  sideways.  At  the  lower  end  there  is  a  lug  on  the  head,  which  fits  loosely 
between  two  lugs  on  the  shoe,  a  pin  being  then  passed  through  holes  in  the  lugs.  The 
whole  arrangement  can  also  be  seen  in  Fig.  408.  To  remove  a  shoe,  all  that  has  to 
be  done  is  to  remove  this  pift  and  raise  the  shoe  about  three-eighths  of  an  inch.  This 
arrangement  works  quite  satisfactorily,  and  enables  trains  to  be  reblocked  in  a 
remarkably  short  time. 

Both  the  Lancashire  and  Yorkshire  and  the  North-Eastern  Railways  adhere  to 
the  standard  English  practice  of  attaching  the  brake  block  direct  to  the  levers,  but,  the 
stops  being  much  less  frequent  on  these  lines,  it  is  probable  that  blocks  will  not  have 
to  be  renewed  so  often  as  on  lines  of  the  Central  London  or  District  Railway  type. 
Considerable  difference  of  opinion  exists  as  to  whether  it  is  desirable  or  otherwise  that 
the  brake  shoes  should  engage  the  flange  or  only  the  tread  of  the  wheel.     On  steam 
locomotives    the    blocks   engage  the  flanges  in    most  cases,    and   in  America,  but 
never  in  this  country,  on  the  coaches  also.     On  motor  bogies  it  is  almost  universal  in 
America  for  the  blocks  to  engage  the  flanges,  and  it  is  also  very  common  practice  in 
this  country.    Instances  of  the  blocks  engaging  the  flanges  are  the  motor  bogies  on  the 
North-Eastern  Railway  (Fig.  400)   and  the  cast  steel  bogie  of  Pig.  409,  whilst  the 
alternative  is  adopted  on  the  Central  London  (Fig.  408),  the  Lancashire  and  Yorkshire 
(Fig.  402),  and  the  cast  steel  trailer  bogie  (Fig.  410).     Where  braking  conditions 
are  severe,  the  wear  of  the  block  on  the  back  of  the  flange  has  been  found  objectionable 
with  the  English  section  of  tyre,  as,  owing  to  the  back  of  the  flange  being  vertical  for 
more  than  half  its  depth,  it  is  impossible  to  correct  this  when  turning  up  the  wheels. 
This  effect  is  increased  by  the  tendency  of  the  blocks  to  travel  outwards  when  the 
brakes  are  applied,  owing  to  the  coning  of  the  wheels.      In  more  than  one  instance, 
the  grooved  type  of  block  has  been  abandoned  for  this  reason.     With  the  American 
section  of  tyre,  however,  the  back  of  the  flange  being  curved  throughout  its  whole 
depth,  the  true  section  of  the  flange  can  always  be  restored  by  turning.     For  this 
country,  therefore,  the  authors  are  of  opinion  that  the  plain  block  bearing  only  on  the 
tread  of  the  wheel  is  decidedly  preferable,  especially  where  braking  is  severe.     When 
the  blocks  bear  only  on  the  tread  it  becomes  necessary  to  provide  some  means  for 
preventing  them  from  travelling  outwards  owing  to  the  coning  of  the  wheels.     Where 
brake  beams  are  employed  these  will  be  sufficient ;  where  they  are  not  used  the  levers 
on  opposite  sides  of  the  bogie  should  be  tied  by  a  cross-bar,  as  in  the  case  of  the 
Central  London  and  Lancashire  and  Yorkshire  Railways.      The  extensive   use  of 
grooved  blocks  on  locomotive  and  on  motor-driven  wheels  is  probably  due  more  to  the 
difficulty  of  finding  room  for  such  cross-bars  than  to  any  inherent  advantages  of  the 
grooved  block.     The  brake  blocks  should  preferably  be  of  cold  blast  cast  iron,  unless 
some  one  of  the  several  patent  brake  blocks  on  the  market  is  used.    Some  of  these  patent 
brake  blocks  give  very  good  results.     Brake  heads  should  be  of  soft  cast  steel.     Pull- 
rods  should  preferably  be  of  hammered  scrap  iron,  though  there  is  not  much  to  choose 
between  this  and  the  best  qualities  of  iron  bar.     Levers  and  hangers  should  be  of  the 
best  quality  wrought  iron,  fixed  brackets  of  wrought  iron  or  mild  steel.     Li  America 
the  beams  are  frequently  of  timber,  sometimes  braced  with  wrought  iron  bars ;  it  is, 
of  course,  an  advantage  to  have  all  parts  of  the  brake  foundation  as  light  as  possible 
in  order  to  secure  quick  application,  but,  in  the  writers'  opinion,  if  special  lightness  is 
desired,  a  steel  tube  truss  is  a  more  logical  arrangement  where  the  bogie  is  otherwise 
of  metal  throughout.     In  the  great  majority  of  cases,  however,  a  flat  wrought  iron  or 
mild  steel  bar  is  perfectly  satisfactory  for  brake-beams.     Holes  for  pins  in  brake 
rigging  should  be  drilled  (never  punched)  ^  in.  slack  for  the  pins,  and  both  holes  and 
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pins  should  be  case-hardened.  To  reduce  the  number  of  spare  parts  it  is  very  desirable 
to  use  one  size  of  pin  throughout,  say  1^  ins.,  the  lioles  being  IJ  ins.  Pins  are  best 
secured  by  means  of  split  pins  with  washers  under  them ;  the  washer  is  an  essential 
part  of  the  arrangement.  Safety  hangers  and  brackets  should  be  used  with  discretion  ; 
a  certain  number  of  such  precautions  are  no  doubt  advisable,  but  in  brake  work,  as  in 
most  other  such  matters,  it  is  better  to  make  a  sound  job  of  the  actual  work  than  to  add 
numerous  safety  devices,  and  ifc  not  infrequently  happens  that  more  trouble  is  given  by 
the  hangers  than  by  the  brake  foundation  proper. 

The  method  of  attaching  the  motors  to  the  bogie  is  a  matter  of  prime  importance. 
Generally  speaking,  tbe  most  satisfactory  plan  is  the  usual  one  of  placing  the  motors 
between  the  axles  and  supporting  each  motor  on  one  side  by  bearings  on  the  axle,  so 
as  to  keep  the  gear  properly  meshed,  and  on  the  other  by  a  spring  support  attached 
to  the  bogie  frame.  In  the  case  of  a  heavy  motor  there  is  usually  a  nose  in  the  frame 
casting  which  rests  on  a  bar  carried  by  springs  on  the  transom.  The  authors  are 
inclined  to  lay  considerable  stress  on  the  spring  support ;  its  effect  on  the  permanent 
way  or  the  coach  body  is  not  very  important,  since,  in  any  case,  there  will  be  a 
set  of  springs  between  each  of  these  and  the  motor ;  but  in  more  than  one  case  it  has 
been  found  that  where  the  nose  rests  on  a  rigid  bracket  both  the  nose  and  bracket 
wear  very  rapidly,  owmg  to  the  fact  that,  as  the  motor  bearings  follow  the  movement 
of  the  axle  relative  to  the  frame,  the  nose  is  drawn  to  and  fro  along  the  supporting 
bracket.  Similar  effects  may  be  produced  by  side  play  between  the  axle-boxes  and  axle 
guards,  by  end  play  of  the  motor  on  the  axle,  and  by  lateral  bending  in  the  bogie 
frame.  If,  however,  the  nose  of  the  motor  is  clamped  to  a  yielding  spring  support,  the 
effects  will  be  much  reduced. 

This  method  of  suspending  the  motor  has,  of  course,  the  effect  of  putting 
from  60  to  60  per  cent,  of  its  weight  direct  on  the  axle,  which  generally  means 
increasing  the  non-spring-borne  load  at  least  100  per  cent.,  and  occasionally  applying 
shocks  to  the  axle  equal  to  several  times  the  weight  of  the  motor,  when  the  axle 
suddenly  moves  or  stops,  moving  relatively  to  the  bogie  frame.  Consequently 
numerous  attempts  have  been  made  from  time  to  time  to  modify  the  arrangement 
so  as  to  take  the  weight  of  the  motor  entirely  off  the  axle.  The  defect  of  all  such 
devices  with  which  the  authors  are  acquainted,  however,  is  that,  as  the  motor  must 
be  centred  on  the  axle  on  account  of  the  gear,  it  will  still  have  to  move  with  the 
axle,  so  that  the  conditions  for  a  horizontal  movement  are  unchanged,  whilst  for 
a  sudden  vertical  movement  all  that  can  be  done  is  to  convert  a  rotation  about 
the  nose  into  a  rotation  about  the  centre  of  gravity.  The  effect  of  this  in  almost 
every  case  is  to  increase  instead  of  to  decrease  the  shocks  to  which  the  axle  is 
subject.  To  explain  this,  we  may  assume,  with  a  close  enough  approximation  to 
accuracy,  that  the  motor  is  a  uniform  cylinder  with  its  centre  of  gravity  in  the 
axis  of  the  armature  shaft,  and  that  the  centre  of  the  nose  suspension  and  the 
axle  suspension  are  at  the  periphery,  at  opposite  ends  of  a  horizontal  diameter. 
The  radius  of  gyration  of  the  motor  rotating  about  the  armature   shaft  will  then 

be  —T-^  of  the  distance  from  the  axis  of  the  armature  shaft  to  the  nose  suspension 

V  2 

or  to  the  axis  of  the  driving  axle.  For  a  given  vertical  movement  of  the  axle, 
therefore,  the  corresponding  average  travel,  and  therefore  the  acceleration  of  the 

motor,  will  be  ^  with  nose  suspension,  and      ,-  with  centre  of  gravity  suspension. 

The  leverage  of  the  axle  in  the  two  cases  will  obviously  be  in  the  same  ratio,  so  that 
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the  force  required   to  be  exerted  by — that  is,  the  blow  to— the  axle  will  be  in  the 

ratio  of    (  «  )   ^^  (  jo  )  •     ^^^  shock  to  the  axle  will  therefore  be  twice  as  great 

with  centre  of  gravity  suspension  as  with  nose  suspension.  Of  course  with  centre 
of  gravity  suspension  the  blow  to  the  axle  will  be  the  same  for  upward  or  downward 
travel  of  the  axle,  whereas  with  nose  suspension  the  total  load  will  be  increased  by  the 
weight  of  the  motor  on  the  axle  for  upward  movement  and  decreased  by  it  for  down- 
ward movement,  so  that  up  to  the  point  where  the  movement  is  sufficiently  rapid  to 
make  the  blow  greater  than  the  weight  of  the  motor  the  advantage  is  with  the  centre 
of  gravity  suspension.  Such  blows  as  these,  however,  are  too  small  for  consideration 
compared  with  blows  of  several  times  the  weight  of  the  motor,  which  must  occur  at 
frequent  intervals,  and  then  the  advantage  obviously  lies  on  the  side  of  the  nose 
suspension.  For  instance,  if  with  a  certain  vertical  movement  of  the  axle  in  a  certain 
time  the  force  applied  at  the  axle  with  centre  of  gravity  suspension  is  six  times 
the  weight  of  the  motor,  the  corresponding  force  with  nose  suspension  would  be  three 
and  a  half  times  the  weight  of  the  motor  for  an  upward  movement  (half  its  weight 
being  on  the  axle),  and  two  and  a  half  for  a  downward  movement. 

If,  on  the  other  hand,  the  suspension  be  moved  further  away  from  the  axle  than 
the  outside  of  the  motor  case,  the  travel  of  the  motor  for  a  given  vertical  travel  of  the 
axle  will  again  be  increased,  so  that  it  appears  that  the  ordinary  nose  suspension 
approximates  very  closely  to  the  most  theoretically  favourable  one,  as  far  as  blows 
to  both  motor  and  axle  are  concerned,  while,  even  if  it  were  not  theoretically  the  best 
point  of  suspension,  the  simplicity  of  the  arrangement  would  give  it  a  great  advantage 
over  any  other  system. 

The  proper  position  of  the  motors  is  obviously  between  the  axles  as  far  as  good 
running  of  the  bogie  is  concerned.  In  certain  cases,  however,  where  the  construction 
of  the  cars  renders  it  necessary  to  have  the  bogie  between  the  side  sills,  it  may  be 
necessary  to  so  reduce  the  wheel  base  in  order  to  allow  the  bogie  to  swivel  sufficiently 
that  there  is  no  room  for  the  motors  between  the  axles.  This  requires  placing  the 
motors  outside  of  the  axles,  but  this  arrangement  should  never  be  employed  where 
it  is  possible  to  avoid  it,  since,  owing  to  the  vertical  and  transverse  horizontal  oscilla- 
tions due  to  the  short  wheel  base  and  great  overhanging  loads  on  the  ends,  the  bogie 
will  hardly  ever  rise  really  well  at  anything  above  moderate  speeds.  In  the  first 
experimental  motor  cars  used  on  the  Central  London  Bailway,  which  were  converted 
from  trailer  cars,  the  bogie  had  to  swing  between  the  sills,  which  came  just  at  the 
most  inconvenient .  height,  i.e.,  opposite  the  axle-boxes.  It  was  thought  preferable, 
however,  to  use  bogies  with  inside-hung  motors,  although  it  necessitated  using  very 
short  journals,  the  actual  size  of  the  journals  on  these  bogies  being  6  ins.  X  4  ins.  In 
the  motor  car  finally  adopted,  the  design  of  the  under-frame  was  modified  to  get  over 
this  difficulty  as  far  as  possible.  The  journals  were  increased  to  the  more  usual  pro- 
portions of  8  ins.  X  4f  ins.,  but  the  wheel  base  had  still  to  be  kept  down  to  6  ft.,  and  as  the 
motors  were  larger  than  on  the  experimental  trains,  it  was  found  necessary  to  dispense 
with  a  spring  support  for  the  motor.  This,  however,  was  considered  the  lesser  evil  of 
the  two.  The  only  other  point  in  favour  of  outside-hung  motors  is  that  when  only  one 
motor  is  used  on  a  bogie,  suspending  it  outside  the  axles  will  greatly  increase  the 
weight  on  the  driving  wheels.  Such  an  arrangement  is  undoubtedly  preferable  to  the 
use  of  "  maximum  traction  "  bogies  with  unequal  wheels,  and  will  give  all  the  adhesion 
required  for  any  practical  acceleration  on  the  comparatively  clean  rails  available  in 
railway  work.      It  is  not,  however,  a  desirable  arrangement  except  for  quite  moderate 
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speeds.  It  is  also  only  applicable  to  single  cars,  since,  if  there  is  more  than  one  car 
on  the  train,  it  is  undoubtedly  correct  practice  to  have  a  motor  bogie  and  trailer  bogie 
on  each  motor  car  rather  than  to  have  one  motor  on  each  bogie.  In  fact,  even  in  the 
case  of  single  cars,  no  great  objection  can  be  taken  to  having  one  motor  bogie  and  one 
trailer  bogie,  since  the  experience  of  several  English  railways  with  steam  motor 
coaches  goes  to  show  that  they  run  quite  satisfactorily  whether  the  engine  end 
is  leading  or  trailing.     The  advantages  of  placing  both  motors  on  one  bogie  are — 

(1)  A  cheaper  type  of  bogie  can  be  used  for  the  trailer. 

(2)  When  motor  bearings,  gear,  etc.,  have  to  be  removed,  only  one  bogie  has  to 
be  removed. 

(3)  Car  wiring  is  greatly  simplified  and  reduced  in  quantity. 

The  method  of  carrying  the  electrical  contact  devices  on  the  bogie  is  really  more 
a  question  of  electrical  equipment  than  of  rolling  stock  design,  since  it  obviously 
depends  on  the  system  of  distribution  more  than  on  any  other  point.  It  has  come  to  be 
a  recognised  principle  in  all  the  more  modern  installations  that  the  contact  shoe  shall  be 
suspended  from  a  point  at  a  fixed  distance  above  the  rail,  in  order  to  reduce  the  play 
between  the  shoe  and  the  suspension.  On  the  City  and  South  London  Railway,  how- 
ever, the  shoes  were  originally  suspended  from  the  locomotive  under-frame,  and  this 
arrangement  having  been  found  to  work  fairly  satisfactorily,  is  still  continued  on  that 
railway.  The  authors,  however,  are  of  the  opinion  that  the  balance  of  advantage 
rests  with  the  suspension  at  a  fixed  height.  In  order  to  secure  this  fixed  height,  the 
suspension  must  be  attached  to  the  axles,  axle-boxes,  or  equalisers.  The  first  of  these 
is  adopted  on  the  Central  London,  where  the  third  rail  is  in  the  middle  of  the  four- 
foot  way.  The  shoes  on  the  motor  bogies  are  suspended  from  a  plank  attached  to  the 
motor  suspension  bearings  on  the  axle.  A  preferable  arrangement  on  general  grounds 
would  undoubtedly  have  been  to  attach  the  plank  to  the  equalisers,  the  shoe  being 
under  the  transom.  This  arrangement  was  used  on  the  bogies  for  the  locomotives 
with  geared  motors.  The  wheel  base  of  the  motor  car  bogies,  however,  is  so  short 
that  the  shoes  would  have  been  almost  inaccessible,  and  dangerously  close  to  the 
motors.  On  the  trailer  bogies^  of  motor  cars  the  plank  may  be  attached  to  special 
bearings  on  the  axle,  and  held  from  rotating  by  links  attached  to  the  end  cross 
members  of  the  bogie  frame.  This  again  is  not  recommended  as  an  ideal  arrangement, 
but  was  adopted  as  the  best  for  the  confined  space  available  at  the  trailer  end  of  the 
coach. 

The  second  arrangement — suspension  from  the  axle-boxes — is  adopted  on  the 
North-Eastern  and  the  District  Railways,  and  is,  in  fact,  practically  standard  on  non- 
equalised  bogies  where  the  third  rail  is  outside  the  four-foot.  The  shoe  plank  is  in 
these  cases  attached  to  lugs  on  the  boxes.  The  third  arrangement  is  used  on  the 
Lancashire  and  Yorkshire  Railway,  and  is  the  usual  one  with  equalised  bogies  where  the 
third  rail  is  outside  the  four-foot.  If  the  wheel  base  is  long  enough  to  give  proper 
clearance  from  the  motors,  it  may  also  be  employed  with  a  third  rail  in  the  four-foot 
way,  and,  as  stated  above,  it  was  so  used  on  certain  bogies  on  the  Central  London 
Railway. 

With  regard  to  axle-boxes  there  is  but  little  difference  between  practice  in  this 
country  and  America,  the  standard  arrangement  in  either  case  being  a  cast  iron  or  steel 
box  having  a  circular  opening  at  the  back  fitted  with  a  "  dust-guard ''  or  **  oil-guard  " 

^  This  applies  to  cases  where  it  is  required  to  provide  shoes  on  both  bogies  of  the  motor  car  so 
as  to  bridge  the  gaps  in  the  third  rail  at  points  and  crossings. 
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o(  leather  or  aimilar  material,  and  an  opening  in  front  to  allow  access  to  the 
joarnal  &nd  brasB,  with  a  removable  cover.  In  this  country  the  standard  railway 
practice  is  to  have  this  cover  a  machined  fit  on  the  front  of  the  box,  and  secure  it 
with  bolts  passing  through  lugs  on  the  cover  and  the  box,  and  it  ia  usual  to  specify 
that  the  box  should  bo  watertight.  Tlie  standard  practice  in  America  as  laid  down  by 
the  Master  Car-builders'  Association,  however,  is  a  sheet  iron  cover  opening  upwards 
and  outwards,  and  held  closed  by  a  flat  spring.  The  Master  Mechanics'  Association 
standard  arrangement  of  tbia  type  of  box,  which  has  also  been  adopted  by  the  American 
Street  Railway  Association,  is  for  the  cover  to  open  edgeways,  It  lieing  pivoted  at  one 
side  and  pressed  against  the  box  hy  a  helical  spring  on  the  pivot  bolt.     When  closed. 


Fig.  423,     Master  Car-Buildebs'  Stanhard  Axle-Box  i 


\  4i"  X  8"  Journal, 


the  cover  rests  between  two  projections  on  the  box,  and  to  open  it  it  is  pulled  out- 
^vards  to  clear  these  projections,  and  is  then  pushed  upwards  or  downwards.  Both 
these  arrangements  have  been  used  a  great  deal  in  this  country.  The  machine-fitted 
front  is,  however,  decidedly  preferable,  as  the  sheet  iron  cover  seldom  retains  its 
shape  well  enough  under  service  conditions  to  keep  out  dust  or  prevent  undue  spilling 
of  oil,  and  is,  moreover,  easily  torn  off. 

The  bottom  of  the  box  below  the  level  of  the  openings  forms  an  oil  well,  and  in 
English  practice  there  is  usually  a  lip  round  the  box,  just  below  the  level  of  the 
openings.  The  journal  is  lubricated  either  by  means  of  oil-soaked  waste  with  which 
the  box  is  packed,  or  preferably  by  means  of  a  cotton  wick  carried  on  a  wire  frame 
made  to  fit  roughly  the  round  exposed  part  of  the  journal,  and  pressed  up  hy  light 
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springs.  This  latter  arrangement  is  the  one  generally  adopted  in  this  country,  and 
gives  very  satisfactory  results.  The  box  is  provided  with  machined  facings  for  the 
brass  or  for  the  keep,  which  is  placed  between  the  box  and  the  brass,  as  the  case  may 
be,  at  the  top  and  the  upper  part  of  the  sides.  The  axle-box  originally  employed  on 
the  trailer  bogies  of  the  Central  London  Eailway,  shown  in  Fig.  422,  is  typical 
of  English  practice,  being  a  modification,  to  suit  the  smaller  size  of  journals,  from 
those  of  the  Great  Western  Eailway.  American  practice  is  illustrated  by  the 
standard  Master  Car-builders'  axle-box  for  a  4i-in.  x  8-in.  journal,  shown  in 
Fig.  428. 

Both  types  are  found  quite  satisfactory  for  steam  railway  service  where  the 
passenger  stock  can  be  overhauled  in  detail  at  the  end  of  each  run,  and  the  goods 
stock  usually  runs  at  a  low  speed,  and  has  a  very  low  yearly  mileage.  For  electric 
I'ailway  conditions,  however,  where  rolling  stock  is  in  service  for  16  or  20  hours  a 
day  for  long  consecutive  periods,  and  may  run  several  thousand  miles  without  coming 
in  for  repairs,  it  takes  a  considerable  time  to  attend  to  at  the  end  of  the  day's  work, 
even  if  spring  lubricating  wicks  are  used,  and  with  waste  packing  things  will  evidently 
be  much  worse.  On  the  Central  London  Eailway  a  box  with  an  internal  removable 
oil  well  has  lately  been  adopted  with  good  results,  and  is  now  the  standard  arrange- 
ment on  that  railway.  The  well  consists  of  a  sheet  tin  tray  in  which  is  placed  the 
spring  frame  carrying  the  lubricating  wick.  The  opening  in  the  front  of  the  box 
extends  to  the  bottom,  so  that  the  tray  can  be  slid  in  and  out,  carrying  the 
lubricating  wick  with  it.  The  axle-box  for  this  arrangement  is  shown  in  Fig.  422. 
With  this  arrangement,  however,  there  is  more  leakage  of  oil  than  is  desirable, 
especially  on  a  tube  railway,  and  a  certain  number  of  bogies  have  been  fitted 
experimentally  with  the  KorbuUy  axle-box,  which  is  very  largely  used  on  the  Con- 
tinent. This  box  is  illustrated  in  Fig.  424.  It  is  of  an  entirely  different  type 
from  either  the  English  or  American  standard  patterns,  and  requires  no  packing  or 
wicks.  The  whole  axle-box  practically  forms  one  oil  well,  there  being  no  opening 
at  the  front  end,  except  a  small  hole  at  the  top  for  renewing  the  supply  of  oil, 
and  the  back  end  being  fitted  with  a  leather  packing,  which  is  kept  pressed  against  the 
journal  by  an  adjustable  steel  band.  The  brass  entirely  surrounds  the  journal,  and 
has  an  oil  way  at  the  bottom.  This  axle-box  requires  very  little  attention  owing  to 
the  absence  of  packing,  and  will  run  without  refilling  for  weeks  at  a  time,  effecting 
great  economy  in  oil  and  improving  the  condition  of  the  permanent  way. 

The  clearance  between  the  sides  of  the  axle-boxes  and  the  axle  guards  should 
not  exceed  ^  in.  in  the  longitudinal  direction  of  the  bogie,  and  should  preferably  be 
merely  a  slack  fit.  The  same  applies  to  the  transverse  travel  if  both  outward  and 
inward  travel  are  limited  on  each  box.  Li  many  cases  only  the  outward  travel  is 
limited,  each  box  being  prevented  from  travelling  inwards  by  the  end  thrust  of 
the  axle  bringing  the  other  box  up  against  the  opposite  axle  guard. 

The  standard  bearing  for  both  coach  and  wagon  journals  both  in  this  country 
and  America  is  a  single  bronze  casting  resting  on  the  journal.  With  regard  to 
material,  standard  practice  is  a  copper-tin  alloy,  with  small  proportions  of  zinc  and 
lead,  the  lead  being  added  as  a  reducing  agent  for  purely  manufacturing  reasons. 
The  following  would  be  a  very  suitable  alloy — 


Copper 

• 

80  to  88  per  cent 

Tin      . 

• 

18  to  10    „      „ 

Zinc 

• 

2               ,,      ,, 

Lead   . 

• 

O'o             .,      ff 
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The  standard  American  composition  is — 


Copper        .     •   . 

80  per  cent. 

Tin      .         .         . 

10    „      „ 

Lead  . 

"'6  f,      ,f 

Phosphorus 

0*5  „      ., 

Phosphorus,  of  course,  has  a  similar  reducing  efifect  to  zinc,  besides  hardening 
the  alloy.     Special  alloys,  such  as  Stone's  bronze,  are  also  largely  employed,  but  the 
composition  of  these  is  naturally  kept  secret.     Anti-friction  metals  of  various  composi- 
tions are  also  used  a  great  deal.     It  does  not  appear,  however,  that  there  is  any 
definite  advantage  in  their  use,  unless,  owing  to  special  circumstances,  the  journals  are 
of  abnormal  proportions  ;  for  instance,  it  may  be  necessary  to  use  very  short  journals 
owing  to  restricted  space,  in  which  case  the  journal  will  have  to  be  abnormally  large  in 
diameter,  thus  raising  the  journal  speed,  or  the  pressure  per  square  inch  will  be 
abnormally  high.     With  ordinary  proportions,  however,  and  with  pressures  limited  to 
the  figures  already  given,  white-metal  should  be  quite  unnecessary  as  far  as  cool 
running  is  concerned,  and  the  earlier  chapters  of  this  book  will  have  made  it  clear  that 
the  proportion   of  energy  employed  in  overcoming  journal  friction  is  quite  small, 
whether  the  service  be  one  of   frequent  stops  and  high  acceleration,  or  few  stops 
and  high  speed.     If  it  is  employed,  it  should  be  on  broriM  and  not  on  a  cast-iron 
backing,  as  the  best  of  white  metals  will  run  occasionally,  and  the  results  to  the 
journals  will  be  disastrous,  if  the  bearing  has  only  a  cast-iron  backing.     The  brass 
usually  embraces  about  one-third  of  the  diameter  of  the  journal.     In  some  cases,  the 
brasses  on  driving  axles  are  brought  further  down  at  the  sides  to  take  up  the  motor 
thrust.     There  is  no  particular  necessity  for  this,  however,  since  the  side  thrust  due  to 
the  motor  must  obviously  be  much  less  than  that  due  to  the  brake  block,  which  exists  in 
the  case  of  trailer  cars  also.    The  case  is,  of  course,  quite  different  from  that  of  a  steam 
locomotive  journal,  where  the  side  thrust  may  often  exceed  the  load  on  the  journal. 
In  any  case  the  lower  ends  of  the  journal  should  be  well  rounded  with  a  large  radius, 
so  as  to  avoid  scraping  the  oil  off  the  journal.     The  brass  is  usually  bored  from 
■^  in.  to  ^  in.  slack  on  the  diameter.     In  the  writers'  experience,  the  amount  of 
slack  should  not  exceed  the  smaller  figure  when  both  journal  and  brass  are  new. 

In  order  to  limit  the  end  play  of  the  journal  in  the  brass,  the  latter  usually  rests 
between  a  shoulder  on  the  inner  end  and  a  collar  on  the  outer  end  of  the  journal ;  a 
certain  amount  of  play  is  allowed  between  the  two,  the  standard  practice  in  America 
being  to  allow  ^  in.  This  is  an  excessive  amount  for  a  driving  axle,  since,  for  reasons 
that  have  already  been  given,  it  is  undesirable  to  allow  much  end  play  where  a  motor 
is  supported  on  the  axle.  A  new  brass  should  preferably  be  merely  a  slack  fit,  and 
should  certainly  not  have  more  than  ^^  in.  play  on  the  journal;  this,  of  course, 
involves  careful  fitting  in  order  to  ensure  that  the  brass  bears  properly  on  its  whole 
surface  and  not  merely  on  the  shoulder  of  the  journal.  In  some  cases,  where,  in  order 
to  save  room,  the  axle-box  has  to  come  very  close  up  to  the  wheel,  and  the  diameter  of 
the  axle  where  it  passes  through  the  box  has  to  be  kept  down,  the  intermediate 
shoulder  between  the  journal  shoulder  and  the  boss  for  the  wheel  centre  is  omitted, 
the  axle  being  reduced  in  one  step  from  the  diameter  in  the  wheel  boss  to  the  journal 
diameter.  In  this  case,  the  end  play  of  the  journal  is  taken  up  either  by  bringing  the 
end  of  the  brass  down  over  the  end  of  the  axle  or  by  a  separate  end  brass  or  keep, 
which  is  attached  either  to  the  brass  or  to  the  axle-box  lid.  This  arrangement  is  usually 
only  employed  (1)  on  bogies  which  have  to  be  got  into  an  unusually  small  space,  as  in 
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the  case  of  the  Central  London  and  the  Manhattan  Elevated  Bailways,  or  (2)  on  bogies 
which,  as  in  the  case  of  the  Lancashire  and  Yorkshire  (Fig.  402)  and  the  American 
Street  Railways  Association  standard  for  50-ton  cars,  Fig.  434,  carry  exceptionally  heavy 
loads  without  being  abnormally  wide  or  requiring  abnormally  long  or  wide  axle-boxes. 
When  this  arrangement  is  adopted,  the  whole  of  the  end  thrust  is  taken  up  on  the 
end  bearing  of  the  axle.  The  brass  is  in  this  case  fitted  to  the  top  and  upper  park 
of  the  sides  of  the  axle-box,  and  its  end  play  is  limited  either  by  a  shoulder  at 
its  inner  end  or  by  a  transverse  feather  engaging  in  a  recess  in  the  top  of  the  box. 
The  brass  is  sometimes  provided  with  ribs,  which  are  fitted  to  corresponding  ribs  in 
the  box  to  avoid  machining  the  whole  surface.  The  standard  arrangement  of  a  journal 
with  shoulders  at  each  end  will  be  found  the  better  one  on  general  grounds,  and  should 
not  be  abandoned  unless  there  is  some  special  reason,  such  as  that  given  above.  With 
shouldered  journals,  it  is  usual  to  have  a  packing  piece  termed  a  keep,  or  in  America 
a  wedge,  between  the  brass  and  the  axle-box.  The  object  of  the  keep  is  to  enable  the 
brass  to  be  removed  with  a  smaller  relative  movement  of  axle  and  box  than  would 
otherwise  be  necessary  for  the  brass  to  clear  the  collar.  The  collar  being  from  J  in. 
to  f  in.  deep,  the  opening  at  the  back  of  the  box  would  be  inconveniently  large.  The 
keep,  however,  is  usually  held  from  outward  movement  only  by  a  small  rib,  so  that 
by  jacking  up  the  box  a  short  distance  the  keep  can  be  removed  and  the  brass  lifted 
off  the  journal.  In  this  country  the  top  of  the  journal  is  usually  a  machined  fit 
against  the  under-side  of  the  keep,  the  sides  of  the  journal  and  the  top  of  the  keep 
having  machined  ribs  fitting  against  corresponding  ribs  on  the  sides  and  top  of  the 
axle-bot.  In  America  they  are  usually  left  rough,  and  either  the  back  of  the  keep  or  the 
back  of  the  journal  is  rounded  so  as  to  give  a  self-aligning  bearing.  The  rounded  keep 
is  the  more  modern  plan  and  the  standard  practice  of  the  Master  Gar-builders'  Associa- 
tion. A  certain  amount  of  slack  has  to  be  allowed  between  the  keep  and  brass  and  the 
axle-box.  For  motor  bogies,  the  total  play  of  the  brass  in  the  box  should  not 
exceed  ^  in.  With  a  clearance  of  ^  in.  for  the  brass  on  the  journal  and  -^  in.  for 
the  box  in  the  axle  guards,  there  will  be  a  total  of  ^-in.  end  play  on  the  axle.  This 
should  be  looked  on  as  an  outside  figure  for  a  bogie  leaving  the  shop ;  and,  as  already 
stated,  the  writers  much  prefer  merely  slack  fits  throughout.  The  total  end  play  of 
the  axle  should  be  sufficient,  however,  to  ensure  that  there  is  no  binding  in  either 
longitudinal  or  transverse  direction. 

Table  GXXI.  gives  the  journal  pressures  in  use  with  various  axles  in  pounds  per 
square  inch  of  the  projected  area  of  the  journal.  It  will  be  noticed  that  from  200  to 
250  lbs.  per  square  inch  is  about  the  usual  pressure,  and  in  this  country  similar 
pressures  are  also  employed  in  locomotive  work.  American  locomotive  practice,  how- 
ever, is  much  more  conservative.  Meyer  (**  Modem  Locomotive  Construction  *')  gives 
it  as  his  opinion  that  the  pressure  should  be  kept  considerably  below  160  lbs.  per 
square  inch,  if  the  journal  speed  exceeds  9  ft.  per  second,  which,  with  ordinary  pro- 
portions of  wheels  and  axles,  would  correspond  to  a  train  speed  of  about  60  miles  per 
hour.  Probably  the  difference  is  due  to  the  much  greater  care  taken  in  fitting 
journals  and  brasses  in  this  country.  For  high  speed  electric  service,  owing  to  the 
comparatively  small  wheels,  journal  speeds  will  generally  be  exceptionally  high,  and 
in  such  cases  200  lbs.  should  be  considered  the  limit,  but  for  urban  services  at,  say, 
15  or  20  miles  an  hour  average  speed,  250  lbs.  is  quite  safe  with  proper  workmanship 
and  reasonable  supervision. 

With  regard  to  axles,  long  experience  has  determined  certain  dimensions  and 
maximum  working  stresses  as  desirable  in  the  interests  of  safety  and  economy,  and  it 
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can  seldom  be  advisable  to  depart  from  these.  Indeed,  the  tendency  is  all  in  the 
direction  of  increasing  axle  diameters  for  a  given  load,  since  it  is  found  that,  owing  to 
the  dead  weight  of  the  motors,  the  axles  are  subjected  to  almost  as  severe  shocks  as 
those  of  steam  locomotives.    Table  CXXI.  gives  some  comparative  figures  of  the  standard 


Table  CXXI. 
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ressures. 
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1 

Dimensions  in  Inches 
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30 

1 
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1 

axles  adopted  by  the  English  railway  companies  for  private  owners'  wagons,  by  the 
Master  Car-builders'  Association  of  America  for  freight  cars,  and  by  the  American 
Street  Bailways  Association  for  electric  cars.  The  Table  also  contains  a  few  examples 
of  axles  actually  in  use  on  electric  cars.  These  axles  are  also  shown  in  Figs.  425  to 
435.  In  order  to  obtain  a  uniform  basis  for  comparison  in  computing  the  bending 
stresses,  the  load  is  assumed  distributed  along  the  whole  of  the  brass,  the  wheel 
flanges  assumed  to  be  equidistant  from  the  inside  of  the  rails,  and  the  distance 
between  points  of  contact  of  wheels  and  rails  assumed  to  be  4  ft.  10  ins.,  owing  to  the 
coning  of  the  wheels  and  the  radius  of  the  rail  table  (see  Fig.  435).  Comparing  the 
conditions  under  which  motor-driven  and  trailer  axles  have  to  operate,  it  may  be 
pointed  out  that  whereas  the  bending  moment  of  a  trailer  axle  is  a  maximum  at  the 
points  vertically  over  the  points  of  contact  of  wheels  and  rails,^  and  is  uniform  between 
those  points,  the  bending  moment  in  a  motor-driven  axle  is  usually  slightly  greater  at 
a  point  between  the  wheel  centres,  namely  in  one  of  the  motor  supporting  bearings 


^  Neglecting  the  weight  of  the  axle  itself. 
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TRUCKS 

(with  a  geared  motor),  or  in  the  spider  of  the  armature  if  carried  on  the  axle.     The 
stresses  to  which,  the  trailer  axle  is  subjected  are  bending  moment  and  shear  due  to — 

(1)  The  load; 

(2)  The  pressure  of  the  brake  block  when  brakes  are  set  (with  single  blocks) ; 

(8)  The  backward  thrust  of  the  axle  when  brakes  are  set.  They  are  subjected  to 
torsion  due  to — 

(4)  Unequal  travel  of  the  wheels  on  curves. 

Of  these  stresses  (2)  is  fixed  by  the  wheel  load  as  described  in  dealing  with 
brakes,  and  (8)  and  (4)  are  obviously  limited  by  the  wheel  load  and  the  coefficient  of 
adhesion  of  wheel  and  rail.  With  regard  to  (1),  since  certain  parts — equalisers,  axle- 
boxes  and  fittings,  and  the  axle  itself — are  not  carried  on  springs,  they  will  from  time 
to  time  apply  forces  equal  to  several  times  their  weight,  the  greater  part — the  weight 
of  the  axle — being  between  the  wheel  hubs. 

The  additional  stresses  to  which  a  motor-driven  axle  is  subjected  are — 

(5)  Bending  moment  and  shear  due  to  the  forward  thrust  of  the  motor  drive ; 

(6)  Torsion  due  to  the  motor  drive. 

Both  these  again  are  limited  by  the  wheel  load  and  the  coefficient  of  adhesion  to 
the  same  values  as  (2)  and  (8),  so  that  fiw  a  given  load  the  driving  axle  will,  as  far  as 
they  are  concerned,  have  no  more  to  stand  than  a  trailing  axle.  Here  again  the 
conditions  of  a  motor-driven  axle  are  quite  different  from  those  of  a  steam  locomotive 
driving  axle.  In  nearly  all  cases,  however,  the  stresses  due  to  (1)  are  much  higher  in 
the  driving  axle  than  in  the  trailing  axle,  since  the  unspring-borne  load  will,  in  the 
majority  of  cases,  be  a  much  larger  proportion  of  the  whole.  If  the  motor  is  gearless, 
the  armature  almost  always,  and  the  field  magnets  in  many  cases,  are  not  spring- 
supported,  while  with  geared  motors  there  are  usually  bearings  on  the  axle  to  keep 
the  gears  properly  meshed.  In  either  case  a  force  equal  to  several  times  the  weight 
of  the  motor  will  be  momentarily  applied  from  time  to  time. 

It  is  important  to  bear  in  mind  that  the  viaxivium  bending  stresses  will  be  much 
larger  than  those  given  in  the  table.  For  instance,  in  passing  round  a  curve  the  flange 
of  the  wheel  pressing  outwards  will  increase  the  distance  G,  and  the  load  on  the  outer 
journal,  besides  causing  additional  bending  due  to  the  thrust  on  the  wheel.  Worn 
wheels  and  rails  will  also  increase  the  distance  G,  a  badly  fitted  brass  may  concentrate 
the  load  towards  the  outer  end  of  the  journal,  whilst  comparatively  small  irregularities 
in  the  road  may  easily  double  the  load  on  the  journal.  The  side  thrust  due  to  the 
brake  block  has  already  been  dealt  with. 

It  therefore  becomes  necessary  to  design  motor  driving  axles  considerably 
more  liberally  than  trailing  axles  for  the  same  load.  A  further  reason  which 
necessitates  liberal  design  is  the  existence  of  keyways  for  securing  the  armature 
or  gear  wheel,  as  the  case  may  be,  to  the  axle.  The  actual  reduction  of  strength 
for  a  static  load  caused  by  this  is  inconsiderable,  but,  as  is  well  known,  cracks 
are  always  liable  to  start  from  the  corners  of  holes  and  keyways  in  shafts  or 
axles.  This  consideration  is  of  such  importance  that  the  Gommittee  on  Standards 
of  the  American  Street  Kailways  Association,  in  their  report  in  1902 — which  was 
adopted  by  the  Association — recommended  that  the  axles  should  be  so  much  enlarged 
at  the  gear  wheel  fit  that  the  distance  from  the  axis  of  the  axle  to  the  bottom  of  the 
keyway  should  be  the  same  as  the  radius  of  the  axle  in  the  driving  wheel  hub.  This 
appears  to  the  authors  to  be  somewhat  unnecessarily  large,  and  results  in  an  objection- 
able shoulder  immediately  inside  the  wheel  hub,  but  there  is  no  doubt  that  the 
recommendation,  since  it  errs  on  the  side  of  strength,  errs  in  the  right  direction. 
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The  disadvantages  of  having  keywaja  to  the  axle  have  led  to  the  introduction  of 

several  devices  to  render  them  unnecessary.    The  best  known  is  probably  that  of 

Meeera.  Doyle  and  Brinckerhoff,  which  was  adopted  on  the  Metropolitan  West  Side  and 

the  Manhattan  Elevated  Railways,  where  a  solid  gear  wheel  is 

-f-  shrunk  on  to  an  extension  of  the  driving  wheel  hub,  as  shown  in 

!  Fig.  436.    This  method,  of  course,  has  the  obvious  drawback  that, 

:  in  order  to  remove  the  gear  wheel,  the  driving  wheel  has  to  be 

!  removed  from  the  axle.     This  might  be  got  over  by  using  a  split 

;  gear  keyed  on  to  the  extended  hub,  but,  with   the  large  hub 

necessitated  by  this  arrangement,  it  would  be  difficult,  if  not 

i  impossible,  to  had  room  for  the  bolts  for  holding  together  the 

I  split  gear  wheel. 

i  With  regard  to  material,  the  sizes  of  axles  adopted  by  the 

;  Master  Car-builders'  Association  are  intended  for  either  wrought 

iron  or  mild  steel.    Mild  steel  is  practically  universal  for  electric 
';  traction  purposes,  the  most  suitable  material  having  an  elastic 

.i  limit  of  about  20  tons  and  an  ultimate  tensile  strength  of  8S 

to  38  tons  per  square  inch,  with  not  less  than  40  per  cent, 
reduction  of  area  at  fracture  and  25  per  cent,  elongation  in  n 
2-in.  length.  The  rough  axle  should  stand,  without  breaking, 
sixteen  blows  from  a  1-ton  tup,  falling  25  ft.  on  the  centre  of  the  axle,  the  latter 
resting  on  supports  3  ft.  9  ins.  or  4  ft.  apart,  the  axle  to  be  turned  after  each  blow. 
Two  per  cent,  of  each  batch  of  axles  should  be  thus  tested. 

Cast  steel  has  been  employed  with  some  success  for  locomotive  crank  axles,  but 
there  appears  to  be  nothing  to  be  gained  by  its  use  for  straight  axles.  Table  CXXII.  gives 
a  list  of  various quahties  of  steel  for  axles.  Nos.  1,  2,  and  6,  are  specification  figures, 
and  the  remainder  are  test  figures.  Nos.  2  and  8  are  respectively  the  specification 
and  test  figures  for  the  nickel  steel  in  use  in  certain  of  the  Central  London  motor 
axles. 

Table  CXXII. 

Varioiix  (Jiialities  of  Steei  for  Aj:Iv8, 


2     ^  Knipp,  Siemens -Martin     . 
8     i  Era  pp,  80- ft.  nickel  steel  . 


For  attaching  wheels,  whether  driving  wheels  or  otherwise,  to  axles,  the  authors 
have  always  found  a  press  fit  without  keys  to  be  quite  satisfactory.  As  the  axles  do 
not  have  to  transmit  such  severe  torsional  shocks  as  those  of  steam  locomotives,  keys 
are  usually  unnecessary,  and  it  is  an  obvious  advantage  to  avoid  the  use  of  keyways  in 
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the  driving  axle  where  possible.  On  the  Central  London  Eailway  the  wheels,  which 
are  34  ins.  in  diameter,  are  pressed  on  to  the  axles,  which  are  5|  ins.  in  diameter  in  the 
wheel  fit,  with  a  pressure  of  not  less  than  50  tons  or  more  than  60  tons.  The  tractive 
force  exerted  by  the  motor  at  full  rated  load  is  about  3,200  lbs.  at  17-in.  radius, 
and  the  sharpest  curve  on  which  these  trains  run  is  150-ft.  radius.  A  good  general 
rule  when  keys  are  not  employed  is  to  allow  10  tons  pressure  for  every  inch  of  axle 
diameter  in  the  wheel  seat. 

With  regard  to  wheel  centres,  there  appears  to  be  little  to  choose  between  wrought 
iron  and  soft  cast  steel.  The  former  material  is  perhaps  more  generally  employed,  but 
a  cast  steel  of  about  28  to  32  tons  per  square  inch  ultimate  tensile  strength  and 
a  minimum  elongation  of  15  per  cent,  in  a  2-in.  length  is  found  to  give  good  results 
in  locomotive  practice,  and  should  therefore  be  quite  satisfactory  for  electric  traction, 
especially  as  the  castings  are  somewhat  simpler  in  form.  It  must  be  borne  in  mind  in 
dealing  with  wheel  centres  generally  that  the  wheels  of  electrically  driven  vehicles, 
like  the  axles,  are  subject  to  heavy  shocks  due  to  the  fact  that  a  considerable  propor- 
tion at  least  of  the  weight  of  the  motor  is  carried  direct  on  the  axle.  Where  gearless 
motors  are  employed,  with  the  entire  weight  of  the  motor  carried  without  springs, 
considerable  trouble  has  been  experienced  from  time  to  time  by  failures  of  wheel 
centres,  even  where  these  were  of  exceptional  strength  judged  merely  by  the  load. 
For  wheels  other  than  driving  wheels  a  wood  centre  is,  of  course,  quite  suitable,  and 
possesses  several  advantages  which  need  not  be  discussed  here,  as  they  are  well  known 
in  ordinary  railway  practice.  In  tube  railways  they  are  particularly  advantageous  on 
the  score  of  noise.  Tyres  are  usually  secured  to  the  centres  by  a  lip  on  the  side  of  the 
wheel  centre  and  by  a  locking  ring,  which  should  be  shrunk  on  at  a  low  heat. 
Fig.  437  shows  the  standard  sections  of  tyres  and  fastening  rings  approved  by 
English  railway  companies  for  private  owners'  wagons.  In  the  case  of  driving 
wheels  it  is  a  common  practice  to  omit  the  locking  ring  and  secure  the  tyre  by  means 
of  the  lip  and  by  studs  screwed  through  the  rim  into  the  tyre  from  the  inside.  An 
example  of  this  will  be  noticed  in  the  Lancashire  and  Yorkshire  bogie  (Fig.  402). 
Another  method,  illustrated  by  No.  4  of  Fig.  437,  and  also  by  the  Manhattan  driving 
wheel  (Fig.  436),  is  to  have  two  locking  rings  and  secure  these  and  the  tyre  to  the 
centre  by  means  of  bolts  parallel  to  the  axle.  The  standard  width  and  depth  of  rail- 
way tyres  having  been  arrived  at  as  the  result  of  long  experience,  they  should  be 
adhered  to  unless  there  is  some  substantial  reason  for  departing  from  them'.  The 
standard  width  of  tyre  in  this  country  for  coaches  and  wagons  is  5  ins.  For  driving 
wheels  it  is  desirable  to  follow  steam  locomotive  practice  and  make  the  width  5^  ins.  or 
at  least  5^  ins.,  especially  if,  as  will  happen  in  many  cases,  the  train  is  to  be  pushed 
from  the  rear,  as  well  as  pulled  from  the  front.  Narrow  wheels  are  very  objectionable, 
as  they  travel  badly,  cause  undue  wear  at  points  and  crossings,  and,  indeed,  necessitate 
extreme  care  to  avoid  frequent  derailments  at  these  places.  For  tube  railways,  how- 
ever, where,  as  has  been  pointed  out  above,  the  allowable  wear  on  wheel  treads  is 
small,  it  is  permissible  to  employ  a  thin  tyre,  as  otherwise  tyres  will  have  to  be 
replaced  before  they  are  rendered  unserviceable  by  their  thinness.  In  order  to  obtain 
the  best  material  to  ensure  safe  and  economical  running,  it  is  necessary  to  consider 
carefully  the  type  of  service  in  which  tyres  are  to  be  employed.  For  railways  with 
numerous  stops,  which  implies  heavy  wear  due  to  braking,  a  hard  tyre  is  desirable ; 
and  as  speeds  under  this  condition  will  be  comparatively  low,  such  tyres  can  be 
employed  with  safety,  whereas,  at  very  high  speeds,  an  extremely  hard  tyre  may 
be  undesirable  and  will  not  be  so  necessary  owing  to  the  conditions  of  service.    For 

461 


ELECTRIC   RAILWAY    ENGINEERING 

tube  railways,  it  is  of  particular  importance  that  the  hardest  tyre  consistent  with 
safety  be  employed,  since  the  allowable  variation  from  the  standard  loading  gauge  is 
usually  small,  and  the  depth  of  wear  on  the  tyres  is  consequently  less  than  in  ordinary 
practice.     Several  qualities  of  steel,  recommended  by  various  makers,  are  given  in 


K  -H 


No.  1. 


No.  2. 


r'«'-i 


No.  3. 


No.  4. 


Fig.  437.    Tyre  Sections  (Issued  1904). 


Table  CXXIII.  Nos.  1  to  3  are  specification  figures ;  the  remainder  are  from  actual 
tests,  Nos.  3  and  4  being  respectively  the  specification  figures  and  the  test  figures  for 
the  same  steel.  It  has  been  found  that  for  tube  railway  work  a  steel  of  No.  6  quality 
is  far  too  soft,  and  even  No.  5  necessitates  frequent  turning  up  of  the  wheels.     On  the 
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Central  London  Railway  there  are  a  number  of  wheels  with  tyres  of  No.  8  steel ;  they 
have  not  been  in  service  long  enough  to  form  a  definite  opinion  of  the  material,  but  so 
far  they  have  proved  quite  satisfactory,  and  the  wear  appears  to  be  much  less  than  on 
the  other  tyres.  Two  per  cent,  of  each  batch  of  tyres  should  be  subjected  to  the 
falling  weight  tests. 
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Tablk  CXXIII. 


Qualities  of  Steel  for  Tyres. 
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Acceleration,  21  et  seq. 

Distribution  of  tractive  effort  amongst  axles,  29 

Electrical  Equipment  Weight,  43 

Energy  required  for,  18  ■ 

''Motor  Curve,"  25,  32,  48,  62,  66 

Power, 
Amount  required  during,  31 
Katio  of  maximum  to  average  power  at  axles, 
51 

Relation  of  maximum  to  average  input  to  train, 
80 

Schedule  Speed  Limitations,  Method  of  Investi- 
gating, 34 

Series  Motor  Characteristic,  32 

Steam  i^erans  Electric  Service,  29.  34,  51 

Variable  i*ate  of,  effect  on  Rolling  Stock  and 
Permanent  Way,  32 
Accumulators, 

Comparative  Cost  of  Plant  with  and  without, 
200 

Use  of  in  Sub -stations,  191 
Adhesive  Coefficients,  326 
Air, 

Compressor,  Motor-driven,  336 

Pumps,  112 
Edwards'  type,  118 

Resistance,  Relation  to  Total  Resistance,  10 
Algemeine  Elektricitats  Gesellschaft, 

Iligh  Speed  Motor  Car  used  for  Berlin -Zossen 
Tests,  362 

Winter-Eichberg  type  of  Motors,  394 
Allen,  A.  II.,  on  Central  London  Railway  Sub- 
Stations,  212 
Alternating  Current, 

Current  Values  in  Track  Rails,  286 

Equipments,  see  Electrical  Equipments 

Generators,  see  Generators 

Motors,  see  Motors 

Resistance  of  Rails  to,  280 
American  Bogie  Truck,  433 

Brake  Foundation  in  Trailer  Bogie,  446 
American  Locomotive  Co.,  Electric  Locomotives 

for  New  York  Central  Railway,  292 
American  Master  Car-builders'  Association, 

Axle-Box,  454 

Axles  for  Freight  Cars,  458 
Material,  460 

Brake  Heads  and  Shoes,  449 

Rounded  Keep  for  Journal,  457 

Swing  Bolster,  434 
American  Society  of  Civil  Engineers,  Recommen- 
dations for  Track  Rails,  269 
American  Street  Railway  Association, 

Axle  Box,  454 

Axles  for  Electric  Cars,  458 

Standards  Committee  Recommendations,  459 

Motor  Bogies,  Play  of  Journal  in  Brass,  457 
Anderson,  E.  H.,  on  Speed-time  Curves,  53 
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Armature, 

Effect  on  design  of  Fly-wheel,  104 

Magnetomotive  Force,  176 

Method  of  Mounting  on  City  and  South  London 
Locomotive,  315 

Rotational  Energy  of,  21,  448 

Type  to  be  employed  with  Compound-wound 
Synchronous  Motors,  175 
Armstrong,  on 

Effect  of  frefjuent  stops  in  high-speed  rail- 
roading, 84 

High  Schedule  Speeds,  91 

liight  versus  Heavy  Trains,  Tractive  Force  re- 
quired, 87 

Live  Load  Percentage,  Note  13 

Some  phases  of  the  Rapid  Transit  Problem,  23 
Ashe,  S.  W. — Starting  Converters,  205 
Ashe  and  Keiley  on  Ratio  between  dead  and  told 

Weight  of  Cars,  13 
Aspinall,  on 

Air  Resistance,  10 

Comparison  between  heavily  loaded  and  light 
trains.  Note  11 

Tractive  Resistance,  4  et  seq. 
Auxiliary  Apparatus  for  Xew  York  Central  Loco- 
motive, 296 
Avery  Weigher,  124 
Axle(s), 

Attachment  of  Wheels  to,  460 

Boxes,  453 

Distribution  of  tractive  effort  amongst,  29 

Guai*ds  for  Bogies,  435 

Maximum  instantaneous  Power  required,  44,  49 

Power  and  Energy,   Relation   of   to  Tractive 
Force,  40 

Ratio  of  Maximum  to  Average  Power,  51 

Recommendations  of  American  Street  Railway 
Association  Standards  Committee,  459 

Standard  for  Freight  and  Electric  Cars,  458 

Steel,  Various  qualities  for,  460 

Weight  of  Motor  on,  451 


Babcock  A^^D  Wilcox  Water-Tube  Boilers,  129 
'•  Baggage  Car"  ijpQ  of  Paris-Orleans  Electric 

locomotive,  324 
Baker  Street  and  Waterloo  Railway, 

Conductor  Rails,   Method    of    Mounting    and 
Insulating,  251 

Insulators,  250 
Baltimore  and  Ohio  1896  Gearless  Locomotives, 

Data,  307 

Tmcks,  431 
Baltimore  and  Ohio   1903  Geared  Locomotives, 
310,  386 

Trucks,  431 
Barbier  on  Power  absorbed  by  Locomotive  com- 
pared with  Train,  Note  12 
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Barometric  CondeDser,  110 

Barrett,  Brown  and  Hadfield-  Test  Results,  247, 

248 
Basic  Open-hearth  Bails,  269 
Battery-Booster  Set,  192 
Bearings — Standard   Composition  for  Coach  and 

Wagon  Journals,  455 
Berlin-Zossen  Tests,  5  et  seq.,  172,  362,  391 

Camp's  Concise  Itesume  of.  Note  6 
Bessemer  Steel  Rails,  269 
Blootl's  Formula,  87 
Board  of  Trade  Regulations  on. 

Earthed  Conductors",  277,  284 

Supporting  Suspension  Cables,  259 

Voltage  drop  in  uninsulated  Conductors,  241 
Bogie  Trucks,  see  Ti'ucks 
Boilers,  107 

Mechanical  Stokers  versus  Hand  Firing,  109 
Bolsters,  Swing  and  Rigid,  434 
Bolts,  Inferiority  of  to  Rivets,  440,  443 
Boosters, 

Compound- Wound  in  series  with  Battery,  1 92 

Track,  Arrangement  for  Alternating  Current,  284 
Brake(s), 

Foundation  Work,  445,  et  eeq. 

Heads,  449 

Shoes, 
Energy  dissipated  at  during  Retardation,  23, 

48 
English  and  American  types,  448 
Biuking, 

Gradients,  81 

Rate  of  Retardation  during,  23 

Regenerative   Control    methods    of    Restoring 
Energy,  46 
Brill  Truck,  435,  441 
Bristol  Tramways, 

Generating  Plant,  115 

Plan  of  Power  Station,  1 24 

Type  and  Capacity  of  "Plant  Installed,  126 
British    Insulated    and    Helsby  Cables,    Ltd. — 

Cables    furnished    to    London    Underground 

Electric  Railways,  158,  161 
British  Thomson -Houston  Co., 

Compensated  Series  Single-phase  Motor,  396 

Overhead  Conductor  and  Supports,  263 

Winter-Eichberg  type  of  Motors,  395 
British  Westinghouse  Co.,  see  Westinghouse  Co. 

Cables, 
Concentric — Standard  Thickness  of  Insulation 

and  Lead  Sheathing,  162 
Three-Core, 
Construction, 

Central  London  Railway,  156 

District  Railway,  158 

Metropolitan  Railway,  161 

New  York  Subway,  154 
Engineering  Standards  Committees'  Recom- 
mendations, 147 
Henley's    Patent     **LaminsB"      Conductor 

Cable,  162 
High  Tension  Cable  Joint,  160 
High  Tension    Transmission    System,   Cost 

and  Construction,  140 
Installation,  142,  153 
Maximum  Current  Densities  permissible  in 

Copper  Conductora,  148 


Cables,  contd. 
Three-Core,  contd. 

Paper  versus  Rubber  Covered,  150 

Standard  Thickness  of  Insulation  and  Lead 

Sheathing,  162 
Temi)erature  Distribution  in,  149 

Ferguson's  Tests,  150 
Temperature  Rise  in,  148 
Twin — Standard  Thickness  of  Insulation   and 

Lead  Sheathing,  162 
[See  also  Suspension  Cables] 
Callender's  Cable  and  Construction  Co. — Cables 

supplied  for  District  Railway,  160 
Camp's  W.  M.  Resume  of  Berlin-Zossen  Tests, 

Note  6 
Car  Axles,  457 
Car    TMieols —Ratio  of    Maximum   to    Average 

Energy  at,  69 
Carbon , 

Effect  on  Conductivity  of  Steel,  247,  248 
Percentage  of  in  Tract  Rails,  269 
Carriage  Axle  Boxes,  453 
Carter  on, 

Adhesion  Coefficient,  326 
Arrangement  of  Track  Boosters,  284 
Energy  Consumption,  80 

Kinetic  Energy  of  Train  due  to  Rotating  parts,  21 
Location  of  Sub-Stations,  241 
Rated  Capacity  of  Electrical  Equipment,  84 
Rating  of  Railway  Motors,  55 
Speed-time  Curves,  53 

Tractive  Resistance  and  Power  required,  15 
Weights  of  Continuous  Current  Equipments,  88 
Weights    of    Single-phase     and     Continuous 
Current  Motors,  389 
Cascade  Control,  391 
Cascade  Motor  set  of  Valtellina  Locomotive,  335, 

337 
Central  London  Railway, 
Axles,  458 

Method  of  Attaching  Wheels  to,  461 
Bogie  Truck,  438 
Arrangement  of  Contact  Devices,  453 
Parshall's  Design,  439 

Brake  Arrangement,  441,  447,  450 
Play  of  Journal  in  Brass,  457 
Position,  452 
Brake  Block,  449 
Cable  Construction,  156 
Carriage  Axle  Box,  455 
Conductor  Rails,    Method    of    Mounting    and 

Insulating.  251 
Crown  Rail  Bonds,  277 

Equipment  Weight  and  Energy  Consumption,  95 
Qtiarless  Locomotives,  Data,  317,  386 
G.E.  66A  Motor,  Employment  of,  54 
Generating  Plant,  101 
Cost  and  Comparison,  133 
Plan  of  Power  Station,  115 
Type  and  Capacity  of  Plant  Installed,  119 
Gradients,  Energj'  supplied  by,  18 
Insulators,  250 

Kinetic  Energy  of  Armature,  448 
Latest  TvT)e  of  train,  Motor  Equipment,  Data, 
etc.,  57 
Operation  of,  61 

Speed,  Tractive  Force  and  Power  Calcula- 
tions, 68 
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Central  London  Bail  way,  co7itd. 
Starting  Eesistance,  4 
Sub-Station,  Technical  Data,  208 

Comparative   Costs  of    Eotaries  and  Motor 

Generatoi-8,  186 
Plan  and  Equipment,  212 
Tests, 

Bail  Resistance  to  Alternating  Currents,  281 
'i'ractive  Resistance,  8,  66 
Tyres,  463 
Centrifugal  versus  Reciprocating  Pumps,  111 
Chambers'  Patent  Third- Rail  Insulator,  251 
Channel  Rail,  Use  of,  251 
Characteristics  of  Electric  Railway  Motors,  54 
Chicago  Rail  Bond,  276 

Chimney — Height,  Effect  of  on  Draught,  108,  1 15 
City  and  South  London  Railway, 

Conductor    Rails,   Method  of    Mounting    and 

Insulating,  251 
Curves,   Tests  showing  effect  of  on  Tractive 

Resistance,  Note  11 
Gearless  Motors,  315 
Starting  Resistance  Experiments,  4 
Tractive  Resistance  Tests,  8 
Trucks,  431 

Arrangement  of  Contact  Devices  on,  453 
Clark,   D.   K. — Fonuulso    for  Designing    Semi- 
Elliptical  Springs  for  Locomotives,  444 
Clearing    House   Conference — Position   of    Con- 
ductor Rails,  255 
Coasting,  23 
Influence  on  Speed-time  Curves,  76 
Reduction  of  Energy  at  Axles.  48 
Retardation  due  to  Train  Friction,  66 
Coefficients, 
Adhesive,  Steam    and    Electric    Locomotives, 

326 
Weight  Coefficient  of  Railway  Motors,  373 
Columbia  Rail  Bond,  277 

Commutation  in  Single  Phase  Motors,  415,  421 
Commutator,     Deterioration     of — Single     Phase 

versus  Continuous  Current  Motors,  96 
Compensator, 

Connection  of  Three-phase  Rotary  with,  204 
Oil-Cooled  Type,  402 
Compounding,  Effect  of  a  change  in  adjustment, 

183 
Condensing  Plant,  Type  and  arrangement,  109 
Conductors, 

British  Standard  Sizes,  147 

Construction  and  Supports,  162 

Maximum  permissible  current  densities,  148 

Overhead  System,  245 

Suspension  Cables,  260 

Voltage  drop  in  uninsulated — Board  of  Trade 

Restrictions,  241 
[^See  also  Rails,  Conductor.] 
Conduit    Construction — Single    versus    Multiple 

Ducts,  153 
Contact  Devices, 
An'angement  on  Bogie  Trucks,  453 
New  Yorlc  Central  Locomotive,  297 
Paris  Orleans  Locomotive,  323 
Continuous  Current, 

Generators,  sec  Generators 
Motors,  see  Motors 
Overhead  System,  245 
Track  Rails,  286 


Continuous  Current  versus  Single  Phase  System, 
95,  360,  386,  419 
Carter  on,  242 

Comparative  Capital  and  Operating  Costs,  425 
Deterioration  of  Commutator,  97 
Contour  of  Ti-ain,  Effect  of  on  Resistance,  10,  13 
Control  System,  63,  69 
Baltimore  and  Ohio  1903  Geared  Locomotive, 

311 
British  Thomson-Houston  Single  Phase  Rail- 
way System,  403 
British  Weslinghouse  Single  Phase  Motors,  405 
Electro  -  pneumatically      controlled      Unit 
Switches,  411 
Cascade  System,  335,  391 
Gradients  versus^  81 

New  York  Central  Electric  Locomotive,  295 
Parallel  versus  Series  Parallel,  74,  75 
Paris-Orleans  Locomotive,  325 
Pneumatic  Control  Connections  for  Rheostat, 

335 
Regenerative    Control'  Methods  of    Restoring 

Energy,  46 
Regenerative  versus  Series  Parallel,  47 
Rheostat  IjOss,  58  ♦  - 

Valtellina  Motor  (^ars,  343 
Ward-Leonard  System,  351 
Converters,  s**e  Rotarv  Converters 
Cook,  E.  E.,  Trucks  for  District  Railway,  439 
Cooling, 
Curve,  82 
Towers,  114 

Type  of  Condenser,  1 10 
Copper, 
Cost,  142 
Losses,  82 
Costs, 

Capital  and  Operating  for  Continuous  Current 

versus  Single  Phase  Railway  Systems,  425 
Geared  versus  Gearless  Equipments,  372 
Crane  used  on  Central  London  Railway,  212 
Crown  Rail  Bond,  277 

Cserhati — Regenerative  features  at  Valtellina,  338 
Current  Density  in  Track  Rails,  286 
Curtis  Turbine  Generator  for  operating  New  York 

Central  Locomotive  for  tests,  298 
Curves, 

Comparison  between  Carter*s  and  Armstrong's, 

85 
Effect  of  on  tractive  resistance,  11,  13 

Dawson  on  Weights  of  Single  Phase  and  Con- 
tinuous Current  Equipments,  388 
Dielectric, 

0'Gorman*8  principle  of  Grading,  143 

Standard  thickness,  164 

Strength  of  Cable  insulated  with  Varnished 
Cambric,  141 
Distributing  System,  244 

Protection  of  Live  Rails,  251 

[See  also  Third  Rail  and  Overhead  Systems.] 
District,     Metropolitan,     Railway,    see    London 

Underground  Electric  Railways 
Diversity  Factor,  69 
Draught  —  Chimney,    Draught     produced     by, 

dependent  upon   height  and   temperature  of 

^ses,  108,  115 
Drifting,  see  Coasting 
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Driving  Wheel  Diameter,  372 

Doulton's  Insulators,  250 

Dovle  and  Brinckerhoff's  Keyless  Driving  Wheel, 

460.  461 
Dublin  United  Tramways, 
Generating  Plant,  115 
Cost  and  Comparison,  133 
Plan  of  Power  Station,  127 
Type  and  Capacity  of  Plant  installed,  130 
Ducts,  153 
Dudley,  Dr.  P.  H.,  on 

Influence  of  rail  on  tractive  resistance,  Note  5 
Power  absorbed  by  locomotive  compared  with 
train,  Note  12 
Dynamos,  see  Generators 


Earle,  Mr.— Cost  of  Cables,  187 

Earthed  Conductoi-s,  Board  of  Trade  Regulations, 

277,  284 
Eastern  Eailway  of  France,  Note  12. 
Ecole  d'Electricit^,  Tests  of  Rail  Bond  Resistances, 

279 
Edwards'  Air  Pump,  118 
Efficiencies, 

Continuous  Current  and  Single  Phase  Motors, 

4\o  et  8e(j. 
English  and  Foreign  Power  Stations,  134 
Thermal  Efficiency  of  Power  Station  Plants,  136 
Eichberjr,  Development  of  Single-phase  Commu- 
tator Motors,  393,  394 
Electric 

Cars — Motor  Axles,  458 
Locomotives,  see  Locomotives 
Motors,  see  Motors 

Railway  Service — Axle-box,  type  of,  455 
Traction  veisua  Steam  Traction,  13,  29,  34,  5i, 
88    325 
NewVork  Central  Railway  Tests,  301 
Valtellina  Railway,  344 
Electrical  Equipment, 

Carter's  Ciii've  of  Rated  capacity  of,  84 

Contact  Devices,  297,  453 

Gearless  verstis  Geared,  Relative  weights  and 

costs,  372 
liocomotives  and  Motor  Carriages,  291 
Overhead  System,  245 

Single-phase  versus  Continuous   Current  Sys- 
tems, 97,  388,  422 
Weight,  29,  31,  43 
Baltimore  and  Ohio  1903  Geared  Locomo- 
tive, 314,  386 
Central  London  Q^arless  Locomotive,  319, 

386 
Central  London  Railway,  Percentage  to  total 

train  weight,  95 
New  York  Central  Locomotive,  293,  386 
Paris-Orleans  Geared  Electric  Locomotive, 

323,  386 
Siemens  and  Halske  high  speed  10,000  yolt 
thi-ee-phase  Locomotive,  357 
Weight  including  Continuous  Current  Motors 

and  Accessories,  Carter's  data,  88,  94 
ISee  also  Locomotives  and  Motors.] 
Electrical  Power  Generating  Plant,  101  et  aeq. 

l^See  also  Generating  Plant.] 
Elliott  Bros.,  Leakage  Indicators,  222 
Elliptical  and  Semi-elUptical  Springs,  444 


Energy, 
Amount    dissipated    at    Brake    Shoes    during 

retardation,  23 
Consumption, 

Axles,  40 

Central  London  Railway,  95 

Influence  of  Gradients,  80 
Employed  in  overcoming  journal  friction.  456 
Ratio  of  maximum  to  average  energy  at  car 

wheels,  69 
Recoverable, 

Gradients,  81 

Percentage  of,  47 

Regenerative  Braking,  46 
Reducing,  Methods  of,  23,  48 
Rotational  Energy  of  Armature,  21,  448 
Supplying,  Methods  of,  18 
Engineering  Conference — Position  of  Conductor 

Rails,  255 
Engineering  Standards  Committee, 

Insulation  and  lead  sheathing  for  three-core 

and  Concentric  Cables,  162 
Stranded  Conductors,  147 
Track  Rails,  270 
Equalising  Lever,  432 

Evaporation,  Heat  transferred  from  water  to  air 
by,  114 


Fares,  Difficulty  of  adjusting,  90 

Famham  Co.  of  Chicago,  Type  of  **  under  con- 
tact "  third  rail,  254 

Ferguson,  L.  A.,  on 

Conduit  Construction,  153 
Temperature  distribution  in  Cables,  150 

Field  Excitation, 

Effect  of  re -arrangement,  183 
Series  Motors,  54 

Field  Magnetomotive  Force,  176 

Finzi,  Compensated  Series  Single-phase  Commu- 
tator Motor,  395,  422 

Fly  Wheel,  103 

Forest    City    Electrical    Co.,    **  Protected"    rail 
bonds,  275 

Frame  Design,  Weaknesses,  442 

Freight  Service, 

Freight  weight,  percentage  of  total  train  weight, 

12 
Standard  Motor  Axles,  458 

Friction, 

Journal,  Energy  employed  in  overcoming,  456 
Losses,  see  Losses. 
Train,  66 

Fuel,  Thermal  value,  108 

Furnace  temperature,  107 


Ganz  &  Co., 

Italian  State  Railways,  Polyphase  Locomotive 
1906  type,  341 

Yaltellina  three-phase  gearless  locomotive,  326 
Gear  Ratio,  Effect  on  speed  and  tractive  effort,  82 
Geared  versus  Gearless  locomotives,  315,  325 

[/See  also  Locomotives.] 
Gearing  Losses,  55 
Geipel  Steam  Traps,  126 
General  Electric  Co.  of  America, 

Method  of  protecting  live  rail,  253 
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General  Electric  Co.  of  America,  contd. 
Motors, 

Compensated  series  single-phase  commutator 

motors,  395 
G,  E.  66A  motor,  54  et  aeq, 
G.  E.  605  75  h.p.  motor,  396 
New  York  Central  Railway  Electric  Locomo- 
tive, 292 
Tests,  298 
Bail  Bonds,  274 

Resistance    and    Composition    of    Steel,    Test 
results,  247 
Generating  Plant, 
Arrangement,   design  and  characteristics,  101 

et  seq. 
Capacity,  243 

Condensing  Plant,  arran^ment  and  type,  109 
Cost  of  operating  and  mamtaining,  132 
Generator,  Conditions  to  be  fulfilled  by  Con- 
tinuous   Current   and   Alternating    Current 
'      type,  104 
Mechanical  Stokers  versus  hand  firing,  109 
Turbines    versus    high     speed     reciprocating 
engines,  101,  103,  113 
Generating    System,  see  Generating   Plant  and 

Power  Stations 
Generators, 
Alternating  and  Continuous  Current  type,  104 
Specification  for, 

550  k.w.  vertical  cross  compound  Continuous 

Current  Steam  Generator,  104 
2,500  k.w.  vertical  three  cylinder  compound 
three-phase  steam  generator,  105 
Synchronous  versus  Induction  motors,  1 73 
Voltage  calculation,  180 
ISee  also  Motor  Generators.] 
German  Society  of  Electricians — Current  Densities 

pei*mis8ible  m  Copper  Conductors,  149 
Glasgow  Corporation  Ti^amways, 
Generating  Plant,  115 
Cost  and  Comparison,  133 
Plan  of  Power  Station,  120 
Type  and  Capacity  of  Plant  installed,  122 
GottshaU,  W.  C.,  on 
Tractive  Resistance,  7 
Reduction,  Note  11 

Increase  of  as  a  function  of  speed,  Note  24 
Gradients', 

Braking  on,  81 
Energy  supplied  by,  18 
Influence  on 

Speed-time  curves,  76,  80 
Tractive  Resistance,  13 
Great  Northern  and  City  Railway— G.  E.  66A 

Motor,  54 
Great  Western  Railway, 
Carriage  Axle-box,  455 
Chambers'  Insulator,  251 
Trucks  with  helical  axle-box  Springs,  433 
Grindle  on  Storage  battery  prices,  201 


Halpix,  Druitt — Comparison  of  power  absorbed 

by  locomotive  and  train.  Note  12 
Hand  firing  versus  Mechanical  Stokers,  109 
Hay,  H.  A., 

Motor  bogie  design,  435 
Braking,  450 


Hay,  H.  A.,  contd. 
Motor  bogie  design,  conta. 
Play  ot  Journal  in  Brass,  457 
Tyre,  461 

Heat  transferred  from  water  to  air  by  radiation 
and  evaporation,  114 

Heating,  82 

Cables,  Heating  of,  148 
Surface,  107 

Hedley's  Motor  Truck,  441 
Brake  foundation,  447,  450 

Helical  Springs,  Formula)  for,  445 

Henley's  Patent  '*  Laminse  '*  Conductor  Cable,  162 

Hey  land — Investigations  on  Polyphase  Induction 
Motors,  392 

High  Speed    Electric   Traction,    Gearless    loco- 
motive especially  adapted  to,  325 

High  Tension  Transmission  System,  see  Trans- 
mission System 

High  Voltage  Continuous  Current  Motore,  386 

Highfield,  Data  on  Storage  Battery  Prices,  201 

Hubbard's  Booster-Battery  Connections,  195 

Hunt  Automatic  Shovel,  1 24 


Impedance  of  overhead  circuit  with  rail  return 

283 
Induction  Motors,  see  Motors 
Input  to  train.  Relation  of  maximum  to  average, 

80 
Installation  of  Cables,  142,  153 
Institution  of  Electrical  Engineers — Maximum 

permissible  current  in  Copper  Conductors,  148 
Insulating  Conductor  Rails,  248,  251 
Insulation  on  Cables,  141 

Paper  versus  Rubber,  150 

Standard  thicknesses,  162 
Insulators, 

Cable,  Suspension  Cables,  260 

Rail, 

Chambers'  T^-pe,  251 
Material  used,  249 

Reconstructed  Granite  Co.'s  type,  251 
Interborough  Rapid  Transit  Co.,  see  New  Yoik 

Subway 
Iron, 

Brake  Shoes  of  cold  blast  cast  iron,  450 

Losses,  82 

Resistance,  246 
Italian  State  Railways, 

Ganz  (1906)  polyphase  locomotives,  341 

[See  also  Yaltelllna  Railway.] 


Jet  Condenser,  110 
Joui*nals, 

Composition  of  bearings  for  codch.  and  wagon 

journals,  455 
Friction,  Energy  to  be  employed  in  overcoming, 

456 
Play  in  Brass,  456 
Pressures,  457 


KA.VANAOH,  A.  L.,  on  current  densities  in  Cables, 

149 
Kinetic  Energy,  21,  80,  448 
Korbully  Axle  Box,  455 
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** Lamina"  Conductor  Cablo,  Henley's  Patent, 

162 
Lamme,  B.  G.,  on 

Compensated  Series  Single-phase  Commutator 

Motor,  395 
Single-phase  railway  system,  393,  Note  416, 420, 
421 
Lancashire  and  Yorkshire  Eailway, 

Bogie  Truck  for  Electric  Motor  Cars,  435 
AiTangement  of  Contact  Devices,  453 
Braking,  430 

Method  of  securing  Tyre,  461 
Play  of  journal  in  orass,  457 
Experiments  showing  power  absorbed  by  loco- 
motive compared  with  train,  12 
Jjancashiie  Boilers,  107 
Langdon,  W.  E.,  on  position  of  conductor  rails, 

265 
Laugen  Mono-i'ail  System,  367 
Jiatour — Development  of  single-phase  commutator 

motors,  392-4 
Lead  Sheathing,  143,  162 
Standard  thickness,  164 
liCakage, 

Indicatoi-s,  222 

Track  Bails,  Leakage  from,  285 
Jiincoln,  P.  M.,  on 
Single-phase  system,  420 
Single-phase  versus  Continuous  Current  Equip- 
ments, 422  et  seq. 
Live  Bails,  Protection  of,  251 
Liverpool    Overhead    Eailway — Tests    showing 

accelerating  rate,  Mr.  Mordey  on,  31 
Load, 

Characteristics, 

Choice  of  motor  and  gear  ratio,  82 
Fluctuation,  81 
CuiTOS,  54 
Locomotives  and  their  electrical  equipment,  291 
et  seq. 
Frames, 

Materia],  432 
Types,  442 

Baltimore  and  Ohio  1903 Locomotive,  310, 386 

Trucks,  431 
Grearless  versus^  315,  325 
Paris-Orleans  type,  data,  319,  386 
•*  Baggage  Car  "  type,  324 
Gearless, 
Advantages  associated  with  greater  weight 

of,  326 
Baltimore  and  Ohio  1896  Locomotive,  data, 
307 
Trucks,  431 
Central  London  Railway,  data,  317,  386 
Geared  versiiSy  315,  325 
New  York  Central  Eailway,  data,  292,  386 
Especially  adapted  to  high  speed  electric 

traction,  325 
Tests,  298  et  seq. 
Trucks,  432 
Yaltellina  polyphase,  326 
Italian  State  Eailway s— Ganz  1906  polyphase 

Locomotive,  341 
Motor  Cars  versus,  291,  344 
Oerlikon  15,000  volt,  15  cycle  equipped  with 
single-phase  Commutator  motors,  347 


Looomotives  and  their  electrical  equipment,  contd, 
Siemens    &    Halske    high    speed    10,000   volt 

3-phase,  354 
Single  phase  with  Continuous  Current  Driving 
motors,  416 
Oerlikon  type,  351 
Steam, 

Elecbic  versus  Steam,  325 
Equalisers,  Note  432 
New  York  Ceutnil  •'  999"  type,  294 
[Sz-e  also  Electrical  Equipment.] 
London,  Brighton  and  South  Coast  Eailway, 
Weight  of  Single-phase  equipment,  390 
Winter-Eichberg  Motors,  394 
London  Underground  Electric  Eailway, 
Conductor  Bails,  246 
Insulators,  250 

Metropolitan  District  Eailwaj-, 
Brake  heads  and  shoes.  439,  449 
Cable  construction,  158 
Conductor  rails,  Position  of,  255 
Contact  devices  on  truck  arrangement,  453 
Forest  City  Bonds,, 276 
Sub- station — technical  data,  208 

Plan  and  Equipment,  225 
Trailer  and  Motor  Bogies,  439,  44 1 
Metropolitan  Eailway, 
Cable  Construction,  161 
Conductor  Bails,  Position  (»f,  255 
Sub-stations — technical  data,  208 

Plan  and  Equipment,  223 
Weight  of  continuous  current  equipment,  390 
Long  Island  Eailway,  255 
Losses,  bb 
Copper  and  Iron  calculations,  82 
Friction — dry  ifersns  wet  air  pumps,  112 
Line  loss  and  regulation,  145 
Eheostatic, 
Effect  of  severity  of  service,  50 
Eeduction  by  series  parallel  Control,  58 
Single -phase  commutator  motors,  415,  421 
Lyndon,  Lamar,  on  Storage  Batteries,  195,  202 


Magnetic  Circuit,  Saturation  of,  54 
Magnetomotive  force,  176 
Manganese,  Effect  on  conductivity  of  steel,  248 
Manhattan  Elevated  Eailway, 
Insulators,  250 
Motor  Truck,  437 
Axle,  458 

Bi*ake  arrangement,  447 
Journal  play  in  brass,  457 
Keyless  driving  wheel,  460,  461 
Sub-station  expenses,  242 
Master  Mechanics'  Association — Standard  axle- 
box,  -J  54 
McDoble  on  Adhesion  coefficient  in   steam  and 

electric  locomotives,  326 
McGuire  Bogie  Truck,  440 
McMahon,  Mr.  P.  Y.,  on 
Gearless  Motors,  315 
Starting  Eesistance  Experiments,  4 
Tractive  Eesistance  Tests,  8 
Tests  showing  effect  of  curves  on.  Note  1 1 
Mechanical  Eesistance,  Eelation  to  total  resist- 
ance, 10 
Mechanical  Stokers  versus  hand  firing,  109 


470 


INDEX 


Mersey  Bailway,  Method  of  protecting  live  rails, 

253 
Metropolitan  Railway,  see  London  Underground 

Electric  Railways 
Meyer  on  journal  pressures,  457 
Mono-rail  traction  systems,  Rolling  Stock   for, 

367 
Mordey,  W.  M.,  on  acceleration,  31 
Motor 
Carriages  and  their  electrical  equipment,  291 
Cars, 
A.B.G.  High  Speed  Zossen,  362 
Electric  Locomotives  versus,  291.  344 
Siemens  &  Halske  High  Speed  Zossen,  362 
Valtellina  Railway,  343 
Characteristics, 
Avera^  profile  of  the  line,  83 
Electric  Railway  Motors,  54 
Control,  see  Control  System 
Curve,  Acceleration  on,  25,  32,  48,  62,  66,  73 
Grenorators, 
Economic  advantage  of,  1 88 
Oerlikon  single-phase  locomotive  with  con- 
tinuous current  driving  motor,  351,  416 
Rotary  Converters  versus,  173,  186,  189 
Starting  of  Asvnchronous  motor  generator 
sets,  208 
Motor  driven  air  compressor,  3'>6 
Motors, 
Alternating  Current, 
Losses  in  transformers  and  potential  regula- 
tors, 56 
ISee  also  Motors,  Single-phase,  Polyphase  and 
Synchronous.] 
Continuous  Current, 

Electrical  equipment  data,  88,  94 
High  voltage,  employment  of,  386 
Losses  in  external  resistances,  56 
Schedule  speed,  29 
Series  motor. 

Characteristics,  32 
G.E.  66 A,  54  ct  seq. 
Variation  in  design,  54 
Weight  Coefficient,  373 
Gedivea  versus  gearless,  315,  4.'i2 
Induction, 
Employment  for  driving  continuous  current 

generators,  173 
10,000  volt  three-phase  motors  for  Siemens  & 
Halske  Locomotive,  355 
Method  of  attaching  to  bogie,  45 1 
New  York  Central  Locomotive,  Motor  for,  294 
Xose  versus  Centre  of  Gravity  method  of  sus- 
pending, 451 
Polyphase  Induction,  391 

Disadvantages,  392 
Rating  of  Railway  Motors,  55,  87 
Single-Phase  Commutator, 
Compensated  series  type,  395 

G.E.A.  605,  75  h.p.  Motor,  Description,  396 
Component  Losses,  Summarj-,  Note  421 
Development,  390 

Inferiority  to  Continuous  Current  Motor,  415 
Latour-Winter-Eicbberg     type,     393,     394, 

417,  418,  422 
Oerlikon    15,000-volt,    15-cycle    locomotive 

equipped  with,  347 
Repulsion  type,  393 


Motors,  contd. 
Single-phase  and  Continuous  current,  weight, 

388 
Size  dependent  upon  gear  ratio,  diameter  of 

wheels,  etc.,  82 
Synchronous 

Employment  for  driving  Continuous  current 

generators,  173 
Phase  characteristics,  174 
Y-connected,  177 
Mounting  of  Conductor  Rails,  248 


National  Conduit  and  Cable  Co.  of  New  York, 
Cables  furnished  to  Central  London  Railway 

156 
Cunent  Densities,   Conditions    for   three-core 
Cables,  149 
Neptune  Rail  Bond,  277 

New  York  Central  and  Hudson  River  Railroad,  5 
Conductor  Rails,  Under  contact  3rd  rail,  250, 

254 
Insulators,  250 
Live  load  percentage,  13 
Locomotive, 

Electric,  data,  292,  386 
Especially  adapted  to  high  speed  electric 

traction,  3*25 
Tests,  298— Steam  versus  Electric,  301 
Trucks,  432 
Steam  "999 "type,  294 
Steel  Tower  for  supporting  overhead  portion  of 

ti'ansmission  line,  171 
Sub-stations,  technical  data,  208 
Plan  and  equipment,  232 
New  York  Subway 

Cable  Construction,  154 
Method  of  protecting  live  rails,  253 
Sub- stations — Technical  data,  208 
Plan  and  equipment,  238 
North  Eastern  Railway, 

Bogie  truck  for  electric  motor  cai-s,  434 
Arrangement  of  Contact  Devices,  453 
Brake  foundation,  447,  450 
Goods  locomotive  frame,  433 
Sub-stations — technical  data,  208 
Plan  and  equipment,  229 


OERLIKOIf  Co. 
Motor  Generator  type  of  single  phase  locomo- 
tive with  continuous  current  driving  motors, 
351,  416 
Switch,  Overhead  high  tension,  354 
Track  boosters,  284 

15,000  volt,    15  cycle  locomotive  with  single 
phase  Commutator  motor,  347 
O'GoiTaan  on  Insulation  on  Cables,  142,  187 
Oil-cooled  Compressor,  402 
Output — Single-phase  versus  continuous  current 

motors,  417 
Overhead  System,  258 
Alternating  and  continuous  current  systems, 

245 
Construction  of  conductor  and  suppoi-ts,  162 
Contact  collecting  Devices  of  New  York  Central 
locomotive,  297 
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Overhead  System,  cojiid. 
High  Tension  Lines, 

Calculation  of,  164 

Steel  Tower  for  supporting,  171 
Suspension  Cables,  259 
Third  Eail  System  versus,  2-14 


Pantograph  Trolley,  414 

Paper  versus  Eubber  Insulation,  150 

Parallel  Control  versus  Series  Parallel  Control,  74 

Paris  Metropolitan  Motor  Car  with  rigid  wheel 

base,  430 
Paris-Orleans  Railway, 

Geared  Electric  Locomotive,  data,  319,  386 
**  Baggage  Car"  type,  324 

Method  of  protecting  live  rails,  253 

Mounting  and  insulating  conductor  i*ails,  251 
Parry,  E.,  on  Distribution  of  Current  Density,  285 
Parshall, 

Motor  Bogie  for  Central  London  Railway,  439 
Brake  arrangement,  441,  447,  450 

Switchgear,  213 
Passenger    Weight,   percentage    of    total    train 

weight,  12 
Pennsylvania    Railway,     see    Wilkesbarre    and 

Hazelton  Railroad 
Periodicity  for  Alternating  Cun-ent,  416 
Permanent  Way,  Effect  of  high  accelerating  rates, 

32,  90 
Perrine  and  Baum,  171 
Play  of  journal  in  brass,  456 
Pneumatic  control  connection  of  rheostat,  335 
Polyphase  induction  motors,  see  Motors 
Polyphase  transmission  systems  with  rotary  con- 
verter sub-stations,  190 
Potential  Regulators,  Losses,  56 
Power, 

Amount  required  during  acceleration,  30 

Axles,  Power  at,  40  et  seq. 

Maximum    instantaneous    power  required    at 
axles,  44,  '19 

Percentage  absorbed  by  locomotive  and  train, 
12 

Ratio  of  maximum  to  average  power  at  axles — 
Steam  versus  electric  service,  51 
Power  factor  of  single-phase  motors,  418,  422 
Power  Station, 

Arrangement  of  Plant,  107 

Bristol  Tramways,  115,  124 

Central  London  Railway,  115,  133 

Dublin  United  Tramways,  115,  127,  133 

Efficiencies  of  English  and  foreign,  134 

Glasgow  Coiporation  Tramways,  115,  120,  133 

Ratio  between  maximum  and  average  input  to 
train,  Effect  on,  80 

Thennal  efficiencies  of  Plant,  136 

10,000  k.w.  turbine  station,  130 
Pressures,  Journal,  457 
Profile  of  the  Line,  83 
Pumps, 

Air, 

Dry  and  wet,  112 
Edwards*  type,  118 

Centrifugal  versus  reciprocating,  111 


Radiation — Heat  transfened  from  water  to  air 
by,  1 14 


Rail, 

Bonds,  273 
Resistance  data,  279 
Soldered,  278 
Insulators,  set  Lisulators 
Rails, 

Conductor,  246 
Channel  Rail,  251 
Data  for  various  railways,  249 
Mounting  and  insulating,  248 
Overhead  System,  258 
Position,  254 

Protection  of  live  rails,  251 
Resistance  to  alternating  currents,  280 
Under-contact  type,  254,  302 
Track, 

Basic  open -hearth,  269 
Bessemer  steel  rails,  269 
Bull-head  rail.  Standardization,  270 
Composition  and  Conductivity,  245,  267 
Conductor  Rails  versus,  246 
Leakage  from,  285 
Resistance  tests,  270 
[See  also  Third  Rail  System.] 
Railton  and  Campbell  Filters,  126 
Railways, 

Steam  versus  Electric,  13,  29,  34,  51,  88 
[See  also  Names  of  Railways.] 
Rankin's  Formulae  for  design  of  helical  springp, 

445 
Rating  of  railway  motors,  55,  87 
Reciprocating  Engines  versus  steam  turbines,  101, 

103,  113 
Reciprocating  versus  centiifugal  pumps.  111 
Reconstructed  Granite  Co.'s  types  of  Insulator, 

251 
Regenerative     Control      System,      see     Control 

System 
Regenerative    features   observed    at    Valtellina, 

338 
Reichel — Advocate  of  continuous  current  motors, 

Note  392 
Repulsion     type    of    single- phase    commutator 

motors,  393 
Resistance, 

Air — Relation  to  total,  10 
Liquid  stai-ting,  74 
Loss  in  external  resistance,  56 
Rail,  246 
Alternating  Currents,  resistance  of  rails  to, 

280 
Tests,  270 
Rail  bonds,  data,  279 
Tractive,  61 

Air  and  mechanical  components,  10 
Aspinall  on,  4  et  seq, 
Berlin-Zossen  tests,  5  et  seq. 

Camp's  Resume,  Note  6 
Comparison  between  heavily  loaded  and  light 

trains,  11 
Curves,  Influence  on,  11,  13 
Energy  required  to  overcome,  18 
Gradients,  Influence  on,  13 
Influence  of  uncontrollable  factors,  3,  5,  13 
Internal  and  external,  63 
Reduction  of>  10 
Starting  resistance,  4 
Tractive  resistance  at  constant  speed,  3 
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Eetardation,  Bate  during  braking,  23 
Bheostatic  Losses,  see  Losses 
Eheostats,  Metallic  and  Water— Pneumatic  con- 
trol connections  for  Yaltellina  "1904"  loco- 
motive, 335 
Rivets,  440,  443 
Rolling  Stock, 

Acceleration,  Effect  of  high  rate  on,  32 

Data  for  various  railway  coaches,  14 

Mono  Rail  Traction  Systems,  367 

Trucks,  430  et  seq, 

Yaltellina  Railway,  343 
Rotary  Converters, 

Central  London  Railway,  217 

Comparative  Costs,  189 

Line  Loss  and  regulation,  145 

Motor  Generators  t»er«it8,  173 

Central  London  Rjiilway  sub-station,  186 

Phase  characteristics,  177 

Series  winding,  186 

Shunt  excited,  184 

Six-phase,  177 
Employment,  172 
Synchronising  and  switching,  206 

Starting  and  synchronising  of,  204 

Three-phase, 

Connection  with  compensator,  204 
Magnetomotive  force  of  armatures,  177 
Synchronising  and  switching,  206 
Rubber  Vfraus  Paper  Insulation,  1 50 


Samxjelson's  three-phase  switch,  216 

Saturation  of  magnetic  circuit,  54 

Schedule  speed,  see  Speed. 

Schoepf — ^Weights    of    continuous    current    and 

single-phase  motor  equipments,  389,  390 
Series  parallel  control,  see  Control  System 
Shawmut  Soldered  Rail  Bonds,  278 
Shunt  excitation — Effect  of  operating  the  rotary 

converter  with,  184 
Siemeus  on  Contour  of  Car,  Note  1 1 
Siemens  Bros.,  City  and  South  London  Gearless 

Locomotive,  317 
Siemens  &  Halske, 

High  Speed  Zossen  Motor  Car,  362 

High  Speed    10, 000- volt  3-phase  locomotive, 
354 
Single  Phase  Commutator  Motors,  see  Motors 
Single  Phase  and  Continuous  Current  System,  95, 
360,  386,  419 

Carter  on.  242 

Comparative  capital  and  operating  costs,  425 

Deterioration  of  commutator,  97 
Smith,  W.  M.,  on  Comparison  of  power  absorbed 

by  locomotive  and  train.  Note  12 
Soldered  rail  bonds,  278 
Speed 

Average  speed,  28,  Note  91 

Effect  of  gear  ratio  on,  82 

Schedule  speed, 
Continuous  current  motors,  29 
Designation,  28,  Note  91 
Limitations,  34 
Steam  versus  Electricity,  88 
Sprague,  F.  J.,  on  Alternating  and  continuous 

current  operation,  360 


Sprague,   General  Electric  type  of    controlling 

appliances,  296 
Springs, 
Helical,  Formulae  for,  445 
Semi- elliptical,  Formulro  for,  445 
Steam, 
Economy — Turbine  versus  reciprocating  engines, 

113 
Locomotives,  see  Locomotives. 
Piping  arrangement,  107 
Railways, 
Axle-box,  type  of,  455 
Motor  bogie  truck  design,  433 
Turbines,  see  Turbines. 
Steam  versus  electric  service,  13,  29,  34,  51,  88,  325 
New  York  Central  RaUway  Tests,  301 
Yaltellina  Railway,  344 
Steel 
Axles,  qualities  for,  460 
Brake  heads,  cast  steel  for,  450 
Conductivity  of,  247 
Locomotive  frames, 
Soft  cast  steel,  441 
Steel  plate  for,  432 
Tower  for  supporting  overhead  high  tension 

transmission  lines,  171 
Track  rails,  269 
Tyres,  Qualities  for,  462 
Stewart,  Mr. — ^Cost  of  Cables,  187 
Stone's  bronze  alloy  456 
Storage  Batteries, 

Auxiliaries — Battery-booster  set,  192 

Modifications,  195 
Comparison  of  price  in  Germany,  England  and 

America,  201 
New  York  Central  Railway  Equipments,  236 
Storer  on  Series  versus  Parallel  Control,  76 
Stresses,  Axle,  458 
Sub-stations,  172 

Accumulators,  Use  of  in,  191 

Comparative  costs  of  Plant  with  and  without 
accumulators,  200 
Capacity  of  Machinery,  242 
Central  London  Railway,  208,  212 
Rotary  Converters  t'ersus  Motor  Generators, 
186 
Continuous  Current  Generators,  173 
Cost  of  Plant,  198 
Description   of    extensive  tramway    plant   in 

South  America,  188 
Design,  203 

Equipment  of,  for  New  York  Central  Locomo- 
tive tests,  299 
Location,  241 

Metropolitan  District  Railway,  208,  225 
Metropolitan  Railway,  208,  223 
New  York  Central  and  Hudson  River  Railroad, 

208   232 
New  York  Subway,  208,  238 
North  Eastern  Railway,  208,  229 
Polyphase  Transmission  systems  with  rotary 

converter  sub-stations,  190 
Rotary  Converters,  145 
Transforming  apparatus,  172 
Superheating,  Advantages,  108 
Surface  Condenser,  110 

Suspension — Nose  vei^sus  Centre  of  gravity  sus 
pension  of  motors,  451 
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Suspension  Cables,  259 

Copper  Conductors,  260 

Insulators,  260 
Switches, 

Electro-pneumatically  controlled  unit  switches, 
411 

Oerlikon  overhead  high  tension,  354 
Switchgear,  arrangement  of,  203 
Swivelling  of  Bogie,  443 
Synchronous  Motors,  see  Motors 
Sj^nchroscope  on  District  Eailway,  227 
Szasz  on  Efficiency  in  single-phase  commutator 

motors,  421 

Tbichmuller's  formulae  for  calculating  permis- 
sible current  densities,  149 
Temperature, 

Distribution  in  Cables,  149 

Eise, 

Cables,  148 

Method  of  estimating,  82 
Third  Rail  System,  246 

Baltimore  and  Ohio  1896  Gearless  Locomotive, 
309 

Overhead  System  versus,  244 

Paris-Orleans  Line,  323 

Shoe  of  Xew  York  Central  Locomotive,  297 

Under-contact  rail,  advantages,  254,  302 
Thomas'  Soldered  Bail  Bonds,  278 
Thompson,  Elihu — Bepulsion  Motor,  393 
Three-phase    continuous    current    system.   Sub- 
station, 172 
Track,  Experimental  track  for  New  York  Central 

locomotive  tests,  298,  302 
Track  Bails,  see  Bails 
Tractive 

Effoi-t, 

Effect  of  gear  ratio  on,  82 
Light  versus  heavy  trains,  86 

Force,  Power  and  Energy  at  Axles,  40  et  seq. 

Besistance,  see  Resistance 
Tramway  Plant — Description  of  extensive  plant 

in  South  America,  188 
Tramways, 

Conductor,  Method  of  suspending,  258 

Spare  Generating  Plant,  103 
Transformers, 

Losses,  56 

Motor  Generators,  173 

Static.  172 

200  kilovolt  ampere  air  blast,  347 
Transmission  By  stem,  140 

Cables,  cost,  construction,  etc.,  141 

New  York  Central  Locomotive,  special  line  for 
tests,  299 

Overhead  lines,  calculation  of,  1()4 

Botary  Converter  sub-stations,  190 

Single-phase  system,  spare  line  for.  Note  426 

Steel  tower,  171 
Trolley, 

Oeriikon  overhead,  354 

Self -reversing  Pantograph  type,  414 
Trucks,  Bogie,  430  et  seq. 

Axle, 

Boxes,  453 
Guards,  435 

Baltimore  and  Ohio  Bail  way,  431 

Brake  work,  445  et  seq 


Trucks,  Bogie,  contd. 
Brill  type,  435,441 
Built  up  steel  frame,  description,  434 
Central  London  Railway,  438 

Motor  and  trailer  brake  blocks,  449 

Parshairs,  design,  439,  441,  447 
City  and  South  London  Railway,  -131 
Composition  of  bearings  for  c(»ach  and  wa^n 

journals,  455 
District  Railway,  439,  441 
Effect  of  high  aecelei-ating  rates,  90 
Electrical    contact    devices,    arrangement    of, 

453 
Equalising  lever,  432 
European  and  American  types,  433 
Frame  types,  441 
Hedley's  motor  truck,  441,  447 
Journals,  play  in  brass,  456 
Lancashire  and  Yorkshire  Railway,  435 

Brake  work,  450 
Manhattan  Elevated  Railway,  437,  447 
Material  suitable,  432 
Method  of  attaching  motors  to  bogie,  451 
New  York  Central  Railway,  432 
North  Eastern  Railway,  434 

Bi*ake  work,  450 
Rivets  preferable  to  bolts,  440,  443 
Springs,  444 

Steel,  Employment  of,  441 
Swing  and  rigid  bolsters,  434 
Valtellina  Motor  Cars,  343 
Tube  Railway's, 

High  Tractive  Resistance,  8 
[Ste  also  names  of  Railways.] 
Turbine, 

Generator  for  operating    New  York    Central 

Locomotive,  298 
Plan  of  10.000  k.w.  power  station,  130 
Reciprocating  engines  i'er6w«,  101,  103,  113 
Tyres,  461 

Under  Contact  Third  Rail  System,  see  Third  Rail 

System 
Unit  Switches,  Electro-pneumatically  Controlled, 

411 

Valatix's  data  for  railway  motors,  373 
Valtellina  Railway, 

Liquid  Starting  Resistances,  74 

Locomotives,  three-phase  gearless,  326 

Motor  Cars,  343 

Regenerative  features,  338 

Steam  versus  electric  traction,  344 
Venturi  Water  Meter,  118 
Verband  Deutscher  Elektrotechniker,    Formulae 

for  calculating  permissible  Current  Densities, 

149 
Voltage, 

Continuous  Current  Motors,  386 

Drop  in  uninsulated  conductors.  Board  of  Trade 
Restrictions,  241 

Effect  on  cost  of  cables,  145 

Method  of  calculating  geneiutor  voltages,  180 

Transforming  apparatus,  172 

Ward-Leonard  System  of  motor  control,  351 
Water-tube  boilers,  107 
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Weight, 

Electrical  Equipment,  29,  43 

Geared  versus  Gearless  equipment,  372 

Loaded  train,  7 

Motor  on  axles,  451 

Percentage  of  passenger  and  freight  weight  to 
total  train  weight,  12 

Railway  Motors,  373 

Ratio  between  dead  and  told  weight  of  car,  13 
Westinghouse  Company, 

Exhibition  car,  414 

Oil  Break  High  Tension  Switches,  230 

Overhead  Conductor  and  supports.  263 

Standard  single-phase  railway  motor,  405 
Weston  Bros.  Leakage  Indicators,  222 
Wheel(s), 

Attachment  to  axles,  460 

Centres,  461 

Diameter,  82 


Wheel(s),  contd. 
Doyle  and  Brinckerhoff's  keyless  wheel,  460, 461 
Rotational  energy  of,  21 

Wilkesbarre  and   Hazelton    Railroad,   Pennsyl- 
vania, 
Method  of  protecting  live  rails,  253 
Position  of  conductor  rails,  255 

Wilson,  Prof.,  on  Electrical  and  magnetic  proper- 
ties of  track,  281 

Wind  Resistance,  11 

Winter- Eichberg  type  of  single-phase  Commuta- 
tor Motors,  393,  394,  417,  418,  422 

Wood,  Inferiority  of  to  other  insulating  materials^ 
251 

Worsdell,  W.  -Motor  bogie  design,  434 
Brake  foundation,  447,  450 

Wynne,  Tractive  Resistance  Curves,  87 

Zossex-Berlin,  see  Berlin-Zossen  Tests 
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